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PREFACE 


A VISIT to a scrap yard cannot fail to impress engineers with the rate at which 
progress is being made in engineering. 

On a heap you will see a few broken wheels, some levers, and cranks all eaten 
with rust. Not many years ago, these formed a magnificent motor car, a marine 
engine, or an aeroplane. Now their day is done. 

The same thing is happening with books. For a few pence we may purchase 
old editions of books which, in their day, were the pride of their possessors. 

Jn view of these remarks one may say that little more than ten years is the 
average eflcctive life of some machinery and technical books. 

On this account, and the fact that the University of London has recently made 
a fundamental change in the conditions governing the award of degrees in 
Engineering, the author feels that no apology is necessary for adding yet another 
book on the subject of ‘'Heat Engines”. 

In the treatment of this subject the author has endeavoured to reduce things 
to their first elements, so that the enquiring student may know why certain things 
ha])pen, why gases follow definite laws, etc. 

For this reason the molecular theory has been introduced in the first chapter, 
and this theory (although it has its limitations) should become part of the mental 
machinery of students who wish to meet with success. 

There is very little to be remembered in the fundamental laws which control 
heat engines, but it is in their application where troubles arise. For this reason 
a large number of worked examples are included. 

Of course an elementary treatment of an involved subject cannot be expected 
to yield “Chemical Precision”, but it at least furnishes a guide for conducting 
actual tests. 

Jn Mriting this book the author has kept in mind the tremendous amount of 
ground which the student of to-day is expected to cover. On this account the 
work has been collated to form, it is hoped, a continuous logical narrative. 

Through the courtesy of the publishers, colours have been used freely, so 
“That he who runs may read”. The index is comprehensive, and, wherever 
possible, illustrations are adjacent to the text. 

According to Ruskin: “Many men fail to achieve success, not through in- 
sufficiency of means or impatience of labour, but because of a confused idea of 
the things to be done.” A coloured diagram, carrying all the information given 
in a particular question, is the first step in the direction of a successful solution. 
Next should come the equations which are likely to be used in the solution, and 
then the computations should be arranged so that additions and subtractions 
may be effected in the normal vertical manner, and that it is rarely necessary 
to write a figure a second time, or to do ancillary computations. 
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The same care should be exercised in laboratory work. First should come a 
sketch of the apparatus showing the points at which the measurements are to be 
taken, then arrange the tabulation so that computations may be made during 
the trial. 

The controlling measurements should be plotted directly from, the observations, 
and the derived quantities obtained from the curves which have, at least, partly 
eliminated experimental errors. Wherever possible, independent measures should 
be made of the same quantity. 

Finally, books cannot be interrogated, therefore cannot teach. At their best 
they merely provide preliminary steps for reaching the far fuller and authorita- 
tive proceedings of learned societies. 

Hand in hand with reading should go practical experience, which is so essential 
for a correct understanding of the relative importance of things; whilst visits to 
scientific institutions, such as the Science Museum, South Kensington, enable 
one to consult the wisdom of the past ages, to perceive with astonishment the short 
time that separates us from the era of scientific barbarism, and to no longer wonder 
at the barbarism of the social order that oppresses us ; to see the gradual evolution 
of the different types of engines, and the fundamental unity which underlies the 
whole subject of Heat Engines. 

It would be impossible to refer in detail to the many authorities who have 
been consulted in the compilation of this work, but, so far as possible, when a 
definite quotation has been used, acknowledgement is made. 

I am particularly grateful for the help I have received from : The Crossley 
Gas Engine Co.; A. J. Begg, Esq., Wh.Sc., B.Sc., of L. Gardner and Sons; 
Dr H. L. Guy, F.R.S., of Metropolitan Vickers; C. A. Parsons and Co. Ltd., The 
Parsons Marine Steam Turbine Co. for the use of blocks from their Technical 
Series; Electrolux, Ltd.; S.U. Carburettors; C. A. V. Bosch, Ltd.; Babcock and 
Wilcox, Ltd.; Cochran Boilers, Ltd.; Vacuum Oil Co. 

For permission to reprint examination papers acknowledgement is made of the 
courtesy of the Controller of H.M. Stationery Office, the Senate of the London 
University, and the Institution of Mechanical Engineers. 

The author would express his gratitude, and offer his sincere thanks to 
his late colleagues, Mr Louis Toft, M.Sc. and Mr D. M. Crawford, M.Sc., to 
Mr H. Hampson, M.Sc.Tech. and Mr D. Tagg, B.Sc. for checking the manuscript, 
and making many suggestions which, he trusts, have increased both the 
clarity and the value of the work. He would also thank the households of those 
quiet homes, near the moors and by the sea, where so much of this work was 
written. 

D. A.W, 


December 1Q41 



PREFACE TO THE SECOND EDITION 


In making a revision of this book the author was faced with the problem of 
having much more new material available than could be accommodated within 
the prescribed limits. It has, therefore, been thought advisable not to effect 
more changes in the book than would bring it reasonably up to date. 

Since its first publication the most important changes which have taken 
place in the practice of Heat Engines are those concerning the Gas Turbine and 
its working fluid. Two chapters have, therefore, been added to deal with the 
latest published developments in this field. 

As the reciprocating steam engine is still an important prime mover for rail 
traction and marine propulsion the chapter dealing with it has been re-written. 
A new section dealing with the proportioning of a triple expansion marine 
engine, re-heating, regenerative feed heating and exhaust turbines has, therefore, 
been added. 

In the Appendix will be found a collection of worked examples, not included 
in the first edition, which should be of particular interest to students reading 
for a degree. 

The author records his gratitude to reviewers and readers for drawing his 
attention to certain errors which imfortunately were present in the first edition, 
but which have now been corrected. 

He also expresses his appreciation of the assistance so willingly given by his 
colleague Mr D. Tagg, and acknowledges the ready co-operation of the staff of 
the Cambridge University Press who, in difficult circumstances, have produced 
a volume on which the author is proud to see his name. 

SUNDERLAND 


October 


D. A.W. 




CHAPTER I 


INTRODUCTORY 

Throughout the ages mau has been striving for more and more power, that he 
might be invested with authority. Unfortunately many men are possessed of the 
same desires, so weapons were devised for establishing the local superiority of 
one or the other man. 

Not content with local superiority, man later pressed the horse into service 
for transporting and operating his larger war machines, and it aj)pears tliat ever 
since then man’s inventiveness and skill have been concentrated on perfecting 
and develojung these machines. 

The carpenters employed in the production of old armaments soon exhausted 
the capabilities of the horse, and then these men turned to harnessing the wind 
and flowing water for the development of physical power. 

Through lack of men skilled in the manipulation of metals — rather than lack 
of inventiveness — these wind and water mills continued for centuries; and it was 
only by the discovery of Gunpowder that the necessity for metal workers became 
acute. 

As the demand became satisfied, man turned his attention to the possibility 
of using the tremendous forces developed by explosions for doing useful work. 
However, the great difficulty of converting the Kinetic Energy of a projectile 
into useful mechanical work has prevented the development of this engine; and 
it was not until a.d. 1780, when Watt employed the condensable properties of 
steam for driving a piston, that any progress in the development of power from 
fuels was made. 

Unfortunately* the fuels on which civilisation depends so much are gradually 
being consumed, and must eventually become exhausted, and then men will try 
to utilise, and may wage wars to secure, stores of energy which may now seem in- 
significant, and out of reach. Let us then take a survey of the Sources of power. 

There are seven soui’ces of power, but all have their common origin in the 
sun, thus: 

Sun’s rays: In tropical climates solar rays have been used directly for the 
generation of power by employing a parabolic mirror to concentrate the rays on 
to a boiler, or the cylinder of a hot air engine. f 

The boiler, employed in Egypt, took the form of a long tube from which hung 
a narrow deep rectangular chamber for the reception of water. The boiler was 

* Prof. Egerton, “Power and Combustion”, Thomas Hawksloy lecture, Nov. 15, 1940, 
Proc. Inst. Mech. Eng. 

t On one square foot in Egypt the heat energy received per annum from the sun is 
about 600 H.p. hours. Over the whole world the heat received fn>m the sun is equivalent 
to 50 times the world’s output of coal. 
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completely sheathed in glass, as a protection against convective heat losses, and 
was placed at the focus of the parabola formed from rectangular strips of mirror 
which were carried on a steel frame. 

In the system devised by Capt. Ericsson, about 100 years ago, the mirror 
resembled that of a motor-car head lamp, so that the rays converged on to a point, 
and not a line, as in the case of the steam boiler. The displacer cylinder of the hot 
air engine was placed at the focus of a paraboloid, and, under favourable con- 
ditions, a small amount of power was developed. 

At the present time, 1940, Selenium cells have been employed to develop 
electrical energy directly from incident light, but, as with steam and hot air, 
the amount of power developed is very small compared with tlie 2 )otential 
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j)ower concentrated in the rays. The power is also periodic, and a special 
mechanism has to be devised to enable the mirrors to follow the course of the sun. 

In view of these defects, none of the methods hold out much promise foj' 
research. 

Sea: Tides are due to the joint action of the sun and the moon; the change in 
level between high and low tide renders energy available, provided sufficient 
water can be impounded at high tide, and released at low tide through a water 
turbine. Unless a natural site is available, the civil engineering costs of erecting 
a barrage for impounding the requisite amount of water may be prohibitive. 
Had the Severn tidal scheme developed, about 2 million tons of coal would have 
been saved annually. 

Water: A change in elevation of water may be effected by first evaporating the 
water, allowing it to rise as steam, and then condensing the steam. In Nature this 
cycle goes on continuously, the sun acting as a water pump. 
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For the continuous development of power from water it would appear that 
all Ave require is 

(a) Suitable rainfall. 

(b) Suitable difference of elevation. 

(f) Suitable storage at the elevation, to tide over droughts. 

(f/) A water turbine, and some means of transmitting the power developed. 

Wind: Unequal heating of the atmosphere by the sun produces air currents, 
Avhich when deflected through an angle produce a force that may be used for 
|)io])ulsion or the w orking of windmills. 

In Arctic Regions one can count on an air stream fifty miles wdde,* and 
several hundred feet deep, moving almost continuously at about 50 m.p.h. 

Similar conditions obtain in South Crimea, where a Windmill Power Station, 
rle\ elo])ing 10,000kVA, is conternidated. 

Animal; Animal life is dejiendent on the sun for its existence, and centuries ago 
it w as the only source of power. Although it is used to a much less extent now, the 
horse is still regarded as the unit for the measurement of mechanical power. Thus 
AN c have one h.p. which represents 33,000 ft. -lb. of work per min. 

rncidciitally, the mechanical poAver developed by aninials in comparison with 
the heating value of the food eaten is so great that one may be certain that the 
mechanism of conversion does not depend on a heat engine cycle. It must more 
i Joscly resemble the chemical action in an electric battery. 

Vegetable: V^egetation matured by the sun may be used directly as a fuel ; it 
may be used to produce alcohol, and then this spirit used in an engine; or by a 
Lonibinatioii of pressure, tem])erature, and time, it may be converted into 
lignite or coal. 

Terrestrial heat; t Natural steam escapes in many ])arts of the world. At 
Tuscany in Italy about 52,000 lb. of steam are available ])er hour at a pressure 
varying iroin 00 to 250 lb. per sq. in. 

At the ])resent time coal jjrovidcs about tw'o-thirds of the total jiower developed 
in the an orld. 

From the jircvious resume on the Sources of Pow er it will be seen that in most 
countries fuels form the chief source of powder. Now to convert a fuel into mech- 
anical energy involves first, conversion into heat, Avhich is a chemical action, then 
secondly this heat is transmitted to a working fluid so as to produce pressure 
energy and kinetic energy, and finally, a mechanism is required to deliver this 
energy in the desired form. 

The transmission of this heat, and the subsequent behaviour of the working 
Iluid, are governed by Physical and Chemical Laws, whilst the design of the engine 
mechanism demands a comprehensive knowledge of materials and mechanisms. 
Without this knowdedge, combined with experience in the field (which tests 
the limitation of our knowledge), man cannot really be called an engineer. 

* Jf tlie same number of sailing ships wore now engaged as in 1860, about 13 million 
tons of coal Avould be saved annually. 

t A. H. Gibson. Natural Sources of Emrgy, Cambridge University Press, 1913. 
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The molecular world. 

Some conception of the molecular world may be plained from the following 
figures, which refer to air at 0° C. and 30 in. barometer. 

Velocity = 459 metres per sec. = 1028 m.imi. 

There are about 27 x 10^*^ molecules in 1 cu. cm. 

Diameter of molecule = 5x10 ^ i m. 

Mean distance apart = 3 x 10 ® cm. 

In one cubic centimetre of air there are about 5000 million collisions every second. 

No direct proof is yet available of the hypothesis that elements consist of 
molecules in motion, and that these molecules obey dynamical laws, i.e. Newton’s 
Laws of Motion. However, we have experimental justifi cations for this hypothesis, 
on vhich is based the Kinetic theory of gases originated by Clerk Maxwell, 
and the Quantum Theory, of Max Planck,* now e\i)lains several departures of 
observed facts from the older mechanical concejjtion of molecular motion. 

The mass of a molecule. 

To engineers the mass of a molecule is a fpiantity of some importance, although 
it M ill be appreciated, from the values given above, that the mass of an equi- 
valent molecule of, even air, is an extremely smaU quantity. 

In tact, if one could imagine detaching a molecule, with the object of weighing it 
on a chemical balance, ]' the normal supply of weights would be of no value what- 
e\ er, and even if the weights were reduced to molecular dimensions they would 
only be of value for the direct weighing of molecules heavier than themselves. 

1 n \ iew of this ditfienlty scientists, many years ago, conceived the idea of using 
the lightest molecule, then known, as the unit by which the masses of others 
were compared. 

This jjarticular molecule was that of hydrogen, which contains two atoms, each 
of which were regarded as possessing unit mass. To balance 1 molecule of oxygen 
reciuires 16 molecules of hydrogen each of which weighs 2 units; hence the mole- 
cular weight of oxygen is 32 and its atomic w^eiglit is 16. 

The atomic and molecular weiglits of molecules, with which we will be dealing, 
are given below. 

Tabulated values of atomic and molecular weights. 


Substance 

Symbol 

Atomic 

weight 

Molecular 
weight, M 

Hydrogen 

H 

1 

2 

Oxygen 

0 

16 

32 

Nitrogen 

N 

14 

28 

Carbon 


12 

— 

Sulphur 

s 

32 

— 


* Sep p. 40. 

t The weight of a hydrogen atom bears about the same proportion to the weight of the 
smallest shot obtainable that the weight of a man bears to the earth, and a balloon filled 
with Hydrogen has a lift 93 % of that in which a vacuum exists. 
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THE KINETIC THEORY OF GASES 


The kinetic theory is concerned only with the ])hysical proj)erties of gases when 
chemical change is not taking ])lace. The theory, by considering all matter as 
composed of a great number of molecules in motion, explains the cause of pres- 
sure, temperature, density, diffusion, dissociation, conduction and viscosity, and 
provides one with a fountain of knowledge if a few simjile facts are remembered. 

Pressure, p. 

Pressure is defined as force per unit area, and the pressure exerted on a surface 
by a gas is due entirely to the bombardment of this surface by the molecules of 
which the gas is comjiosed. If the gas wore so attenuated that molecidar impacts 
were distinguishable the idea of pressure would vanish. 

To evaluate the relation between ])ressurc and the velocity of the molecules 
we consider an average molecule of mass in and ascribe to it a mean speed — not 
the arithmetic mean — but a speed which, when possessed by an equivalent set 
of molecules each of mass m, will create the same pressure on the walls of 
the container as the actual pressure. Hence an equalised distribution re])laces 
the actual. 

Except during encounters the molecules will move in straight lines, so that 
their velocity V may be split up into com- 
l)onents ])arallel to the co-ordinate axes, thus: 

From Fig. 2, 

Let be the average value of F- for all the 
n molecules in a volume of gas, then 


V^^=Vl+Vl+Vl 


( 1 ) 


T X 

Now since we X)ostulated that the average / 
velocity was distributed uniformly along the 
axes, the average molecule must move at 
cos“^ l/-^3 to the co-ordinate axes; whence 



Fig. 2. 


By (2) in (1), 


F = F = F 
F2 = :wi 


■( 2 ) 

.( 3 ) 


Hence in a volume of gas containing n molecules the kinetic energy (k.e.) of 
the molecules, due to the components parallel to OX, 



By (3) in (4), 
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m 

K.E. = —n — = 

2 3 2 3 


Ttnft 

i.e. we can consider — — ^ as due to one-third of the molecules moving with 

veloLity V parallel to OX. In this way oblique impacts are replaced by normal 
impacts, whence 

Impulse of molecule =m[V — [— F)] = 2mF. 

By Newton’s Law, force is impulse divided by the time to effect the change 
in velocity. We do not know the time to change the velocity, so we cannot deter- 
mine the value of a single impulse — nor is this required — we want the average 
pressure and we can obtain this by estimating the number of impacts per second 
in a rectangular ])arallelepiped of sides x, y, z. 

Volume of paralleleiuped = xyz, and if, in unit volume, there are n molecules, 
then the molecules in volume xyz are nxyz\ from the previous reasoning one- 
third of the molecules may be considered moving parallel to the x axis with 
velocity F, whence the time that must elapse between successive impacts = 2a;/F, 
since the molecule has to travel twice the length of the parallelepiped before it 
can again strike face yz. 

Hence 


Impacts per second 


= - iier molecule, 

-X 


Rate of change of momentum 


= Rate of change of momentum 
= Pressure x Area. 


pxy xz = 


5 'Ks) 


But 7nn is the mass of unit volume, i.e. the density, p, whence (in absolute 
units) 

P = IpV^ (5) 

Ur, 


where is the volume occupied by unit mass, i.e. the specific volume of the 
gas, which is l/p. 


Temperature. 

The temperature of a body is a measure of the thermal potential — elevation 
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or head — of heat, and determines the direction in A^ hieli heat flows unaided from 
a hot body to a cold body, just as water flows natur'ally down hill. 

Temperature is most usually measured by a mercury thermomeier, which is 
calibrated by placing it in melted ice and marking the level of the mercury ; the 
thermometer is then placed in water boiling at the normal barometric pressure 
of 30 in. and a second mark made. 

If the distance between the marks is divided into 100 parts, we have the Centi- 
grade scale; and if into 180 parts, it is the Fahrenheit scale. For the measurement 
of consiflerably higher tein])Bratures the mercury is put under the pressure of an 
inert gas — often nitrogen — and even then the thermometer is not particularly 
accurate. 

A more precise method of temperature measurement, though less convenient, 
is afft)rded by the use of a gas thermometer in which the expansion of a permanent 
gas,* which is maintained at constant pressure, is observed. This scale agrees 
very closely with the Thermodynamic scale of temperature, which is in- 
de])cndcnt of the expanding substance. On this basis temperature may be 
regarded as themean kinetic energy ofa particle of perfect gas, see equation (2), ]). !). 

Scales of temperature. 

Tlie freezing point of water on the Centigrade scale is detined by 0° and on the 
Fahrenheit by 32“. This false zero 32°, in addition to the IHO divisions between 
freezing and ])oiling f joints, introduces considerable obstructions in calculations; 
so that scientific men of all races use, and think, in terms of the Centigrade scale. 
A further advantage is, that on this scale, the universal gas constant is almost 
twice Joule’s equivalent. 

Tn England practical engineers are brought up on the Fahrenheit scale, and 
can think only in terms of it. Now since these men have but few com[)utations 
to make there is no ])articular objection to the freezing point being at 32 \ For 
scicntilic investigations, however, it offers chances of error which we cannot 
afford to risk, so that in this book the F ahrenheit scale is used but on few occasions. 

Relations between temperature, pressure and volume. 

In 1816 Cay-Lussac showed by experiment that gas at a temperature far 
above its liquefaction point obeyed the law 

p = l-p(\ + at), (1) 

w here p = pressure in absolute units, 
p = density at temjierature t, 

t = temperature measured above freezing point of water, 
a and k are constants. 

No gas obeys this law rigorously, especially for negative values of f, i.e. tem- 
peratures below freezing point. However, to simplify thermodynamic investiga- 

* Seo p. 9. 
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tions we can imagine that a gas does conform exactly to the above law, and for 
this reason the gas is named a Perfect or Permanent gas.* 

Equating (5) on p. 7 to (1) on p. 6, 

j) = IpV^ = kp{l-\-at) = ImnV^, (2) 

F = V3/.(l+tt0- (3) 


By (2) it will be seen that tlie kinetic* energy Im of a molecule depends only 
on the temperature of a gas, and that this kinetic energy is zero when (1 H- at) = 0, 

i.e. 1 

t = — . 
a 

Experimentally the value of a can be determined by keeping the pressure 
constant and j)lotting the specific volume = Mp against /, thus: 



From Fig. 3, = (1 +fl<). 

When t = 0 the volume interrcj)t is kjp and the slope of the graph is [(Iclp) a}. 

Slope 

■ Q, z= — — . 

Intercept' 

By shifting the origin from 0 to 0^ and measuring the new temperature T 
from this new origin, we have 

^ = = w 

.•.aT=l + at. (5) 

* Gases which obey this law were at one time considered unliquefiable, and therefore 
they were regarded as permanent. 
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By (6) in (3), V = yIskaT, 

80 that when T = 0, V = 0. 

Hence molecular motion has ceased at this particular temperature, and for 
this reason when jT = 0 we have the absolute zero of temperature, and T is 
known as the absolute temperature of the gas. Temperatures measured from 
this zero are named Degrees Kelvin, on the Centrigrade scale, and degrees 
Rankine, R, on the Fahrenheit scale. 

To find the temperature on the Centigrade scale corresponding to T = 0 we have 


0 = - + /. By experiment - = 273- 1, whence ^ ^ 

a ^ ^ a a 


273 1 °. 


Hence to convert ordinary Centigrade teiii])eraturcs to absolute tem]icratures 
or degrees Kelvin add 273°. With Fahrenheit units add 273 1 x ^[J|5^4U2° to 
the reading in excess of 32° or 460° to the actual thermometer reading. 

By (5) in (2), p. .0, 

j) = = kpaT (in absolute units) 

or 2 )i\ = RT (in engineer’s units)*, where ^ 


Equation (6) is known as the Characteristic equation of permanent 
gases, and R the Characteristic gas constant. 

Althougli R is constant, over a limited tem])erature range, for any particular 
gas, its value depends upon the gas in question, and if simultaneous values of 
temperature, pressure and volume are known the value of R may be derived 
from the equation 

r- 


In engineering problems we rarely deal with one lb. of substance, as a rule it 
is 'i^;lb., in which case the si)ecific volume in (G) is rc])laced by v, and R by y^R\ 
whence the most general equation for all weights, volumes, pressures and tern- 
peratures of a gas is pv = wRT. (7) 

fpv 

Dividing by T, (7) becomes ~= = wR^ 


or, if several states of the gas are known, we can eUminate wR and write 


■( 8 ) 


This is a very useful equation in the study of internal combustion engines, 
because it can be rendered non-dimensional and does not involve a knowledge of 
R or u\ so long as these are constant during the change of state. 


* If Vg is in cu. ft. per lb., p is the absolute pressure in lb. per sq. ft., i.e. gauge pressure 
+ barometric pressure. 
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Normal temperature and pressure (n.t.p.). 

The equation = RT is represented by a surface (Fig. 4) which contains an 
infinite number of points each of which represents a particular state of the gas. 

Now to compare volumes of gases, or what is usually more important, their 
masses or weights, it is necessary to specify a particular temperature and pressure 
at which tlie volume was measured. 

The temperature selected is 0° C. and the pressure 30 in. barometer or 14-7* lb. 
per sq. in These values are referred to as normal temperature and pressure, 
and represent the state at which the density of a gas is usually expressed. 



To determine the weight of a volume of gas at a temperature T and pressure p, 
when R is unknown, first use equation (S) to reduce it to its n.t.p. value 
thus: 


l.B. 


T T, 


But 




= R, 


where is the specific volume at n.t.p. 


* Some authors refer to the condition 0° C. and 29-92 in. of Hg (corresponding to 14-7 lb. 
per sq. m.) as standard temperature and pressure (s.t.p.), and 30 in. Hg and 60° F. as 
normal temperature and pressure. 
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■■ T T, T„ ’ 

*^0 V pT„ v "I 


Ex. One pound of dry air at n.t.p. displaces 12-391 cubic feet. Wliat is the value of the 
characteristic gas constant in lb. -ft. per ° C. and lb. -ft. per ° F. 1 

14-7 X 144 X 12-391 
T ~ 273 




= 95 9. 


ns-R 

In Fahrenheit units, R= ^. = 53-18. 

n/5 

Ex. When obtaining the calorific value of coal gas the meter recorded a consumption 
of 3 rii. ft. at 15° C. and at a pressure nr31 water. What is the consumption referred 
to N.T.P. cnnrlitions if, during the test, the barometric pressure was 2D in.? Relative 
density of mercury, 13-6, 


Po '’o . 
T 

n 


Px'^\ 



f29 + ^--'’ 1 

13-0 273 


30 ^ 288 


= 2-773 cu. ft. 


Ex. Find the weight of 100 cu. ft. of air at 15 lb. per sq. in. and 00° F. if = 53*2 ft. -lb. 

per “F. jyrp 

^ pv = wRT. 

15x144x100 
53 2 (400 + (HJ) 


Density, p. 

The density of a substance, in engineers’ units, may be defined as its mass per 
unit volume; thus we say a gas weighs so many pounds per cubic* foot. 

If our molecular thnory is correct, p must depend on the number of molecules 
in unit volume of the gas and upon the weight of individual molecules. Now 
chemists have determined the relative weights of molecules, and have shown 
that only molecules enter into chemical action. 

Considering therefore two gases A and B, A containing 7i^ molecules per 
cubic foot at n.t.p. and B containing molecules per cubic foot at n.t.p., then 
if one molecule of A combines with x molecules of B and and are the volumes 
at N.T.P. that enter into combination, 


= Y = Constant. 


Avogadro found by experimenting on the chemical combination of various 
volumes of different gases that, if no gas was to be left uncombined, the 
ratio v^jv^ was constant and equal to x. It follows therefore that n^jn^ = 1, 
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i.G. equal volumes of dilTerent gases at the same temperature and 
pressure contain the same number of molecules. This important con- 
clusion is known as Avogadro’s Law. 

By means of this law, knowing the molecular weight of an elemental gas, the 
density of all others can be coin])uted, tlius ; 

Let Wj be the weight of a molecule in gas A and Wj^ be the corresponding value 
for B, then the density of ^ is ^ 


and of B, 


Pii = 

. Pa ^ Ki 
“ Pb '^’ 7 / 


( 1 ) 


i.e. the ratio of the densities of gases is the same as the ratio of the molecular 
weights. 

li then the density of one gas is known, the density of all others maybe computed 
from the knowledge of the molecular weights and equation (1). 


Tabulated molecular weights, M. 

Ill tables of j)hysical constants w’ill be found the atomic and molecular weights 
of all elements, those of greatest interest to the engineer being given in the table 
on p. 5. 

From the reasoning on p. 5 it wdll be a])pj eciated that these tabulated values 
are not the true weights of a molecule in pounds or grams, since the extremely 
small tlimensions of a molecule would mean that to express its weight in pounds 
would introduce an inconveniently small number. Early scientists therefore 
sought lor the lightest atom (which they found to be hydrogen) and used this as 
the unit by which the w eights of all otlicr atoms w^eve com])uted. 

The introduction of this relative measure frequently causes practical engineers, 
wdio are used to dealing with pounds and shovelfuls, considerable trouble. To 
make the molecular w^cight a real (piantity, therefore, I propose to multi])ly the 
tabulated values by some constant m, so that the product m x Tabulated mole- 
cular weight represents the real weight of a molecule in lb., thus; 

2m is the weight of a molecule of hydrogen in lb., 

327n is the w^eight of a molecule of oxygen in lb. 
m of course is extremely small, but its numerical value we never require, 

28 X 10"^^ 

although as a matter of interest it is - ^ , this value being derived from the 

2 X 4.>4 

know ledge that the atomic weight of hydrogen is 14 x 10 grama, there are two 
atoms in a molecule of hydrogen and there are 454 grams in one pound. 

The density of hydrogen at 0'^ C. and 30 in. of mercury (N.T.P.) is known to be 
0-00559lb. per cu. ft. Hence by equation (1) above. 

= riw^ = ny Tabulated molecular weight. 
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0 0055.0 = 71 X m X 2; 

0 00550 1 


TnX 71 = 


^ sH 

358' 


Hence the density p of any other gas is 

^ , , , , , , . , , Tabulated molecular weight 

71 X 771 X Tabulated molecular weight = ^ — . 


From this we conclude that the weight in lb. of 358 cu. ft. of any gas at 
N.T.P. is equal to the tabulated molecular weight. Whence 358 cu. ft. of 

hydrogen, under the specified conditions, weighs 2 lb., whilst an equal volume of 
oxygen weighs 32 lb., and so on. 

Such a volume of gas is known as a Mol, and is a more convenient unit than 
a cubic footj; the misfortune is that such a quantity was not introduced before 
the foot, otherwise we might have had a better system of units. 

PT-om equation (7), p. 10, 

pv = wRT. 

Now one mol of gas at n.t.p. displaces 358 cu. ft. 


rji 


14-7 X 144 X 358 
273~ 


= wR = 2780. 


This constant 2780 is known as the Universal gas constant because it applies 
to all gases, and mixtures of gases, that are far removed from the va])our state. 
In the equation li^ii = 2780, 7/; is a number equal to the molecular weight; hence 


R for any gas 


2780 

Tabulated molecular weiglit of gas’ 


( 1 ) 


From (1) we see that, although the Universal gas constant is invariable, yet 
the characteristic gas constant varies inversely with the molecular weight nl the 
gas, and is in this respect at a disadvantage. 


Ex. If the equivalent molecular weight of air is 28-97, what is its specific volume at 
N.T.P. and also the value of its characteristic constant? 


Since 28-97 lb. of air at n.t.p. displaces 358 cu. ft., then the specific volume 


358 

28-97 


12 36. 


Characteristic constant = 


2780 

28-97 


^ 96 lb. ft. 


per 


°C. 


Ex. A certain gas with a molecular weight of 28 occupies 12-8 cu. ft. per lb. What volume 
will 1 lb. of another gas occupy if its molecular weight is 32 ? 


* 357-8 is considered a better value, althrnigh 358 is most widely used, as it is divisible 
by two and most gases used in engiiipering are diatomic, 
f A mol may be regarded as a cube of about 7 ft. edge. 
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1 

Density = P = ~ 


= mxnx Molecular weight. 

?'.,2 mxnx 28 
i\^ mxnx 32 


28 


Vfiz = X 12-8 = 11-2 eu. ft. per lb. 


Ex. Gas mixture. (I.C.E.) 

Calculate the weight of O-OGli cu. ft. of a combustible gas at 0° C. and 14-7 lb. per 
pq. in. absolute if its molecular weight is 14 ‘2. 

It this weight of gas is contained in 0-03S lb. of a gas air mixture, estimate the pro- 
portion by volume of gas to air. Take the molecular weight ol air as 28- D. 

Since the gas is at n.t.p. its mass is 

^‘^’“xo oeo = 0 002B2 lb. 

:i..H 

To convert from analysis by a\ eight to analysis by volume divide the mass of each 
constituent by its molecular eight (see p. ol2); 




1 

Molinmliir weight 

vDlume 

Air 

0():r»38 

1 

2S-9 

1-2230 

Oas 

0()0202 

1 

14-2 

01843 

Total 

o-odsoo 



Proportions by volume arc 

1 ■ 22:30 to 0- 

1843; 1 to b-G3. 



Heat. 

Heat bo defined as molecular energy, and equation (2), p. H, shows that, 
lor a given mass, the temperature of a body is a mea.sure of its heat content. 

Even the savage realised, when making fires by rubbing sticks together, that 
some relation existed between heat and mechanical energy, but it was not until 
1843 that Joule,* of Salford, determined the numerical value of this relationship. 

With the crude cqui])ment at his disposal, Joule found that, in the absence of 
losses, an ex})enditiire of 772 ft. -lb. of energy would raise the temperature of 
11b. of water through TT., and when on his honeymoon in Switzerland Joule 
hoped to find a waterfall so great that he could obtain a more precise value of his 
Mechanical equivalent of heat ( J). 

At the present time the value of J , when the temperature is measured in degrees 
Fahrenheit, is taken as 778, but in Centigrade units this becomes 

778xf^l400. 

* When Jou1p 5 prespnied a paper on tliis subject to the British Association, the chairman 
exhorted him to be brief. Had it not been for the youthful Thomson, this most important 
concept might have been strangled at birth. For a discussion on the dynamical treatment 
of heat see Phil. Mag. vol. xxxm, p. 543 (1942). 
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The Kinetic Theory of Gases 

The fact that heat and mechanical energy are mutually convertible constitutes 
the First Law of Thermodynamics. 

Heating a gas at constant volume. 

If heat is appHed to a gas contained in a closed inelastic vessel, it must be used 
entirely in increasing the store of molecular energy, and for this reason the energy 
developed by the heat is said to be Internal energy (i.e.). 

Now from the kinetic theory the only types of energy that may be possessed 
by a molecule are: 

Translational kinetic energy, 

Rotational kinetic energy, 

Vibrational energy. 

Dynamical laws show that, for a given angular velocity, rotational energy 
depends upon the moment of inertia of the molecule, whilst vibrational energy is 
influenced by the elastic constraint of the vibrating atoms, and Anally the mass 
of the molecule influences all three forms of energy. Let us then consider the 
total internal energy possessed by various gases. 


Monatomic gases. 


The dimensions of a monatomic molecule are so small that the only energy 
(of any im])ortanc e) that it can store is Translatory Kinetic Enei gy and is given by 

, where w is the weight of a molecule in jiounds, and V is the velocity of 

the molecule. 


In one cubic foot of gas at n.t.p. there are n molecules, and one mol of gas at 
N.T.P. displaces H.IS cu. ft.; hence the internal energy in one mol of perfect gas at 
temperature T is 


3o8n 


I 

wv - 

^ 7 ' 


V) 


where is the average of the 

From equation (G), jj. 10, it was shown that T = V^I^Eg, whence substituting 
this value in (1), it will be seen that internal energy is proportional to absolute 
temperature. This is known as Joule’s Law of Internal Energy. 

Most people associate heat with temperature and express heat in terms of 
temperature, thus: 


Heat to raise ip lb. of gas at constant volume through T degrees 


= wC„r heat units, (2) 

where is the specific heat at constant volume. 

The unit of heat is the quantity heat to raise one pound of water through 
one degree. If the degree is on the Centigrade scale, it is said to be a Centigrade 
heat unit (c.h.u.); if on the Fahrenheit scale, a Bi >ish thermal unit (b.t.u.). In 
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both cases the specific heat of water is unity. That of any other substance is so 
many times that of water. 

If w were the weight of a mol of gas (i.e. the tabulated molecular weight), 
equations (1) and (2) may be equated if J is introduced into (1); 

3 5 1^^ 

(Tabulated molecular weight) xC^T = —j ^ (3) 


But on p. 10 it was shown that 


Therefore, by (4) in (3), 


p2 

T = — 


(Tabulated molecular weight) x 
inn = 3 5 3 , 

w = Tabulated molecular weight x m. 
nw = Tabulated molecular weight x n x m 
Tabulated molecular weight 


By (6) in (5), 

, , -w/-. 1 Tabulated molecular weight 

Tabulated molecular weight x x — = ^ . 


But by (1), p. 14, 


( 7 ) 


Tabulated molecular weight x i? = 2780. 


Hence, by (8) in (7), 

t 27 8on 

/ ' 

J 1400 on the Centigrade scale, whence 

(Tabulated molecular weight x C„) — 3. 

The product [(Tabulated molecular weight) x (C!„)] is denoted by and is 
known as the Molar or Volumetric specific heat, because it refers to a mol, 
and the thing which is constant about a mol is its volume at N.T.P. ; hence the 
second appellation, Volumetric heat. 

The great advantage of volumetric heats is that a simple number 
expresses the specific heat of all gases having the same number of atoms 
per molecule. For a monatomic gas it has just been shown to be 3. 

In contrast with this simple figure the specific heat Cy of 1 lb. of gas is given by 

r^TF—i \ r ^1, from which it will be seen that each gas has its 

LMolecular weight of gasj ® 

own particular specific hoL^rCy and usually an inconvenient number at that. 


WH E 
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Diatomic gases. 


If we imagine that a diatomic gas contains two atoms disposed in the form of 
a dumb-bell (see Fig. 5), and the moments of 


inertia of this molecule about the xx and zz axes 
are so great as to allow (by the cquipartition 
of energy)* the rotary energy to be stored equal 
in amount to the translafcory energy due to the 
component velocity along the axis of rotation, 
the molecule will have, in all, five degrees of 
freedom. Two-fifths of the heat energy supplied 
being utilised in increasing the rate at which 
the molecules spin; whilst the remaining three- 
fifths increases the translational energy, and 



Fig. 5. 


therefore the pressure of the gas, and = 5. 


Triatomic and polyatomic gases. 

With three atoms, or more, per molecule, the moment of inertia of the molecule 
about yy is now of the same order as about xx and hence one more degree of 
freedom is added, and the volumetric heat is raised to 6. 


Volumetric heats expressed in energy units per cubic foot of gas. 

When dealing with internal combustion engines the mol is an inrnnvcnicnily 
largo unit, and engineers can more readily appreciate the meaning of energy 
when expressed in ft.-lb., rather than in heat units. For their convenience, then, 
thevolumctricheat,inft.-lb.per standard cubic foot at N.T.P.jhasbeenintrodiiccd. 

For a diatomic gas the specific heat ])er s.e.r., at con- 
stant volume, is approximately 

X 1400 = 19-5 ft.-lb. per cu. ft. per ° C. 

Heating a gas at constant pressure. 

The application of heat to unit weight or volume of 
gas trapped beneath a frictionless but gas tight piston, 
that imposes a pressure p on the gas, will cause the 
molecules to bombard the piston so violently that the 
piston will rise in order to maintain equihbrium of forces. 

To raise the piston weighing wVo. through hit. 
involves the expenditure of whit.-ib. of energy, whilst H 

at the same time the temperature rise indicates that 
molecular energy has also increased to the same extent Fig. 6. 

* Clork IMaxwnll slinwecl that the total kinetic energy of a molacule divides itself equally 
among the degrees of freedom, whether these be internal or external. 
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as if the same temperature rise had been experienced at constant volume, since 
from p. 10 

V = 

Kinetic energy = is proportional to temperature, 

Since we cannot create energy, botli forms of energy must have been derived 
from the applied heat; whence we have by the Conservation of Energy the 

most important relation: 

Quantity of heat added = Work done-i- Change in internal energy. 

Symbolically + (1) 

nr to be more exact dQ = pdj; + d(T.E.). (2) 

These quantities of heat being in consistent units, i.e. as written, they will 
be ill ft. -lb.; alternatively in heat units we have 

dQ +d{V.Y..). (3) 

vv 

Total heat H is defined as + i.E. 

Hence by (3) dQ = — 

Application of equation (3) to the heating of one mol of gas. 

If the volume remains constant dv — 0, whence dQ = d(i.E.). 

But by the definition of specificheat tlieheat added permol at constant volume 

= dQ = K^^dT = d(i.E.), (4) 

■■^>’ = dT* 

If K,, is constant, then, on integrating (4), the rhange in I.E. = - T^) per mol. 

* This instanianeous value of specific lioat (i.e. the True specific heat) is not of 
great importancB to engineers, who are concerned with the heat to be supplied to bring 
about a finite change in temperature, i.e. the Mean specific heat. 

Kor a temperature change to the moan specific heat is 

I dQ C'K.dT 

_ J Ti 

where ig the true specific heat. 

It should be observed that K^dT is the change in internal energy, and therefore 

plotting (i.e.) on a base of T gives a curve, the average slope of which is the mean volumetric 
heat of the gas. 
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Similarly, at constant pressure the heat added (dQ), which is now of different 
magnitude from the previous dQ, is given by 

dQ=Kj,{dT) = ^ + d(i.Y^.). ( 6 ) 

By Joule’s Law for the same temperature rise the increase in internal energy 
is independent of the method of heating, so by (4) in (C) 

dQ=K^{dT)=^ + K,{dT) 

or (/i„-Ag = (7) 

But per mol of gas 'pv = 2780T. 

Differentiating this expression with respect to temperature, and remembering 
that p is constant, we have . 

P^ = 2U0. ( 8 ) 

Substituting (8) in (7), 

2780 

(^p-*^.) = Y^=1'985. .... (9) 

We may consider this as 2; so that for a monatomic gas Kp = 5, diatomic 
Kp = 7, and triatomic Kp = 8. 


Ratio of specific heats, y = 

K I, 

This quantity is of great importance in adiabatic operations. 


By (9). 





2 

r^’ 


( 10 ) 

(11) 


In the pound system of units, since = MC„, = MCj, (see p. 17). The 
expressions corresponding to (9), (10) and (11) are 

,,, 2780 R , 

= ^ = j (seep. 14). (12) 

Taking out as a common factor gives 





(13) 
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Ex. Calculate R, C, and C, for one mol of COj and also 1 lb., assuming that COj is 
sufficiently removed from the vapour state to obey the kinetic theory. 

C 

“.-A 

o o 

and therefore it is triatomic; hence 

= and = 7-985. 

The universal gas constant is 2780, and since the molecular weight of COg is 44, then 

i^ = -f = 63.2. 

(7. = A = 0 1362, 

= 0 - 1813 . 


Ex. Change of internal energy during compression. (London B.Sc.) 

A quantity of a certain gas is compressed from the initial state of 3 cu. ft. and 
15 Jb. per sq. in. to a final condition of 1*2 cu. ft. and 58 lb. per sq. in. 

If the specific heat of the gas at constant volume is 0173 and at constant pressure 
0-244 and the observed temperature rise is 146° C., calculate the change of internal 
energy. 

Change in i.e. = wC^(T2— 7\). (1) 

To determine — wRT^. 

wE(T^-T^) = 

J(C^-C,,) = R = 1400(0-244-0-173), 


(58x1 -2 -15^3) 144 
* 1400 x0^07rx 146" 


= 0-2443 lb. 


Increase in I.e. = 0-2443 x 0 1 73 x 146 

= 6-19 c.H.u. or 8666 ft.-lb. 


Ex. Constant pressure heating of air. (I.M.E.) 

Three cubic feet of air at 200 lb. per sq. in. and 175° C. expand at constant pressure 
to 9 cu. ft. Find the temperature at the end of the expansion, the work done during 
expansion and the change of internal energy of the air. 


R = m, (7^ = 017. 

Heat added = Work done + Change in i.e. 
For 10 lb. of gas this becomes 

wC^iT^-Tj) = j {v^-Vj)+wC^{T 2 -Tj), 
(C,-C,) = j and = 


® 1400 


+ 0-17 = 0-2386. 


( 1 ) 


( 2 ) 
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T, = = (175 + 273)^ = 1343° C. 

a 

- 273 

Temperature at end of expansion = 1070° C, 


Work done during expansion 

200 X 144(9-3) = 172,800 ft -lb. 

pv 200x144x3 n ni u 
“' = ^r = -96 x 448-=2''^*'’ 


ChangeiniL = 2 01 xO 17(1313-448) = 306 Ch.u. 
)il( 

r- 


Alternatively the change in i E = p 52), 


Ex. Pressure and volume changes due to heat additions. 

For temperatures below 500° C the volumetric heat of diatomic gases at constant 
pressure may be taken as 7. If 150 c H u. are added to 1 mol of this gas at N T P , cal 
culatc 

(а) the tempeiature and volume changes if the heat addition is at constant piessure, 

(б) the temperature and pressure changes if the heat addition is at constant volume 

Heat added = Work done + Change in I E, 
d 


If the change takes place at constant pressure, then 

dH = A%(7'i-273) = 7(ri-273) = 150. 




1 50 

= +273 = 294 4° C. 


I) _ Ih ^ 


oni 4 

'yi = 358x“ = 386 3 cu ft. 

J I t o 


If the volume remains constant, tlie work done is zero, and 

A'„ = (7-1 985) = 5 015, 

whence 150 = 5 0I5(7'j-273), 

Ti = 302 9°C. 

302 9 

y, = 14 7 X = 16 3 lb. per sq. in. 


The dimensions of specific heat. 

It has been said that the specific heat of water is unity, and that of any other 
substance is so many times that of water On this basis specific heat would appear 
to be a ratio and therefore dimensionless, but the specific heat of water has the 
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dimensions . It follows therefore that the specific heat of any 

Mass, temperature 

other substance has this dimension. At this stage it is best to regard heat and 
temperature as having separate dimensions as fundamental as mass, length and 
time. 


Diffusion. 

The mixing of liquids and gases may be explained by the kinetic theory in the 
follov ing way. Imagine that we have two gases separated by a diaphragm which 
is suddenly removed; the molecules of one gas will invade those of the other, and 
gradually the mean kinetic energies of the two gases will be equalised, producing 
uniform temperature throughout the mixture. 


Dissociation. 

In a mixture of gases the weight of the molecules of the mixed gases and their 
respective velocities are very different, and when the temperature is high enough, 
the molecular encounters may be so violent as to split up the compound mole- 
cules into their elements. 

This sej)aration may be only tem])orary; given the right conditions, recom- 
bination will jiroceed at one part of the gas, whilst dissociation is in progress at 
anotlier. The extent of dissociation depends mainly on the temperature, and to 
a less extent on the pressure. 

To overcome the molecular cohesive forces energy is required, so that in the 
normal combustion of an explosive mixture a limiting temperature is reached 
at which the heat evolved by the molecules recombining is equal to that absorbed 
by those which are dissociating; a balanced state therefore exists. 


fif//////////////////^////// /. 


Cause of temperature rise during the compression of a gas. 

Imagine that at first the ])iston (Fig. 7) is stationary and that a molecule is 
moving towards it with velocity F. Since the molecule is perfectly elastic, it 
will rebound with velocity — F. 

Now let the piston move inwards with velocity u, 
then, relative to the piston, the molecule will move 
with velocity (V -{-u), and will rebound relative to 
the ])iston with velocity — (F + it). 

But the piston is moving inward with velocity u so 
that the absolute velocity of recoil 
= (V = V 2u. 

The kinetic energy of the molecule is therefore 


I 


increased from to 


v\V 




But by equation JpF^ = kpaT, p. 10, we see that 
an increase in kinetic energy must cause an in- 
crease in T; hence compression caused a rise in temperature. 


Fig. 7. 
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Ex. Compression of a gas. 

A quantity of gas is compressed from an initial state of 3 cu. ft. and 15 lb. per sq. in. 
to a final state of 1-2 cu. ft. and 58 lb. per sq. in. 

If the specific heats are 0-244 and 0-173, calculate the change in internal energy and 


the temperature rise if the mass of the gas is 0-244 lb. 

For any mass of gas the change in i.E. is given by 

wC,(T,-T,). (1) 

R 

But pit'i = it-yiTj and (C^-(\) = j, (2) 


whence 


By (3) in (1), 


c;(cyc',-i) = 7i/j. 

• wC = 


T J, f7' _ P\h 


(3) 


Change in i.E. 


144(5Kx 1-2-15x3) 



6-19 r.H.TT, 


By (2). 


1 / .. 144(58x1-2-15x3) 

1^2 0-244x 1 400(0-244 -0-173)’ 


Temperature rise = 146'’ C, 
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PARTIiM, PRESSURES AND GAS MIXTURES 
Dalton’s Law. 

On p. 10 it was shown that the pressure p exerted by a gas is given by 
— 2780 

p = \p^^ = = pRgT= pgT in absolute units (1) 

MV^ 3 

From (1) ~ 2 ^ 27^0gT, 

It follows therefore that the kinetic energy of all molecules possessing the R.M.s. 
^ elocity at the same temperature is the same, whatever their mass. 

If therefore we consider several gases, 1, 2, 3, each displacing 1 cu. ft. at 
a common temperature T, the individual gases will have the same kinetic 
energy. Further, since gases are mainly empty space, they may be collected 
together, at constant temperature, in a vessel of 1 cu. ft. capacity without change 
of individual densities. The total energy of the resulting mixture 

=^{pxn+pJi+p.n)=flvK 

Comparing this equation with (1), the Total absolute pressure p 

= Pi+P2-^P3- (^) 

Hence the total absolute pressure exerted by a mixture of perfect gases, which 
1 i'lI\ e no chemical action on each other, is the sum of the partial pressures which 
cdch gas would exert when oc'cup\ ing the same volume as the mixture, and at the 
same temj^erature as the mixture.* 

Given the total pressure to find the partial pressures. 

Since the gases are perfect, they will obey the law 

pv = wRT. 

If the total pressure iap, and the partial pressures Pg, etc., the total weight 
of the mixture w, and that of the constituent gases w^, etc., then by the 
characteristic equation, 

p^v = w^RiT, 

p^v = w^R^T, and so on; 

whence R^ 

p w R 

p w R 



Except at high pressures Dalton’s Law ia satisfied by vapours. 
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Partial Pressures and Gas Mixtures 

It should be observed that x 100 is the percentage analysis of gas 1 by weight. 

More usually gases are analysed by volume, by segregating each gas, so as to 
occupy the original volume, but at its partial pressure, and then compressing it 
at constant temperature to the total pressure p. The result of this separation and 
compression is shown in Fig. 8, p. 29. In this state the compressed volume will be 


But the original volume 


Vi = 


V = 


T 

V 

u\R^T 

Pi 


V 7) 

-i = — , i.e. the pressure ratio = the volume ratio. 

V }J 


Partial pressure ^ x P = 


Jo volumetric analysis 


100 


X Total pressure. 

( 4 ) 


(I.M.E. 1938.) 

Ex. A closed vessel 0-5 cu. ft. capacity contained air at 15 lb. per sq in. and 27° C. 
Hydrogen was added and the total pressure was thereby raised to 16 lb. per sq. in. at 
the same temperature. Find the weights of the oxygen, nitrogen and hyLlrogen finally 
in the vessel and their respective partial pressures. 

Air contains 77 % by weight of Na- Take R = 96 ft. -lb. for air and 1389 ft. -lb. for 
hydrogen. 

weight of air = = 0 03750 lb. 

Weight of Nj = 0 0375 x 0-77 = 0 02887 


Weight of 0, 


= 0 00863 lb. 


Weight of II3 = 7389^300^ = 

Total weight of mixture = 0-0376728 
The universal gas constant = MR, and for Hg this = 2 x 1389 = 2778. 

2778 

i2for02= ; =86-6; 


whence the partial pres.sures are, by equation (3), 


86-6 

Po.= - 
Ph,= 


X 0 00863 X 300 
0-5 X 144 


= 3-12 lb. per sq. in. 

1-00 

TT2 


Pn, = (16 — 4-12) = 11-88 lb. per sq. in. 

Ex. If the analysis by weight of air is 23 parts of oxygen to 77 parts of nitrogen, obtain 
the partial pressures of the constituents, and hence show that the volumetric analysis 
is approximately 21 and 79 %, 
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By equation (3) 


But 


Po _WoRo _ Wq _ 23 28 
pjf Ws i^N wjn 77 32 ‘ 

( 23 28\ 


JJn _ ^'n , 


p u 23 28\ 

(' + 77 " 32 ) 


= 0 - 792 . 


Alternative solution. 


By difference = pjp = 0 208. 


The total pressure p = Pi -\-p 2 +7^3* 


wRT 

But in general p = — ^ , and since T and v are coriiinon to the mixture and its 

ronstituenta ^ 

P = = - [w'l + W2-K2 + 

R fur the mixture = -f — + + 

|_t/) w w J 

further J{ = -, - 

M 

R for mixture = |^0-23 x + — = 96-4. 

By equation (3) Po = 0-23 x x = 0-208/>, 

‘■^7 SO 1 

7>n = 0-77x7^^ x,jj.-^p = 0-792j,. 


Ex. Partial pressure in a gas mixture. (B.Rc. 1935.) 

A mixture of methane ( CH4) and air in tlic correct proportions for complete combustion 
is contained in a closed vessel. The volume of the vessel is 1-2 cu. ft. and the weight of 
methane 0-05 lb. and the temperature 127” C. 

Assume that the density of hydrogen at n.t.p. is 0 0056 lb. per cu. ft. and that air 
contains 77 % by weight of nitrogen. 

Eiiid the partial pressure exerted by the methane, nitrogen and oxygen respectively, 
and thus the total pressure in the vessel. 

When CH4 reacts (see p. 506), the proportions by volume are CH4, 1; Og, 2, since 
( C H4 + 202=C02 + 2H20). 

12 I 4- in fil 

79 

But the nitrogen associated with the oxygen = x 2 = 7-52 cu. ft. 

Hence the total volume of the combustible mixture containing 1 cu. ft. of Cll^ is 
10-52 cu. ft. 
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Since the molecular weight of CH4 is 16, the volume displaced by 0-05 lb. at n.t.P. is 

005 


V = ^ x358 cu. ft. 

lb 


But 


0 

The partial pressure of methane 


’oi^o _ P\ % . p -J) p'» X - i"l 

yj- 


_ro 05x 358 X (273+ 127)1 
= re x l^ X 273— J = 


in. 


_ , , Partial pressure X 100 20 ^ n 

Total pressure = — , . = x 10-52 = 210-4 lb. per sq. m. 

^ % Volumetric analysis 1 


Partial pressure of oxygen = - x 210-4 

7-52 

Partial pressure of nitrogen = x 210-4 

1 U“0^ 


= 40-0 lb. per sq. in. 
— 150-4 lb. per. sq. in. 


Ex. Total pressure of a gas mixture. (B.kSe. 1937.) 

A closed vessel of 10 cu. ft. capacity contains a mixture consisting of one-tenth of a 
pound of hydrogen and sufficient air for its complete combustion. 

(a) When the temperature in the vessel is 20° C. determine the pressure. 

(&) At what temperature would the pressure in the vessel reach 100 lb. per sq. in.? 
Take the density of hydrogen as 0-0056 lb. per cu. ft. at N.T.r., and the percentage 
of oxygen in air as 23 % by weight. 

2 

Volume of a mol at n.t.p. = = 357 cu. ft. 

0-()05b 


By (1) in (2), 
and ginue 

then 


TT ■ 1 . * 14-7x144x3.', 7 

Universal gas constant = = 2 / 70. 

® 273 

T 

pv = wBT. p = wR — . 

V 

Tot-al pressure p = +p^ +Pc)- 


Total pressure = [Wj R^-\-Wgltj, + ...I - , 


R = 


2770 

M ’ 


^ ~Wa , Wb , V}f\ 2770 X (273 + 20) ,, 

■ U +28+52J — ToV 14^ i"' 


To obtain the weights of the constituents: 

2H2+02 = 2H20 

4 32 36 

O2 for combustion of lb. of = 0-8 lb. 


Nn associated with this 0™ 


= 0-8x^ = 2-68lb. 


( 1 ) 

( 2 ) 
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oa ^68 osn 
. 2 “*■ 28 32 J 


Vi'h 


X 564 = 95-9 lb. per sq. in., 
and Vi = v^. 


273 

Temperature at 100 lb. per sq. in. = 33° C. 


Gas mixtures. 

So far the kinetic theory has been apj^lied ni ainly to elemental gases and chemi- 
cal compounds, whereas engineers are frequently concerned with gas mixtures. 

To apply the kinetic theory to a gas mixture, therefore, let us first sei)arate the 
mixture into its constituents, to which the kinetic theory is applicable, and then 
atlfl the result, thus; 

Consider one mol of mixture in which the constituents are thoroughly diffused 
and each exerts its own partial pressure; after separation each constituent will 
still displace one mol at its partial pressure, so 
that we will now have several mols of gas at 

pressures Pc?, etc. 

To obtain the physical constants for the 
mix lure, however, we must have but one mol; 
so this involves raising the j)artial jiressures of 
the constituents to the total pressure p by 
ibotherrnal compression.* 

The result of this separation and com])ression 
is shown in Fig. 8, where each constituent gas 
A, B, C\ etc. is at n . t . p ., and is separate from, 
but contiguous with, its neighbour. In fact the 
figure illustrates the volumetric analysis of the gas. 

Ex. Mixture of gases. (B.Sc. 1939.) 

A closed vessel has a volume of 5 cu. ft. and contains a mixture of methane and air, 
the proportion of air being 20 % greater than that theoretically required for complete 
[•oinbustion. When the pressure of the mixture is 200 lb. per sq. in., the temperature is 
120° C. 

Taking the density of hydrogen as 0-0056 lb. per cu. ft. at n.t.p., and the proportion 
of oxygen in air as 23 %, find the weight of methane in the vessel. 

The air required for combustion of methane may be obtained from the equation 

CH4 + 202 = CO 2 + 2 H 2 O, 

12 12 

i.e. 2 cu. ft. of O 2 are required per cu. ft. of CH^. 



* See p. 47. 
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Hence iictual air supplied per cu. ft. of CH^ = 2 x 1-2 x = 11-42 cu. ft. if the 


proportions given are by volume. 
From the equation 


T T ’ 

-t 1 2 


the volume of the mixture, reduced to n.t.p., 

200x5x273 
“ 14-7 (120+273) 

Let X be the volume of methane in the mixture, then 


47 25 11-42+1’ 


whence x = 3*80 cu. ft. at n.t.p. 


One mol of displaces cu. ft. at n.t.p. 

Molecular weight of methane = CH4 = 16. 

12+4 


Weight of methane in vessel = x IG = 0-170 lb. 

Oi) I 


To determine the equivalent molecular weight of a gas mixture. 

Let etc. be the volumes dis2)laced by the constituents A, B, C7, etc. 

in one mol of gas at n.t.p., then 

+ + = 358 cu. ft. (1) 


Let etc. be the tabulated molecular weights of gases yl, B, C\ etc., 

then the weights of the constituent gases in a mol of the mixture are 

^ ^ Si 


The total weight of the “Mol ” of mixture is the equivalent molecular weight J\1 
of the mixture 

= W^ + W„ + Wc+- = + 


— ^ X 1 00 = the % by volume of gas A = % 


X 100 = the % by volume of gas B = % 


By (3) in (2), = Y^[% ■■■]. 
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If the analysis by weight is given, then 

% X 100, 

where is the weight of constituent ^ in lb. contained in a mol of mixture. 
In the same way ^ ^ 


But 

whence, by (1), 


. '’a 

358' ” 358 ’ 


.:,b^+t'i,+rt,+ ...] = i = -r7i7. -7- + 


358 


_ 1 _ \%«^A , %«’j? . 1 

100 L ^ Ms ■^-J- 

100 


Equivalent molecular weight M = — 


\ ^ 


.(5) 


Since tlio evaluation of M from (4) or (5) involves a summation, it is best done 
in tabular form tlius: 


Ex. T)ct(‘riuinp the equivalent molecular weight of air given the volumetric analysis 
as tahiihitcd below: 


Constituent 
in air 

Volumetric 
analysis 
?u 'I'/lbO 

Mnlemlar 

W 

aM 

P nun [Is in 
one mol of air 

ji)i» 

1 ^2 

0 2092 

32 0 

()-()9 

1 xN, 

0-7H14 

28-02 

21-90 

COj 

0‘0004 

440 

0-02 

Arffon 

0 0090 

40-0 

0-36 


2S-97 lb. 


Hence one mol of air weighs 2S*97 lb., and by the definition of a mol this must 
be the equivalent molecular weight of air. 

Specific heats of gas mixtures. 

On p. 14 it was shown that the universal gas constant has a value 2780 and 
that this figure is equal to the molecular weight M of the gas (or the average 
molecular weight of the gas mixture) multiplied by the characteristic constant li, 

MR = 2780. 


Further, since 


R 




then 


MR 

J 


2780 

-- = M(C^-C,). 


is the volumetric heat at constant pressure, 
is the volumetric heat at constant volume. 
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Now in a gas mixture the sum of the internal energies of the various consti- 
tuents is equal to the total internal energy of the mixture. If therefore M is the 
average molecular weight of the mixture and etc. are the actual weights 

of the constituent gases B, C, etc. (in one mol of mixture), Cv^, etc. the 
specific heats at constant volume, then 

Ky, Temp, rise = (MC^) Temp, rise = + + + ■■■] Temp. rise. 

But fron> p. 30, = 158^ = 4)^ 

-■ ~ Too ...] 

~ t\o\.%'^A^v^~^ ( 1 ) 

where etc. are the molecular heats, at constant volume, of gases i4, B, etc. 

Had the pound been taken as the unit instead of the mol. 


But from p. 30, M = tIu + 


The corresponding expressions for and are 


10o\. /o'^ A ^p^ /o ^Pji • ■ • ] » 

^ r % ^ Mj, 

^ L % ^b + ■ • ■ J 


;2) 




... . (4) 


Ex. Determine the molecular specific heat of air at n.t.p., given the particulars in 
columns 1, 2, 3 and 4. 


1 

2 

3 

4 

5 

Constituent 

Volumetric 

analysis 

Molecular 

weight 

( 7 „ per lb. 

% vMC, 

100 

O, 

0-2092 

32-0 

0-156 

1-043 

N. 

0-7814 

28-02 

0-178 

3-900 

uo . 

0*0004 

44-0 

0-155 

0-003 

Argon 

0-0090 

40-0 

0-077 

0-028 


MC, = = 4-974 

1985 


A%= 6-959 
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Ex. Heating a gas mixture at constant volume. 

Explain clearly what is meant by volumetric heat. For temperatures below 500® C. 
the volumetric heat at constant volume, for air is 5-0 and for COg 7-5. Air and COg are 
mixed in the ratio 8 to 6 by volume, and a quantity of mixture measuring 10 cu. ft. at 
N.T.P. is warmed from 15° to 450° C. at constant volume. How much heat is suppUed 
the mixture? 

Generally specific heats are reckoned per unit mass, but for gases it is more con- 
venient to reckon the heat per unit volume, unit volume being considered as the volume 
displaced, at n.t.p., by M lb. of gas, where M is the molecular weight of the gas. 



Volumetric 

V olumetric 


Constituent 

analysis 

heat 

E ^ 

100 

Air 

8/14 

5-0 

2-855 

CU, 

6/14 

7-5 

3-220 


= 6-075 


Heat supplied = x 6-075 [450 — 15] = 73-8 o.H.u. 
ooo 


(B.Sc. 1936.) 

Ex. Define the terms “mol”, “volumetric heat” and “universal gas constant”. 

Agashasthefollowingcompositionby volume: Hg, 42-4 %; CH4,21-7 %; CO, 17-1 %; 
CO2, 4- 8 % ; Ng, 14 0 %. Calculate the mean molecular and specific heats of this gas and 
find its density at n.t.p. in pounds per cu. ft. Assume a volumetric heat of 5-0 for diatomic, 
S'7 for CH4 and 7-3 for CO2. Take the difference between the molecular heats for all 
gases as 1-98. What is the value of the adiabatic index for this gas? 



\ olumetric 

Mulerular 




Const] tuont 

analysis 

u ^ 

weight 

M 


°/ovM 

% vK, 

If, 

42-4 

2 

5-0 

84-8 

212-3 

cjr. 

21-7 

16 

8-7 

346-6 

188-7 

U) 

17-1 

28 

5-0 

479-0 

85-6 


4-S 

44 

7-3 

211-3 

351 

N, 

14-0 

28 

50 

392-0 

70-0 


100-0 J513-7 691-7 


Volumetric heat, =5-917. 

Difference of volumetric heat = 1-98 y= 1-335. 


Mean molecular weight 


c - ™ =0-391 
15-137 ” 


= 7-897. 
= 15-137. 

_ 7-897 
“ r5137 


0 521. 


Density at h.t.P. 


15-137 

358 


0-0423 lb. per cu. ft. 


WH E 


3 
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Characteristic constant for a gas mixture. 

2780 


From p. 14, 
and 


r,= 


M 


1 


— I (jy [ % ^’-1 Mjj 


But 


. J_ _ ^ r % ^aMj + % VjjMj] + 

" R~ lOoL 


2780 




1 


Mu 


= -B . etc. 


2780 Rj* 2780 R^ 

■ 1 = _i + 1 

R lOoL /?j its J’ 

Had the analysis been by weit^ht, we have the equivalent molecular weight 


M = 


100 


and R = 


jf_27^(%yA,%^B^ \ 


2780 


or 




Ex. The volume ratio of air to ^ijas for the combustible mixture supplied to a gas engine 
is G to 1. Calculate the value of R, C7,„ Cj, and y for 1 lb. of the mixture if the molecular 
weight of air is 28-9 and of the gas is 16. 


i ^ i r t’A Mj, + % 
R 100 L 2780 


Constituent 

Volumetric 

Molecular 

iId[% ■■■] 

analysis 

weight 

pounds in one 
mol of mixture | 

1 Air 

(i/7 

28-9 

24-76 

Gas 

]/7 

16 

2-28 


Equivalont molecular weight = 27-04 


1 _ 27-04 
R ~ 2780 ' 


1 

102"7 ‘ 


72 = 102-7 ft. lb. Centigrade units. 
Taking the mixture as diatomic, = 5. 


Hence C, = 0185, 


.,.|«.0.»8, r-^f- 1-397 
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Ex. Characteristic constant and contraction in volume. (B.Sc. 1926.) 

The volumetric analysis of the products of combustion of coal gas and air are found 
to be HgO = 14-37 %, COg = 5-1 %, Og = 7-58 %, Ng = 72-95 %. Determine the value 
of B for this mixture, assuming the specific density of to bo 0-0056 lb. per standard 
L‘u. ft. State clearly the units in which R is measured. 

Find also the value of R for the gas and air mixture used on the assumption that the 
[■heinical contraction after combustion amounts to 2-5 %. 

1 ^ 1 

~R iOoL ''2780 J’ 


Constituent 

Volumetric 
analysis % 

Molecular 

weight 

% ... 

H.,0 

14-37 

13 

2.13-5 

c6„ 

5-1 

44 

224-3 

0, 

7-53 

32 

212-6 


72-95 

28 

2043-0 


+ = 2768-4 


R = = 100'3 ft.-lb. per lb. per “ C. or ft. per °C. 

2768-4 ^ ^ ^ 


Effect of contraction in volume. 

Contraction has no effect on the universal gas constant but since there is no 
longer a mol of gas present 2)v = 27K0T cannot be applied. The weight of gas 
])i’esent, however, is invariable; so that with a suitable change in iJ, pv = wET 
may be applied. 

Initially 'pv = T. 

Without change in p or T, v now contracts by 2-5 %: 


P X O-DTSy = R^T, R^ = 10()-3 = x 0-975 = O-OTSi?, 


■■■ 


Mixing gases at different temperatures and pressures. 

From the conservation of energy the total internal energy of the mixture must 
etiual the sum of the internal energies of its constituents. 

If we deal with unit weight of gas and regard the specific heats as invariable, 

wTC„ = w^T^C^^+WsT^C,^ + ..., ( 1 ) 

from which the resulting temperature T can be evaluated. 

To find the resultant pressure 

pv 


w = 


RT' 


■(^) 


3-2 



By (2) in (1). 
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II ' 71 “T . . . . 


1-4 R r, Vj, R C',, 

■’• ^ ^ 7 cl "v 

R 2780JI _ 2780 

So that when gases having the same number of atoms per molecule are mixed 
R^ = Rn = R, f',, = c,^ = c;. 

„ \Pa % '"a +Pn %«£ + ••-] / , , 


Summary of important results obtained from the kinetic theory. 

(1) A gas wliiL'h obeys the kinetic theory perfectly is known as a Perfect Gas, 
and the equation controlling its pressure volume and temperature, per Mol of 

pt) = 27802', 

where p is in lb, per sq. ft., 

V is the volume in cu. ft., 

T is the absolute tcmj)crature in ° C. 

(2) The internal energy of a perfect gas depends only on its absolute tem- 
perature. 

(3) Equal volumes of different gases at the same tcni])erature and pressure 
contain the same number of molecules, hence density is projiortioiuil to molecular 
weight. 

(4) One mol of gas at N.T.P. displaces approximately 358 cu. ft. 

(5) Solids and liquids expand to such a small extent that and Kj^ are 
taken as equal. This ajiproximation introduces a certain amount of trouble where 
large j)rcssures are encountered, as in some refrigerators. 

(6) Heat added to a gas = Work dune+ Change in i.E. 

(7) (/f„-A\)-2, (C,-C,) = j. 


( 8 ) 

(&) 



(10) Equipartition of energy. The ultimate result of collisions of molecules 
is to cause the molecular kinetic energy to be shared equally by each degree of 
freedom. 
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Volumetric heats of perfect gases over a limited temperature range. 


No. of 

Arrange- 
ment of 
atoms 

Degrees 
of trans- 

Dogreos 
of rotary 
freedom 

Volumetric heats 

Ratio of 
volumetric 
heats y 

atoms per 

mrjlL'c-iilo 

latory 

freedom 

K. 


1 

• 

3 

0 

3 

5 

1-G() 

2 

1 

3 

2 

1 

5 

7 

1*4 

3 

• 

•-< 

• 

3 

3 

6 

8 

1-33 


EXAMPLES 

1 . The characteristic equation. (Junior Whitworth 1028.) 

Till* expression pv = wRT oeeiirs frcnpiently in elementary thermodynamics. What 

(In the symbols represent and what do you understand to be the aignifieance of -R? 

Sliow how this expression summarises the laws of gases known as (1) Boyle’s Law, 
(2) Charles’ Law. 

2. Air receiver. 

An air receiver has a volume of 15 cu. ft. and contains air at a pressure of 30 lb. per 
sq. in. absolute and 15° C. If the Lspeeific volume of air at n.t.p. is 12-30 cu. ft. per lb., 
liiifl the pressure in tho receiver when an additional 2 lb. of air has been pumped into it 
at 15° C. ^71,5. 55-6 lb. per sq. in. 

3. Density of a gas. 

A certain gas has a molecular weight of 44 and density 0-1224 lb. per cu. ft. at 
x T.r. What is the density at n.t.p. of another gas having a molecular weight of 26? 

Ans. 0-0723 lb. per cu. ft. 

4. Specific heat and density. (Junior Whitworth 1928.) 

State what is meant by the term “specific heat” as applied to (a) a solid, (6) a liquid, 

(c) a gas. 

Give numerical examples of each if you can and say in what way, if any, the specific 
heat is related to the density of a substance. 

How would you proceed to determine the specific heat of an inflammable liquid such 
as petrol? 

5. Specific heats. (Junior Whitworth 1933.) 

Why is it usual to speak of the specific heats of a gas, whereas, in the case of a soHd, 

^ it is custom ary to say the specific heat of the solid? What does the difference between the 
specific heats of a gas represent, and why is the ratio of specific heats an important 
quantity? 
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6. Characteristic constant given molecular weights. 

Calculate the value of the characteristic gas constant R in ft. -lb. per ° C. for H, 0, N, 
Air, CO, COjj, CH4 and CgH^, given their molecular weights as 2, 32, 28, 28-8, 28, 44, 16 
and 28. Ans. 1389, 87, 99-4, 96-5, 99-4, 63-2, 173-7, 99-4. 

7. Heating a gas at constant volume. 

How much heat is required to raise the temperature of 20 cu. ft. of air at 100 lb. per 
sq. in. and 15” C. through 35“ C.? Ans. Gl-6. 

8. Heating GO^ at constant pressure and constant voiume, (B.Sc. Ext. 1932.) 

One pound of CO2 at a pressure of 30 lb. per sq. in. has its temperature raised from 
15° to 200° C. (fl) at constant pressure, (&) at constant volume. Find in each case the 
final pressure and volume, the amount of energy supplied, the external work done, and 
the change of internal energy. = 0-201, = 0-156. 

Ans. 7-095 cu. ft.; 49*3 lb. per sq. in.; 37-2, 8-35, 28-85 C.h.u. 

9. Heating a gas at constant pressure and constant volume. 

Three cu. ft. of air at 200 lb. per sq. in. and 175° C. changes its state 

(а) at constant pressure to a volume of .9 cu. ft., 

(б) at constant volume to a pressure of 15 lb. per sq. in. 

Find in each case the temperature in the new state, the heat absorbed during the 
change, the work done and the change in internal energy. 

Ans. 1070° C.; 420, 125, 304 c.h.u.; -230-5° C., -140-7,0, -140-7 c.h.u. 

10. Partial pressures of a gas mixture. 

Find the partial pressures and the characteristic constant for a mixture of 1-3 cu. ft. 
of air and 1 cu. ft. of gas having a density of 0-0749 lb. per cu. ft. at n.t.p. 

Ans. 0-435p, 0-565jr, R = 00-2. 

11. Partial pressure and total pressure. (I.C.E. 1038.) 

A mixture of CH4 and air in the correct proportions for complete combustion is 
contained in a closed vessel. The volume of the vessel is 2-4 cu. ft., the weight of 
CH4 = 0-1 lb. and the temperature is 127° C. Find the partial pressures exerted by 
the CH4, Ng and Og respectively, and thus the total pressure in the vessel. 

Ans. = 20-2 lb. per sq. in.; = 152-8 lb. per sq. in.; po = 40-1 lb. per sq. in.; 
p = 2131 lb. per sq. in. 

12. Combustion of oxygen and hydrogen. (A.M.I.M.E. 1937.) 

A mixture of oxygen and hydrogen in the proportions of 20 to 1 by weight is 
contained in a closed vessel at 15 lb. per sq. in. at 31° C. Find the partial pressures 
exerted, respectively, by the two gases. If this mixture is ignited, and after combustion 
the temperature falls again to 31° C., find the final pressure in the vessel. Neglect the 
volume of the water formed. 

The saturation pressure of the steam at 31° C. is 0-65 lb. per sq. in. The value of R for 
Ha is 1389 ft.-lb. per lb. per degree Centigrade. Ans. 8-31, 6-69, 5-64 lb. per sq. in. 
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13. Specific heats of a gas mixture. 

The volumetric analyRis of the exhaust gas from an engine was nitrogen, 75 “J,; 
oxygen, 15 %; carbon dioxide, 10 %. Taking for Og and No as 5 and for CO 2 as 7 3 
(.*aK‘ulate 

(а) the volumetric heats of the mixture, 

(б) the equivalent molecular weight, 

(c) the specific heats, 

Ans, = 5-28, = 0174; M = 30-2; = 7-26, = 0-24. 

14. Relation between gas constants. (B.Sc. 1931.) 

State and prove the relation between the specific heats of gases at constant pressure 
and constant volume and the characteristic gas constant. 

A mixture of gas contains oxygen, nitrogen and COg in the proportion 25, 40 and 35 % 
by volume. Find and R in the equation pv = RT which is proper for the mixture, 

given that the specific heats are Og, 0-218 and 0-1553; Ng, 0-249 and 0-178 and CO 2 , 
0-202 and 0-1575. Hence find the weight of 1 cu. ft. of the mixture at 150 lb. per sq. in. 
and 100° C. Ans. R = 79-6; = 0-2206, = 0-1637; 0-729 lb. 


Variable specific heats. 

That a complex structure like a molecule sliould rigidly obey elementary 
dynamical laws must exceed the highest hopes of the most optimistic, and experi- 
ments show that as the temperature is increased over a very wide range (hundreds 
of degrees), the ratio y = for polyatomic gases gradually decreases, but 

(A"^ — A",.) remains sensibly constant. 

The difference between the actual behaviour of gases and that predicted by the 
kinetic theory is due to ignoring the vibrational energy of the molecules, which 
naturally increases the specific heat above the value given by the simple 
dynamical theory. 

This increase is particularly marked in complex atomic structures with high 
atomic weights, because of the extra energy required to start comparatively 
heavy masses vibrating. 

By spectroscopic methods it is now possible to analyse the motions within the 
molecule itself, and thereby obtain a more accurate value of the specific heat than 
is given by the kinetic theory of gas which is concerned only with the motion of 
the molecule as a whole. 

The table and curves given on p. 797 were taken from Empirical Specific Heat 
Equations Based upon Spectroscopic Data by R. L. Sweigert and M. W. Beardsley, 
the Georgia School of Technology, Atlanta, Georgia, U.S.A. 

The curves show how closely the equations follow the actual specific heats 
obtained by spectroscopic methods. 
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The quantum theory shows that an atom or molecule receives or rejects energy 
proportional to the frequency with which it vibrates, and that this energy is 
communicated in lots. Now with a diatomic gas the link joining the atoms is so 
strong that the frequency of vibration is too high for normal encounters (i.e. 
encounters which occur at temperatures less than 1000° F. absolute) with mole- 
cules to deliver the requisite quantum of energy to start longitudinal vibrations; 
hence the assumption that this energy is zero at the average temperatures that 
are met in engineering is justified. 

On the same reasoning, when the temperature of a diatomic gas approaches 
absolute zero, the encounters are insufficient to produce rotary motion, so that 
the specific heat is approximately equal to that of a monatomic gas, which, 
incidentally, obeys most closely the kinetic theory, since vibrational considerations 
do not arise in this case. 



Fifr, 9 . 

At very high temperatures the violence of the encounters may be sufficiently 
great to cause the specific heat of a diatomic gas to approach that of a triatomic 
at normal temperatures. 

Fig. 9 shows approximately the variation in specific heat of a diatomic gas. 
The logarithmic base being employed for plotting in order to accentuate the 
discontinuities, and compress an extensive curve into a small space. 

Over the temperature range in general use for the gases in heat engines (300 to 
1500° C. absolute) the curve is fairly smooth, and when plotted on a uniform scale 
it gives almost a straight line, the equation of which gives the mean volumetric 
heat as 

= 4-99-h0 000266^ and = 1-985 + Z^, 

where i is the temperature in degrees Centigrade. 

Above 1500° C. the specific heat increases much more rapidly, and this increase 
has a marked influence on the pressures developed during combustion in an 
internal combustion engine cylinder. 

Apart from air, the variation of specific heat of gases with pressure is inappre- 
ciable, and even in the case of air, up to 1500 lb. per sq. in., the change is small. 
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The expression = 6-82 + 0-000548T+ 0-00058p, 

where ^ is in Ib. per sq. in. absolute and T is in ° C. absolute, allows for changes 
in Kj, of air due to both temperature and pressure variations. 


Ex. Variable specific heats. 

The volumetric specific heat of a gas is given by 16-6 + 0-0083 T ft. -lb. per cu. ft. per 
® C. Find the work equivalent of the heat necessary to raise the temperature of 1 cu. ft. 
of gas, at N.T.P., from 85° to 325° 0. The volume is constant during the addition of 
heat. 

/■Tz /“SOB 

Heat added = I C^dT = (16-6H-0-0083T) dT 

J Ti J .1.58 

= [16-67’+0-00415T2]5!|s 
= 4935 ft.-lb. per s.c.r. 


Ex. Combustion of a gas having a variable specific heat. 

One cubic foot of gas mixture, 7 parts air to 1 of gas, of calorific value 260 C.H.TT. 
per cu. ft, is exploded at constant volume. The specific heat of the mixture is 1 9-2 + 0-007^ 
ft.-lb. per cu. ft. per ° C. and the initial temperature is 35° C. Find the ideal temperature 
and pressure if the initial pressure is 25 lb. per sq. in. absolute. 

The calorific value and specific heat are almost sure to be referred to N.T.P. conditions. 
In 1 cu. ft. of mixture there is ^ cu. ft. of gas, hence equating the heat liberated by 
combustion to the gain in internal energy, 

260 r ^ 

V X 1400 = (19-2 + 0-007^) dt = 19 - 2 «+ 0 - 0035^2 _ 19.2 ^ 35-0-0035 x 352. 

O J 35 

/. f = 1810°C. 


P. = 25 


/lR10 + 273\ 
\ 35 + 273 } 


= 169-2 lb. per sq. in. 


Ex. Variable specific heats. (B.Sc. 1938.) 

A certain gas is compressed through a volume ratio of 6 from suction conditions of 
14 lb. per sq. in. and 90° C. If after heat addition at constant volume the pressure is 
400 lb. per sq. in., find the heat energy supplied per pound of working agent, assuming 
that the true specific heat at constant volume at absolute temperature T is given by 
0172 + 12-3x10-»T2. 

Take for the compression curve pv^'^ = C. 

T 2 = 363(6)0-8 = 621° C. absolute, p^ = Pi(6)i 8 = 14 x 6i-8 = 144-2 lb. per sq. in. abs., 


. rp — 001 X — 1730° C 

~ t~- ■ • 3 - X 144.2 - u. 


But 


d(i.E.) = Cydt. 

r rl730" r 12-3x10-8 "11730- 

d(i.E.)= (0172 + 12-3xl0-8T8)dT= 0-172T + — — xT8 

J 021 “ L d Jb 21 - 


Energy supplied at constant volume = 211-2 c.H.u. per lb. 
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Energy supplied during compression = (0172+ 12-3 x 10 dT ^ 

the work done on compression being negative. 

As neither the initial volume nor R for the gas is given, the energy suppHed during 
compression cannot be evaluated. 


Ex. Variation of specific heats in gas engine mixture. (McTech.) 

The molecular heat of a gas engine mixture varies with the absolute temperature 
(° C.) according to the equation 

MC^ = 513 + 3-3xl0-^T + 3-3xl0-7T2. 

The universal gas constant is 1-986 and the volume of the lb. mol is 359 s.c.F. 

If the temperature and pressure at the end of compression in a particular engine are 
respectively 320° C. and 120 lb. per sq. in. absolute and the heating value of the mixture 
is 25 o.H.u. per s.c.F., find 

(a) the temperature and pressure at the end of constant volume combustion on the 
assumption that combustion is complete and there is no dissociation; 

(&) the change of entropy per s.c.F. during combustion; 

(c) the temperature and pressure at the end of adiabatic expansion, if the ratio of 
expansion is 5-5. 

= 5-13 + 3-3 X lO-^T + 3-3 x 10"^ 

Specific heat per s.c.F. of mixture = [5-13 + 3-3 x 10“'^(10^T+ T^)]. 


If we commence with a s.c.F. of gas mixture and compress this, we shall not alter its 
heating value. 

25 = .,J_f {513 + 3-3xl0-’(103r+r2))rf7’, 


273 

593 


359 X 25 = 5- 13( T - 593) + 3-3 X 10-’[ 10» I — j + — 


lil 


T3-5933 


359 X 25 
6-13 


)■ 


2*+ 


r, 27' 


31 080 


L 


1 + 


300o] 


15-76-593. 


7'+.: 


J»2 


0 + 15^) = 


Ignoring powers, 

If we try = 2000, 


31-080 

T = 2358. 


2358. 


2000 + 


4000 / 20\ _ 

31-08r^l5/ “ 


2300, 


which is good enough, compared with 2358. 
To obtain the pressure, 

1h'>i _ 

7'i “ T, 

T, 


■ 2 

2000 
Pi 


and Vy = Vg. 


120 = 404 lb. per sq. in. 
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En tropy at constant voJum e : 

dff pdv C^dT 

dT 

No work is done, hence the change in (f> per S.C.F. = 


1 /-gooor^^.i^ “I 




103(2000-593) +— "—^-1 1 = 002033. 


\pi 


T, = 2000 


/ 1 \r-i 
1 5-5/ ' 


Now y = and this is a function of so that Tg is possibly best obtained by a 

trial and error process for the determination of a mean for the expansion tem- 
perature range. 

From engine tests we know' that the exhaust temperature is usually between 500 and 
C00° C., so that an absolute temperature of 1000° C. will be rather high, but is an easy 
figure for a provisional estimation of y, thus: 

Average for the temperature range 2000 to 1000° C. absolute is given by 

r2()00 

(2000-1000) = {513 + 3-3xl0-’(103T+T2)}cZT 

^ j innn 

.5-13(20(»-100O,+3.3xlU--|l0>(™»!^»-j+222?^ 


Average = 513 + 3-3 f.fr. + .L} = 6-396 

12U .19) j.ggg 

= B-382 


• y n.Tnn ^ 


whence T, = 1180, 

which compares well with the assumed value 1000° C. 

Alternative solution. 

1 

The integral {513H-3-3x 10“’(10^T + T^)} dT givea the internal energy per 

6o\3 j 0 

S.C.F. of gas up to any temperature T. By assigning values to the upper limit T, a 
curve of internal energy on a temperature base may be plotted. The intersection of 
the vertical ordinate, T = 503°, with the curve, gives the internal energy at the end 
of compression. If 25 c.h.u. are added to this energy, the intersection with the curve 
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gives the temperaturo at the end of combustion. The slope of a straight line joining 
this point on the curve with a point at 1000° C. absolute will give the approximate 
value of for the expansion curve. After estimating the final temperature for this 
value of it should be applied to the curve and a more precise value of obtained. 
Further examples occur on p. 58. 


EXAMPLES 


1 . The mean volumetric heats of the diatomic gases N, 0 and CO at various tempera- 
tures are given in the table. Plot Ky on a base of T, and by integration (graphic or 
otherwise) obtain a curve of internal energy on a temperature base. Hence deduce the 


value of the mean specific heat. 
1000° to 2000° C. 




for the temperature range 



200 

400 

fiOO 

800 

1 1000 

1200 

1400 

1600 

1800 

2000 

1 

4-9D 

5-02 

506 

5-10 

1 5-16 

5-22 

5-2!) 

5-37 1 

5-46 

5-55 


2 . The mean value of the vohiinetric heat at constant volume from 0° to C. for Ng 

is given approximately by = 4-96H-0 0002L If Ng is compressed adiabatically 
through a volume ratio of 15 from an initial temperature of 0° C., show that the index 
is 1-394, and find the final temperature of the gas. Ans. 522° C. 

3. Temperature on a gas-engine cycle. (B.Sc. 1940.) 

In the ideal Otto cycle of a gas engine, the initial and final temperatures are assumed 
to be 100° C., the compression ratio is 6 to 1, and the work done on the mixture during 
compression is 1900 c.H.u. per lb. -mol. During combustion 10,000 c.hjj. per lb. -mol 
of original mixture are added, and there is a volumetric r oiitrai tion of 3 %. The mean 
values of the molecular specific heat Ky for the products of combustion, between the 
suction temperature of 100° and t° C., are as follow .s; 


r. 

500 

U)00 

1500 

1 2u;)i) 

1 

2501) 

A'. 

5-39 

5-66 1 

5-91 

i 

V 

'.b 

1 

1 

C-5S 


(1) Find the maximum temperature. 

(2) Show that the temperature at the end of expansion is approximately 1115 (J. 

Take R = 1-985 c.h.u. per mol. Ans. 2090° C. 

Zero of internal energy. 

It was shown on p. 16, that internal energy is proportional to absolute tem- 
perature and that when this is zero, molecular energy is also zero. Obviously, 
then, this is the base from which to measure internal energy, but internal energy 

of a perfect gBiS is also expressed by J K^dT, and since, for an extended 

temperature range, the true functional relationship between and T is un- 
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known, we must be content to evaluate this integral between the limits of 
temperature for which the relationship between specific heat and temperature 
is known; consequently we work with changes in internal energy and not 
absolute values. Generally 0° C. or 273° absolute is taken as the arbitrary zero 
of internal energy, and changes are reckoned from here. 

At this stage it should be observed that no matter what changes are imposed 
upon a gas, if it is returned to its initial state, i.e. jp, v and T are the same as 
before the changes, then there has been no change in the total energy originally 
possessed by the gas. 

Further, no matter what route is taken by a 


change, it is always equivalent to a change at 
constant pressure accompanied by one at 
constant volume, since the curve (Fig. 10), 
wliich represents the change, may be divided 
into elementary changes dp in pressure and dv 
in volume, so that 
rp2 

dp = Total pressure change (P 2 —Pi)i 

J Pi 



dv — Total volume change — 



Fig. 10. 


van der Waals’ characteristic equation. 

The characteristic gas equation pv =11T is obviously deficient, because when 
T is made zero the volume also becomes zero. Now it is a fundamental law that 
matter can neither be created nor destroyed; intense cold can, at the best, only 
reduce the volume of a body to that occupied by its molecules when compacted 
together. 

This volume b is known as the Co-volume (the prefix “Co” meaning together, 
or in company), and when applied to the above equation we have 

p(v — b) = RT, 

When T is zero, v becomes h, so that the volume correction is of importance 
when T is small, but becomes insignificant for large values of T. 

In deriving the characteristic equation by the kinetic theory we considered 
tliat the molecules were perfectly free to move about, and that, in the absence of 
collisions, one did not inlluence the other. 

Now Newton showed that for celestial s])heres of mass m^, and distant d 

7tb 77 / 

apart, a force of attraction of amount — existed. 

The same law holds true for the molecular world, which we may regard as a 
miniature solar system; one molecule attracts the other, and for this reason the 
bombardment of the container is less violent than if this attractive force were 
absent. 
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The actual pressure p is therefore less than that given by the characteristic 
gas equation ^ 

Now a gas at normal temperatures is mainly empty space; so the distance d 
apart of the molecules is a measure of the specific volume v of the gas; whence 
the force of attraction may be expressed by ajv^ and (the actual pressure in the 
container + ajv^) is the pressure exerted by an unrestrained system of molecules; 
whence the improved form of characteristic equation is 

(p+i)(v-t)=«T. 

This equation is due to van der Waals, and represents completely the pheno- 
menon of vapour and gaseous states, although it may fail to give correct quan- 
titative results. 



CH/IPTER IV 


EXPANSION OP GASES AND IDEAL CYCLES 

The large number of engines which develop power by the expansion of a gas 
behind a piston cause this part of the subject to merit some consideration. 


Constant pressure expansion. 

The simplest expansion occurs when the pressure remains constant, practical 
examples of which are (a) the expansion in a steam engine up to the point of cut 
off, and during a portion of the exhaust; (6) during the charging-stroke of I.C. 
engines and compressors, and during the discharge of compressors. 





IT- Pi u 


Motion of Piston 



^V77777777777777'^777777~^ 


n 

a 


Fig. 11. 


Now since perfect gases always obey the law pv = BT, then, with p constant, 
V varies with the temperature, and on p. 19 it was shown that the work done 
during a constant pressure cliange Avas the pressure multiplied by the change 
in volume. 

Graphically this is shown in Fig. 11, where p, is the absolute forward pressure 
on the piston, is the pressure opposing motion, and (uj — v,) is the change in 
volume. 

Work done, W = (Pi-Pa) K-Ui). (1) 

This work is represented by the hatched area. 

Work done at constant temperature (isothermal expansion). 

If in the equation pv = BT we make T constant, then pv = c; so that plotting 
p against v gives a rectangular hyperbola (Fig. 12), of which the intercepted area. 
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representing the work done, is best obtained by integration, thus; 



If the expansion is reversed, r is known as the Compression ratio. 

The expansion in a steam engine approximates to this law, whilst air compressor 
designers, in order to reduce the work done to a minimum, try to compress 
isothermally, since then there is no useless increase in internal energy. 

Ex. Isothermal compression of air. 

In a hydraulic compressor 20,000 cu. ft. of air are compressed per hour from 15 lb. per 
sq. in. absolute to 100 lb. per aq. in, absolute. What is the equivalent horse-power of 
this compressor? 

The work done per hour = 20,000 x 15 x 144 log^-^ 821 x 10® ft.-lb. 

821x10® 

• • “ 33,000 X 60 “ ’ ■ 


General expression for the work done when the expansion follows the 
law pv" = c. 


It will be appreciated that pi; = c is but a special case of the general law = c, 

when the expansion index n is unity. 

When n is zero we have expansion at constant pressure, whilst when n is in- 
finite the volume remains constant, and the pressure may be anything. Between 
these limits of n wo have a whole family of curves (Fig. 13) that cover aU types of 
expansions met in ])rartice. 

As in the previous case: 

jdW= W 


and since p = cjv'^, then 


W = c 



Integrating 


^-n+l 


" 1 1 " 

_ — n+\_ 

1 ). -n+i 
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Now' since = p^v^, this expression reduces to 

(3) 

n- 1 

the expression being written in this form, since n is usually greater than 1, and 
unnecessary confusion with signs in arithmetical work, by making (w — 1) posi 
tive, is thereby avoided. 

Should the e.xpression work out negative, it indicates that work is done on, and 
not by, tile gas, i.e. we have a compression. 

It rarely happens that we are given both p^v^ and p^v^, but we must first 
determine one of these quantities from the relation 





Yig. 13. 


Supposing is unknown, then (3) becomes 



W H E 


A 
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Alternatively, in terms of v 



(7) 

Also, since pv = wRl\ for any weight of gas, 


If' R 

(8) 

Ifn = y, (8) becomes TT = — 



which is the clian^e in internal energy of the gas (see p. 16). 

Since no special value has been assigned to the equations for TF will represent 

the work done by any type of expansion. 

When n = 0 ^ ,,o 

Vl — 7^2 f 2 > 

i.e. 2h = 


and tlie work done by the gas, measured above the absolute zero of pressure, is 
given by 


W 



p{V2-Vi). 


When n = 1 the equation becomes 

1-1 _ 0 
1-1 “ 0’ 

wliieh is indeterminate. 


Pi 

P^ 


^ _ 1 

To evaluate (6) for this value of n, let — ^ = h (a very small quantity) and 


= a. 
Then 
But 


71—1 


— qJi — 0logpa* _ ^hlog^a^ 


nr-* nrA 

'■-1 + *+ 2 | + J 7 +-- 

^ ! 


and 

When h^O and 7i-> 1 




W = -pii)ilog,a = Pivjog^l, 

IX 


where 


- = Ratio of expansion r. 


TT = Pi^^ilog.r. 
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When n is infinite 


becomes indeterminate unless we let n = —, then 

771 

71—1 1/771—1 . 

= -t; = (l-»n). 

n 1/m 


When n is infinite, m = 0. 


Work done, W = 


IP. [!-&] = 0. 

□0-lL PxA 


Alternatively with n = cc,v-^ = and equation (7) reduces directly to zero. 

Adiabatic expansion* 

A gas is said to expand adiabatically if no caloric heat is extracted from or 
rejected to an External source, and that internally there is neither chemical 
action nor other losses which would reduce the stock of internal energy of the gas. 
A reduction in internal energy, however, occurs in performing external work; 
but if the expansion is reversed, i.e. the gas is compressed adiabatically, all this 
energy is returned, and consequently the gas is restored to its initial state. For 
this reason the expansion is said lo be reversible. 

From equation (3), p. 19, 

dH = + per lb. of gas. 


For an adiabatic operation, 


dH = Q = + 


To express this equation in terms of p and Ave have pv^ = i?T, and 
ditt'erentiating, 

. jni !PdVs + v,dp pdu, + v,dp 

,.( 11 = ,-7.. 7TT-= TT-. ^2^ 




By (2) in (1), pdv, = - 

-{y-l)pdv^ = pdv^ + v^dp, 
ypdv, = -v^dp 

dv. dp 

or y —= — 

* See also p. 166. Equation (1) shows that the internal energy of a gEiB is represented by 
the area beneath the pv\ = c curve. 


4-2 
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Integrating, y ii)g, = - Jog„ i) + log, c, 

= logpC 

or ju-J = c, (3) 

i.e. the adiabatic expansion index = y, the ratio of the specific heats. 


Alternative proof. If the expansion follows the law pv^'' = c, the Conser- 
vation Law becomes: 


T, = ltT and 


•( 1 ) 

•( 2 ) 


By (2) in (1), 


0 = 

^ J(y-l) ’ 


M — 1 y ~ i 


n = y. 

From the equation of Entropy, p. 186, 

(^^2-^,) = C,\ogJl^ + C,\og'X 

With an adiabatic change no heat is added, so that 


lo*^ = 


/Mog = log, 

r,, 





Ex. Compression and expansion of hydrogen. 


(B.Sc. 1923.) 


The charactpristic constant for hydrogen is 13S2 ft. -lb. units, and its specific heat at 
constant pressure is 341. Three cubic feet of this gas at 18° C. and 15 lb. per sq. in. are 
compressed adiabatically to 200 lb. per sq. in., and then expanded isothermally to the 
original volume of 3 cu. ft. Determine the final pressure of the gas. Calculate the amount 
of heat which must be added to the gas during isothermal expansion, and also the heat 
which must be abstracted from the gas after expansion in order to reduce it to its initial 
state and pressure. 

(C\-C\)J = E. 


= C -^ = 341 -^^®^ - 2 - 42 ^ 
J 3 41 2 423 , 






341 

2423 


= 14074. 
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l, PiV'i = 

I 1 

ipAy Jisyw? 

•• ’■==%,) -nao) • 
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For adiabatic compression, = p 2^'2 


= 0-476 cii. ft. 

200x0-176 ,-oiu 

Final pressure p.^ = — = 31 -o lb. per sq. in. 

lI 

For isothermal expansion the temperature is constant; hence there is no gain in 
internal energ}", anti the heat added 

V 

= The work done = ?;, log^ ^ 

“ ' Vy 


200 X 144 X 0*476 3 i 


1400 


The only ehange in t.e. throughout the cycle is during adiabatic compression; hence 
this IS the heat to be rejected at the end of the cycle in order to restore initial conditions: 

The work done during adiabatic compression 

/200 X 0-476- 15 x3\ lu I'l cq 

= 141 — , “i = 17,760 ft.-lb. = 12*68 o.H.u. 

y 1-4074 — 1 J 

Ex. Difference between adiabatic and isothermal work. 

Find the diflerence between the work done in compressing 5 cu. ft. of air at a pressure 
ot 15 lb. per sq. in. to a volume of 1 cu. ft. when the compression is adiabatic and iso- 
thermal. 


.( 1 ) 


Tln‘ ditfercnce in work = — — . 

71-1 ^ 

Since the gas is being compressed (the final volume) will be less than (the initial 

Vit 1 

\ oliime) i\, so that “ = , where the integer r is the compression ratio. 

T 

For the same reason [PiV^—p^v^ will be negative, but since logp 1/r = — log^r, 
equation (1) still gives the difference in work, although the individual works were 
obtained for an expansion. 

By (1), and the expression we have 


The difference in work = p^v^ 


(T-' 


-log. 


y-1 

[ p;o4_i -I 

log. 5 I 


:=7000ft.-lb. 
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Relation 

between pressures, volumes, and temperatures, 

when the 

expansion follows the law pv" = c. 


Since 

PiVj = wRTi, pji’a = wRT^, 


we have 


( 1 ) 

also 

II 

(2) 


To express (2) in terms of pressures and temperatures, we have 


Wlience by (3) in (2)3 


or 



In the same way, 



( 3 ) 


Ex. Adiabatic and isothermal compression of air. 

Ten cubic feet of air at 14-7 lb. per sq. in. and 15° C. are compressed into 3 cu. ft. 
Calculate the final temperature and pressure 

(a) if the compression is isothermal; 

(h) if the compression is adiabatic. 

With T constant, 


^2 = 14-7 X = 49 lb. per sq. in. 


On adiabatic compression, 




\ ^ (v.Ay-^ 

\ 1%/ ’ 


r,= (273 + 15) '^ = 467 


- 273 0 
Final temperature = 194° C. 
7 


Pi = Pi = 14-7 ' = 79 5 lb. per sq. 


m. 


Ex. Calculation of specific heats. (B.Sc.) 

One pound of air at 354° F . (178*9° C.) expands adiabatically to three times its original 
volume and in the process falls to 60°F. (15*6° C.). The work done during expansion is 
38,410 ft.-lb. Calculate the two specific heats. 
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Ti = 451-9° C., 2*2 = 288-6° C., 

T, _ KV-^ . 451-9 ^ 

T^-\v\) ■ •• 288'-6 • 

, 451-9 „ 

, 0-19474 , 

■•■ 1'- ■+0.47-71' 

Work done during expansion 

38,410 = 1400X (7„(451-9-288 G). 

/. ^7^ = 0-168, (7, = 1-408 X 0 168 = 0-2355. 

Ex. Weight of gas compressed and initial temperature. (C. and G. 1927.) 

The specific heats at constant volume and constant pressure of a certain gas are 
0173 and 0-244 respectively, A quantity of this gas occupying 3 cu.fb. at ISlb.per sq. in. 
is compressed adiabatically to 60 lb. per sq. in. and the -ibserved temperature rise = 
125° C. Find the weight of gas compressed and its initial temperature. 

o-i7:i 


v-1 


0 41 


^ ' T — T *' — 1-4972' 

2’a U' ■ ■■ ““ ‘115/ -‘ 4972,. 

T.^-Ti = 12.j\ 

2',x 1-497-2', = 125, 

125 

2’, = = 251-5° C. absoliile. 

PiV, = wRT^, R = (C„- C„) J = (0-244-0-173) x 1400 = 99-35. 
15x144x3 

• ■ ~ 99-35 X 25r5 ~ 


Ex. Clement and Desormes’ determination of y. (B.Sc. 1 934.1 

Air ia forced into a vessel fitted "with a thermometer and a pressure gauge. After the 
air has assumed atmospheric temperature the pressure is 150 lb. per sq. in. The vessel 
is then opened for a very short time in which the pressure in the vessel falls to that of the 
atmosphere, 15 lb. per sq. in. When the temperature is again restored to that of the 
atmosphere, the pressure is observed to be 29 lb. per sq. in. Find, from this data, the 
ratio of the specific heats of air. 

Imagine that the air expands behind a piston from p, to p^, so that 
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Then allow this air to have its temperature restored to Ti at constant volume, 
whence 

_ wRT-^ 

P 2 V 2 wRT^ 

■■ Pi 

7 logrJ)>/ 

2^1 ^ 1*9/15 ^ fj.2gg3 

y lop, 10 

y = 1402 . 

Ex. Clearance volume for a Diesel engine. 

Cal nil ate the necessary clearance volume for a Diesel 
enf^ine 20 in. boro, 24 in. stroke, if the temperature at the 
end of compression is to be 000° C. Assume air at the 
beginning of compression is at 15 lb. per sq. in. and 90° C., 
and the compression curve is pv^'^^ = c. What will be the compression pressure? 



-^•=hr'=*'''^=24 

t'll 363 


=“ = 24"'‘'* = 1413. 

I'l 

Let = swept volume and = clearance 
volume: 




Vn 


= i4i:k 


i3i:r 


7rx20-x2 

= =4d()cu.tt, 

" 4x144 

ft. 

p 2 = 15(1413)^ = 510 lb. per sq. in. 



Ex. Air pump exhauster. (London B.Sc. 1933.) 

An air pump is employed to extract air from a large receiver containing V cu. ft. of 
air at atmospheric pressure. If the pump draws in air at a uniform rate of v cu. ft. per 
min. and the temperature of the receiver remains constant, prove that the time in 
reducing the pressure in the receiver by one-half is 0-693F/i; min. 

Let V be the volume of the container, then 


pY = wR2\ (1) 

During the extraction of air p and w are the only variables, so differentiating these 
with respect to timet, dp _ KT dw 

dl V dt' 


(2) 
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But the rate of extraction = pv lb. per min. 

dw , V dp 

~dt df 


But 

whence by (4) in (3), 


V 

liT’ 

pr V dp 
NT ^ NT di ■ 


Inte^ratirifT, 



dp 

V ' 



(3)* 

..( 4 ) 


Collection of valuable formulae that apply to all weights of gases. 

Pyi\ = wNT^, = pyi, 

n ^ ^ lp.\~rr 

2\ IrJ ’ T, \pj ’ 

R 

= j 

Work done, TF = 

n—\ 

V 

When n = 1, W = PiV^lo^^-^, 

'^1 

wliicli is the work done on isothermal expansion. 

When n = y, W = — ^ ^ — , 

which is tlic work done on adiabatic expansion, and this value also represents 
the change in internal energy of the gas. 

Ex. Work done on adiabatic compression of a gas mixture. (B.Sc. 1930.) 

Define volumetric heat for a given method of heat addition. The difference between 
the volumetric heats at constant pressure and constant volume for all gases is 1-985. 
Find the volume occupied at n.t.p. by the weight of gas to which these volumetric 
heats apply. 

The molecular composition of a certain gas is Hg = 0-4, CH^ = 012, CO = 0-28, 
Ng = 0-20 and the mean volumetric heats at 0° to 500° C. of these constituents are 

• The negative sign arises from the fa<ct that dwldt is in itself negative. 
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Hj, Nj, and CO, 5 06; CH*, 12-33. Find the work done per standard cubic foot of gas 
during adiabatic compression from 15° to 580° C. 

{K^-K,) = 1-985 = M(C^-C,) = ^. 

Also pv = wRT. 

Per mol of gas w = M. 


V = 


1400x1-985 


]4-7xl44 


- x273 = 358 cu. ft. per mol. 


= Tuo [% va + % vb + . . .] 

= 5-06(0-4+0-2 + 0-28) + 12-33 x 0-12. 
A, = 5-94. 


During adiabatic compression the work done is equal to the change in internal energy. 
Per mol the change in internal energy 

= 5-94 (580-15) = 3360 c.H.u. 

Hence per standard cu. ft. the w ork done 


3360 

358 


9-38 c.H.u. 


Ex. Compression temperature allowing for variable specific heats. 

The mean value of the volumetric heat at constant volume from 0° to t° C. for nitrogen 
is approximately 4'96 + 0-0002f. If nitrogen is compressed adiabatically through a 
volume ratio of 15 from an initial temperature of 0° C., show that the index is 1-394, 
and find the final temperature of the gas. 

The change in internal energy per mol of gas = dtj and since the mean volu- 

J 0 

metric heat is given there is no need to evaluate this integral. 

Work done on adiabatic compression = — Change in internal energy, 


2780 (^ 1 -^ 2 ) 


-K^(T,-T,). 


1 -985 

K = =4-96 + 0-0002 (7^2-273). (1) 

T 

Also - “ = 15Jr-i), = 273 x 15r-i. (2) 

f 1 


By (2) in (1), = 4-96 + 0-0002 x 273 (15r-i- 1). 

Substituting y = 1-394 satisfies this equation, so that value must be the index of 
compression. 



T2 = 273xl5»3»4 = 79r 
-273 

Final temperature = 518° 
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EXAMPLES 

1 . Isothermal and adiabatic expansions . (Junior Whitworth 1936.) 

Two isothermal expansion lines are drawn for the same quantity of a perfect gas. 
Show that the work done in passing by means of an adiabatic expansion from any 
stated point on one line to the other line is a constant quantity. 

Show that the work done in isothermal expansion of a perfect gas is proportional to 
the absolute temperature if the ratio of the expansion is constant. 

Show that for a given quantity of a perfect gas the ratio of an isothermal expansion 
to carry the gas from a point on one given adiabatic expansion line to another given 
adiabatic expansion line is constant. 

2- Weight of gas pressure and temperature at end of compression. 

The specific heats Gj, and of oxygen are 0-2175 and 0-155 respectively. Calculate 
the weight of 4 cu. ft. of this gas at 20 lb. per sq. in. and 25° C. 

If this volume is compressed adiabalically to 1 cu. ft., what is then its pressure and 
temperature? Ans. 0-4415 lb.; 140-3 lb. per sq. in.; 250° C. 

3. Adiabatic compression of a gas. (B.Sc. Part I, 1937.) 

Prove that the law of adiabatic expansion for a perfect gas is fvy = c. If 10 cu. ft. 
of gas are compressed ad^'abati rally from 151b. per sq. in. and 15° C. to 1 00 lb. per sq. in., 
calculate the weight of gas present, the final teniperaturc, and the work done. 

= 0-238; (7, = 0-17. Ans. 0-788 lb.; 222° C.; 38,760 ft.-lb. 

4. Compression and cooling of a gas. (B.Sc. 1930.) 

The weight of 4 cu. ft. of a certain gas at 1 5 lb. per sq. in. and 15° C. is 0-476 lb. If this 
quantity is compressed adiabati rally from these initial conditions to a final pressure of 
1 50 lb. per sq. in. when its volume is 0-643 cu. ft., find the work done during compression 
and also the heat which must be abstracted from the gas to cool it at constant volume 
to its original temperature. 

Hint. During adiabatic compression the whole of the applied energy goes to increase 
the store of internal energy. Reducing the temperature to its original value removes 
this energy, hence heat abstracted is equal to the work done = 20,370 ft.-lb. 

5. Change in internal energy during polytropic compression. (I.M.E. 1935.) 

The air in the cyhnder of a Diesel engine at the beginning of the compression stroke 
is at a temperature of 100° C. and 13-5 lb. per sq. in., and its volume is 3 cu. ft. The index 
of the compression curve is 1-35 and the pressure at the end of compression is 500 lb 
per sq. in. Rind the change in internal energy during compression. 

C, = 0-238; C, = 0-169. Ans. 16-35 o.h.u. 

6. Hotting a petrol engine. 

When “hotting” a petrol engine for racing it was considered desirable to raise the 
compression ratio from 4J to 1 to 6J to 1. If the engine is 62 mm. bore and 85 mm. 
stroke, by how much must the thickness of the cylinder head be reduced, and what is 
the final compression pressure, if the law of compression is ® = c and initial 
pressure = 13-5 Ib. per sq. in. ? Ans. 7-2 mm.; 164 lb. per sq. in. 
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7. Spring loaded piston. (B.Sc. 1923.) 

A cylinder open at one end and 3 in. internal diameter is fitted with a piston which is 
loaded by a coil spring the strength of which is 80 lb. per in. of compression. The cylinder 
contains 0-015 cu. ft. of air at a temperature of 15° C. and a pressure of 40 lb. per sq. in. 
Find the amount of heat which must be given to the air in order to move the piston 
forward 1^ in. 

(7^ = 0-238; (7^ = 0169. Ans. 0-1822 r.ii.u. 


The rate of heat reception or rejection assuming constant specific heats. 

The amount of heat which flows through the cylinder walls from an external 
source during the expansion of a gas (which is not undergoing chemical action) 
determines the value of the expansion index n. 

With no heat flow n becomes equal to 7, and the work done is at the expense 
of the internal energy of the gas. 

With 7i less than 7 heat flows in from the external source, and augments the 
work done; in fact, when n = I, the external supply of heat is entirely responsible 
for the mechanical work during expansion. With n greater than 7 the reverse 
obtains, and energy is wasted in radiation. 

From the conservation of energy the heat added is equal to the sum of the 
external work performed, and the change in internal energy (see p. 19). 

When expanding from state (1) to state (2), therefore, 


But 


11 cat added per lb. of gas = ^ + Jr, (T2 — 7\). 

71 / ^ J. 


•( 1 ) 


c, = 


7(7-1) 


and pv = RT. 


7-1 r- ' ‘ 

By (2) in (1), Heat added = 

71 — \ 7— 1 


■( 2 ) 


\7-l/l n-\ )■ 

= Work done during expansion. 


In general Heat added Q 

Rate of heat reception = 

But nr” = r, therefore ^ = — (7^ + '^^^*), 

dv 7 -l\"^ do) 


when the result is positive heat is added, when negative rejected. 
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Ex. Heat leakage to the cylinder walls of an air compressor. 

Air is rompressed in such a way that the law of compression is = c. The initial 
and final nre.ssures are 15 and 150 lb. per sq. in. absolute and the initial temperature 
is 20° (;. Kind per lb. of air the work done in compression, the change in internal energy, 
and the heat leakage to the walls per lb. of air compressed. (C, = 0-238; = 0-169.) 

The work done when an expansion follows the law pv" is 


But 

By (2) in (1), 


n— 1 


/i-i 


0 ” 


(see p. 49). 


= It2\ per lb. and R = (Cj,— C^) J . 


W = 


n — i 



..( 1 ) 

..(2) 


9() G X 293 
“ 0-2 



= — b(i,400 ft. -lb. or 


= —47-4 c.H.u. per lb. 


Heat ad lied 


=(r-;)- 


Work done = 


238 

Ibf) 

238 

109 


-12 

-1 


(Heat added — Work done) = Cliaiige iiil.E. 


x(-47-4) = -24 13 

= + 23-27 c.ir.u. 


Ex. Leak from an air vessel. (B.Sc. 1934.) 

An air vessel of 2 eii. ft. capar ity was pumped up with air, and at the end of the 
puTiijiing operation it showed a pressure of 1100 lb. per sq. in. and a temperature of 
44^ V. The air then cooled to the atmospheric temperature IS'^ C., after which leakage 
occurred donii to 300 lb. per sq. in., when the leak was stopped, the temperature of the 
air then being 3' (J. 

Find (a) how iiiii ch heat was lost by all the air in the vessel after pumping, but before 
leakage began, and (6) how iimch heat was lost or gained during leakage by the air 
remaining in the vessel, assuming the index of expansion of the air during leakage to 
be constant. (R = 9(i ft. -lb. per ° C.; Cy = 0-17.) 

pii'j =WiKTi, 

Initial weight of air = ^ ^ = 10-42 lb., 

Heat lost by air prior to leakage = 0 17 x 10*42(44 — 15) = 51*3 c.H.u. 

The efiFect of the leak is equivalent to imagining the vessel extended, and its end 
replaced by a piston which will do mt'chanical work equal to the energy expended in 
accelerating the air through the leak. When the pressure has been dropped to 300 lb. per 
sq. in. at S'’ C. the motion of the piston is stopped and the original volume of 2 cu. ft. is 
isolated by means of a diaphragm. 
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To find the expansion index, we have the condition that 

n~l 

U/ ’ 


ni O C 

p 2 = P\^ r/ = 1100x~j^ — 1000Ib. persq. in. 


71—1 

n 


log 


2hH 

276 


, 1 ( 100 ’ 


71= 1 037. 


The \v ork done 


^ Pi >'i -/'2»’2 ^ wBjTi-T^) 

7f — 1 71—1 


10-42 X 90 /2SS-27G\ 
0037 [ UOirj 


231-8 r.H.u. 


Change of internal energy = 0*17 x 10-42(3— 1 5) = — 21-25 
Heat received = Work doncH- Change in i.e. = 4-210-55 lmi.tj. 


1 

Volume at the end of expansion = = 0*4 cu. ft. 

The diaphragm isolates 2 cu. ft. of this volume. 

Heat received by the gas remaining in the vessel 
2 

= 77— X 210*55 = 65-8 c.h.u, 

6-4 


Ex. Heat produced by after burning, and heat loss to the jacket w^ater in a Diesel 
engine. (ll.Se.) 

Given the stroke of a Diesel engine as 10-5 in., the bore as G-5 in. and the com- 
pression ratio 14, and makiinr use ot the indicator diagram sh[)wn in Fig. 10, find how 
much the heat produced by after burning exceeds the loss to the jacket between points 
and li. (Cj, = 0-255; C\ = 0-185. Weight of charge = 0-041 lb.) 

Swept volume = — ^ — x = 0*2013 cu. ft. 


This is represented by 1S4 in. on the diagram. 

0-2013 

, •. 1 in. on the diagram represents — — - = 0-1092 cu. ft. 
■ l'S4 

0-1415 

O-IS 


Volume at C = 0-3215 x 0-1092 = 0-0352 cu. ft. 


0- 1415 

1- 48 


Volume at E = 1-0215 x 0-1092 = 0-178 cu. ft. 
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If the expansion curve is represented by pv" = c, then 
333 X 03216’‘ = 404 x 1-6216", 

0-256 


G3 


whence 


n = l'3 and y = 


0-185 


= 1-378. 


The net heat added to the gas is the heat suppJy due to after burning minus the 

jacket losd. 


Net heat added 




X Work done. 


144 


Work done = (333 x 0-0352 - 40-4 x 0-178) 54 ^ 0375:3 
= 1-55 c.H.u. 


Net heat added = | 


/l-378-l-3\ 
~\ 1-378-1 j 


X 1-55 = 0-32 c.H.TT, 



EXAMPLES 

(I.M.E. 1934.) 

1- A gas expandsacpordingtothelawp'y” = c. are the initial pressure and volume 

respectively and r is the ratio of expansion, show that the work done by the gas during 
the change is equal to / i \ 

“ ‘ L\ 

71 — 1 \ 

and that the heat received is 


(y^n\ / 1 ^ \ 


where y is the ratio of specific heats of the gas. 

Explain why the above formulae fan in the case of isothermal expansion and write 
down the correct expressions for this case.* 


* The reasoning on p. 50 shows that they do not fail. 
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2. Compression of air. (B.Sc. Part I, 1939.) 

One cubic foot of air at a pressure of 14 lb. per sq. in. and 32° C. is compressed to 
90 lb. per sq. in. The compression follows the lawpv^’^ = c. Calculate [a] the volume and 
temperature of the air at the end of compression, (6) the work done in compressing the 
air, (c) the change in its internal energy, and (r/) the heat discharged through the cylinder 
walls. 7 = 1-396. Ans. 0-239 cu. ft.; 3600 ft.-lb.; 195° C.; 1-95, 0-624 c.h.u. 

3. Expansion of a gas. (B.Sc. 1936.) 

The volume occupied by 1*8 lb. of a certain gas is 2-1 cu. ft. at a pressure of 250 lb. per 

sq. in. and expansion takes place in a cyhnder from this condition to a final pressure of 
40 lb. per sq. in., according to the lawpu^ = c. The temperature of the gas is then found 
to be ] 03° C. Find the change in internal energy of the gas and the heat passing through 
the cylinder walls. The specific heats for the gas at constant pressure and constant volume 
are 0-211 and 0-165 respectively. Ans. —82-2, —28-6 c.ii.u. 

(B.Sc. Part II, 1937.) 

4. A gas expands against a resistance from an initial pressure and volume to final 
conditions pji *^2 according to the law pi;" = c. Derive expressions for the work done 
by the gas and the heat supplied during the expansion. 

Twenty cubic feet of air are compressed from 15 to 120 lb. per sq. in. according to the 
law = c. Calculate the work done during compression and the quantity of heat 
received or discharged by the gas, stating which it is. 

Ans. 89-200 ft.-lb.; —23-9 c.h.u. discharged. 

5. Rejection of heat by a diatomic gas. 

One pound of diatomic gas, having a molecular weight of 14, is to be compressed from 
14-7 lb. per sq. in. to 200 lb. per sq. in. absolute. The temperature at the end of C[)m- 
pression must not exceed 100° C. and the initial temper-ature is 15° C. How much heat 
must be abstracted from the gas during compression \ Ans. 79-4 c.ti.tj. 

6. Heat rejection on compression. (B.Sc. Part 11, 1939.) 

An air compressor deals with 200 cu. ft. of free air ])tT min., the -atmospheric pressure 
and temperature being 14-7 lb. per sq. in. and 17° C., and the delivery pressure 120 lb. 
per sq. in. The temperature at the beginning of compression is 30° C. and the j)ressure 
at 14 lb. per sq. in. Find, from first principles, the quantity of heat, in C.ii.u. per min., 
given to the cylinder during the first part of the compression stroke, up to the point 
^^here delivery begins: 

(n) When the compression is isothermal. 

(b) When the index of compression is 1-25. Ans. 678, 254 c.h.u. 


Ideal heat engine cycles when the working substance is a perfect gas. 

So far we have obtained the work done by the single expansion of a gas, and 
although in ordnance this completes the cycles of events; yet, for the development 
of power, we require a succession of ex])ansion strokes, and these we cannot have 
without the preliminar}’^ strokes during which the gas is prepared for expansion 
and later is rejected. 
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In practical engines, then, the gas is passed through a cycle of events, and it is 
the business of some engineers to devise a cycle of events which will yield a 
maximum amount of mechanical energy for a minimum expenditure of heat, 
consistent with reliability and low cost. 

Heat converted into usef ul work 

The ratio Total heat supplied 

is the true measure of efficiency of any heat engine, and since it involves heat 
units, it is known as the Thermal efficiency. 

In an actual engine friction and heat losses make the thermal efficiency less 
tlian that of an ideal engine in which all losses are suppressed. 

To compare the performances of actual and ideal engines using the same 
working Iluid the ratio 

Actual thermal efficiency 
Ideal thermal efficiency 

has been introduced, and is known as the Efficiency ratio, the term Relative 
efficiency is used when the working fluids differ slightly. 

In searching for an ideal engine let us consider a hydraulic analogy where the 
effieieiiey is 100 %. 

Su])pose we have a water motor, termed the “Forward Engine”, driving a 
centrifugal ])uinp termed the “Reversed Engine”. The pump elevates the water 
to a tank from which it descends to the motor, and on being exhausted from here 
it is received by the pum]) and returned to the tank. In the absence of all losses 
the arrangemejit ^\ould run for ever with 100 % efficiency, but unfortunately no 
energy would be available for external use. 

To render energy available we must effect the restoration of the working fluid* 
to its original condition by a natural source of power, and with the hydraulic 
engine this is continually accomplished by the sun. 

In the case of heat engines no such restoration is possible, fuels — ^which 
required geological ages for their j)rodurtion — are consumed, and the uncon- 
verted heat is thrown on the scrap heap of the universe. Thus we are like spend- 
thrifts living on our capital. 

From the hydraulic analogy the efficient conversion of heat into mechanical 
work implies that all losses must be suppressed. We must throw nothing to waste 
through the exhaust pipe, by radiation, or friction, otherwise the forward engine 
will not drive the reversed. 

Conditions for thermal reversibility in heat engines. 

(1) Internal friction usually set up by eddies, or by the boundary surface, 
must be absent, otherwise mechanical energy will be frittered away as heat. 

* The working fluid is the vehicle for carrying the heat through the organs of the engine, 
and for ideal cycles it is immaterial as to whether this is a liquid or a gas, although a gas, 
by reason of its greater change in volume, is to be preferred. 


WH E 


3 
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(2) During the transfer of heat the boundary must offer no resistance to the 
passage of heat, otherwise energy, potentially available for conversion, would 
be used in effecting heat transference. 

(3) The supply of heat must be so great that no temperature drop occurs due 
to the extraction of heat by the engine, otherwise the capacity for converting 
heat into work will be progressively reduced with the fall in temperature. This 
reduction would correspond to the progressive lowering of the level in the storage 
tank of the hydraulic analogy. 

(4) To effect uniform distribution of heat throughout the working fluid, with- 
out involving a temperature head, the fluid must be a perfect conductor of heat. 

In real engines none of the conditions for reversibility is strictly complied with, 
since, to cause heat to flow through a boundary, a temperature difference must 
exist across adjacent faces; if the engine is to work, at even a moderate speed, 
eddies in the working fluid cannot be avoided; finally our supply of heat must of 
necessity be of finite dimensions. 

Reversible expansions (the Carnot cycle).’*' 

In an isothermal expansion the whole of the heat supplied is converted into 
mechanical work, so obviously this operation should be employed in any engine 
which is to be efficient. For the continuous development of power, however, a 
cycle is essential, p. 65, and this involves a change of temperature. An adiabatic 
expansion will produce a change of temperature without transference of heat and 
its associated loss. 

Using these expansions alone, Sadi Carnot, in 1S24, discovered a heat engine 
cycle which for a given temperature range would give the highest ])Ossible thermal 
efficiency; other cycles give as high, but none higher. 

Carnot specified a non-conducting cylinder fitted with a perfectly free but 
gas-tight j)iston, below which was t rapped the working fluid (see Fig. 17). 

In the first part of the cycle, heat from an infinite external source flows at a 
temperature through a perfect conductor into a perfectly conducting gas, 
resulting in isothermal expansion. 

Next, with the supply of heat shut off, a temperature drop from to Tg is 
secured by adiabatic expansion, which may be considered as a thermal ladder. 

This operation is followed by isothermal compression at during which heat 
is rejected to an external Sink of infinite capacity. 

Finally, the fluid is returned to its initial state by adiabatic compression. 

The cycle of events may then be repeated. 

Since no transfer of heat, in the form of heat (i.e. as a caloric quantity), occurred 
during the adiabatic operations, then by the Conservation of energy, the differ- 
ence between the heat received and the heat rejected must be the net work done. 

From the equation on p. 19, 

Heat added = Work done -I- Change in i.e., 
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and since the temperature does not change during isothermal operations neither 
^\ill the internal energy change. 

Heat added = Work done = 

\\hcre 7\ = Isothermal expiiiision ratio 

Heat rejected = 

here = Isothermal nompresbion ratio 



Sink. Or Cold Body 

Fig. 17. The Carnot cycle. 


Since the adiabatic operations are responsible for the temperature elevation 
or depression, it is obvious that tliese will control the value of and r„ if the cycle 
IS to be closed, i.e. 1, 2, 3, 4 is to form a closed curve. ” 


Noa\ from p. 64, 



See p. 48. 


5-2 




68 Expansion of Gases and Ideal Cycles 

and applying this equation to our problem, 

T, U U4/ ■ 

• = or -3 = -2 

■■ ^4 Vi Vi’ 

li6. — ^2" 

With this simplification the thermal efficiency 7j of the Carnot cycle, 

^ jqt’l log c>-i-y3^’3loge>'l 

But = wiJT], = wi^7’2, 

T 

whence V = ’ ^ 

where r is the ratio of adiabatic expansion and compression. 

This efficiency will become unity only when Tg is zero, but of course it can be 
increased by making very large comj)ared with T^. 

In practice is controlled by the properties of the materials available for the 
construction of the engine, and, in reciprocating engines, with the ability to 
lubricate the piston. is fixed by the temperature of the natural sink to which 
the heat is rejected. For, e.g. the sea, a river or the atmosphere. It should be 
observed that rj is independent of the working fluid. 

To show that no engine may have a higher thermal efficiency. Imagine 
two Carnot engines mechanically coupled and i)laced back to back (see Fig. 18) 
and that the forward engine is about to move from the point 1, the corresponding 
position of the reversed engine being 1'. 

For the expansion stroke the forward engine requires an amount of heat 
= logc r, but on the com])ression stroke the reversed engine has exactly this 
amount to dispose of; hence all that we need for the transference of this heat is a 
perfect heat-conducting fluid and a perfect heat-conducting cylinder end. 

The adiabatic operations cancel each other, a non-conducting cylinder end 
now^ separating the cylinders. Finally, when the forward engine is about to dispose 
of heat to the extent wRT 2 ^og,pr, the reversed engine is in need of it to overcome 
the compression of the forward; so again, by a change of cylinder ends, there is 
no thermal loss. The cycle of operations is therefore self-contained; and in the 
absence of mechanical losses an arrangement of this description should run 
for ever. 

The combination of forward and reversed Carnot engines is equivalent to a 
water motor driving a centrifugal pump which in turn supplies the motor, or an 
electric motor driving a dynamo which supplies current to the motor. In the 
absence of losses these systems will run continuously, but no energy is available 
for external work. 

Now Carnot argued, that since his forward engine would drive the reversed 
without any heat being supplied from an external source, then, if a cycle were 
available which had a higher efficiency than his, and the forward engine operated 
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on this cycle, more power would be developed than required by the reversed 
engine, and this surplus power would be available for external work. 

Thus we would have power developed without the expenditure of fuel, and in 
a world where it is impossible to get something for nothing, the notion is absurd. 

Although the Carnot cycle furnishes a criterion for other heat engines, yet no 
engine has ever been built to work on this cycle, since the available energy over 
a practical temperature range is so small,* and the events of the cycle are 
difficult to control. 



In the author’s conception of the cycle (see Fig. 17) heat is received direct from 
the sun, and rejected to arctic regions. 

Dr Diesel endeavoured to construct an engine operating on this cycle, but 
finally abandoned it in favour of his own cycle. 

Ex. Carnot cycle. 


A perfect heat engine works on the Carnot cycle between 1000° and 200° C. If this 
engine receives heat at the higher temperature at the rate of 2000 c.H.u. per min. 
comi^ute the H.p. of the engine. * 


Efficiency = 200 


0-628. 


H.P. = 


0-628 X 2000 X 1400 
33,000 


= 53-3. 


smln exercise to actually plot the indicator diagram to scale in order to see how 

small the amount of work developed, for given volumes and pressures, really is. 
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Ex. Carnot cycle. (B.Sc.) 

Half a pound of air passes through a Carnot cycle between temperatures 205” and 
100-6° C. The ratio of isothermal expansion is 3 and initial pressure of air = 300 lb. per 
sq. in. absolute. If y = 1-40!) and = 0-17, find 

(tx) the pressure and volume of the air at the end of the four stages; 

(6) the thermal efficiency of the engine. 

To obtain the condition of the gas at any point in a cycle, we can always apply 

= wliT^ and J = R, 

y=C,IC\, R=C,,(CJC,-l)J. 

/. ii! = 0-17x1400 (1-409-1) = 97-4. 

For the isothermal expansion 

^ixf»74x(205 + 273J^ 

1 300 X 144 ^ 

= 3 X 0-539 = 1-617 cu. ft., 

^2 = -g = 100 lb. per sq. in. 


For the adiabatic expan9ioii 

T 
T. 


= 1017 


’2 _ . /^ 2\”“1 _ % 

\t'J ~v.,’ 

1 

/ 478 \|| 1U9 _ 

U73-(i) 


1-617 X 1-826 = 2-95 cu. ft. 


For the adiabatic- compre.s.sion 

Vi = 0-539 X 1-826 = 0-985 cu. ft. 
For the pressures we have 
T, 


T. 


/®,\ n IT An-1 

=U • • 


100 
(1-279)3 


Pi= = per «q- in- 


300 

Pi = 2.333 = 128-4 lb. pci- sq. in. 


Efficiency = = 21-85 %. 

Stirling’s cycle. 

In 1817 the Rev. Robert Stirling* invented a practical engine (using air as the 
working fluid) which, theoretically, would give an efficiency as great as that of 
the Carnot cycle. The cycle (Fig. 19) is identical with the Carnot except that the 
adiabatic operations are replaced by constant volume operations. 

* The Rev. R. Stirling was parish minister of Galstnn, Ayrshire, and father of the famous 
Patrick Stirling of the G.N.R. For an engine operatmg on the Stirling cycle, with watei 
as the working fluid, see The Engineer, 24 July 1931. 
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Stirling used a regenerator for the temporary storage of heat, the operation of 

which may be described as follows. j -u j. 

Suppose we have a thick pack of fine copper gauze (Fig. 20), so specified that 
its dimensions and conductive properties will allow it to follow r^id therma 
changes, and through this gauze the working fluid, originaUy at T^, is caused 

In passing over the first layer of gauze the temperature will fall hy AT, over the 
second layer by an equal amount, and so on until ultimately the temperature is T^. 
Reversal of flow reverses the heating process; so here we have a graduated method 
of heating, which, in the strict sense of the word, is reversible. 







h-C^T 





( 'i' 


T, T,-2AT T 2 + 2 AT T 2 


Fig. 20. 


After isothermal ex])ansion, during which heat was supplied from an external 
source, the air used in Stirling’s engine was passed from left to right through the 
regenerator, and in this way its temperature was lowered (at constant volume) 
to T^. 

Isothermal compression, with rejection of heat to a sink, now followed, and 
finally the reversed passage of the air through the regenerator restored the 
temperature to 7\. 

Since the regenerator operations cancel each other, the ideal efficiency of this 
cycle is identical with that of the Carnot. 

Ex. Stirling engine. 

Til 1 K45 a hot air engine, operating oii the Stirling cycle, was used in a Dundee foundry, 
where it developed 50 i.h.p. for a fuel consumption of 1-7 lb. per i.h.p. per hour and 
2-7 lb. per b.h.p. per hour. The working temperatures were 650” and 150° F., and the 
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double-acting cylinder was 16 in. bore with a 4 ft. stroke, r.p.m. 80. Determine 

(1) The ideal efficiency. 

(2) The efficiency ratio calculated on the i.h.p. basis. 

(3) The mechanical efficiency. 

(4) The indicated mean eff ective pressure. 

The ideal efficiency = = 45 %. 

Taking the calorific value of the fuel as 1 3,000 b.t.u., the indicated thermal efficiency 

^ 33,000 x60_^ 

778x1-7x13,000 

11-5 

Relative efficiency or efficiency ratio = - — = 25 ' 6 %. 

1-7 

Mechanical efficiency = = 63 %. 

I 

P.L.A.N. 

T TT p 

33,000 

_ (t.m.e.p.) X 4 X TT X 16^ X 2 X 80 
4 X 33,000 

l.M.E.p. = 12-81 lb. per sq. in. 



Heater Temp, 7T 
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The Joule air engine. 

In common with some other types of hot air engines, this engine (shown in 
Fig. 21) consists of a heater and a cooler, an expansion cylinder and a com- 
pression cylinder. The volumes of the heater and the cooler are so great that the 
pressure in them remains sensibly constant when the engine is working. 

When operating, the expansion cylinder takes in a volume ab at pressure pj 
and expands this adiabatically to p 2 , the volume cd is then rejected at constant 
pressure to the cooler, which causes the volume to contract to de, and in con- 
sequence the com])resHor cylinder is of smaller bore than the expansion cylinder. 

Simultaneously with these operations the compressor takes an equal weight of 
air from the cooler, and comjjresses it adiabatically to pressure Pi, at which 
pressure the air is discharged to the heater. 

Superposing the indicator diagram 
on a volume base gives the net area beef. 

From this diagram the net heat 
received per lb. of working fluid ^ 

= i 

and that rejected = TJ, whence ^ 


^ — Reception of Heat 


Adiabatic!^ 


the eflicieiicv 





\n-y- 


■(1) 


Rejection of Heat 


Fig. 22. Indicator diagram for a complBto 
Joul 0 air engine. 


Further, since cxj)ansion and compression ratios are equal, 


T T ’ 

P. €\ 


from this 


T 

_ V 

T. 


'ly 


•( 2 ) 


By (2) in(l), 


^ = 1 


T,. 


T, 


r 


which is the same efficiency as the Carnot and Otto cycles reckoned on the 
adiabatic comjiressiou ratio; but it is inferior to the Carnot, because is not the 

lowest temiierature in the cycle. The Carnot efficiency would be 1 - p . 

At one time the most important application of this engine was in its reversed 
form as a refrigerator, but the bulkiness of the cylinders and the poor conductivity 
of air have caused it to be superseded. 
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Otto cycle. 

In 1862 Beau de Rochas described a cycle on which most present-day gas and 
petroJ engines operate. In practical form this cycJe was introduced by Otto in 1 876. 

Assumptions: As in the previous cycles, we assume that the working fluid is 
a perfect gas (having constant specific heats) and tliat this gas is not subjected 
to chemical action, and may therefore be used over and over again, being merely 
heated and cooled to produce power. The further assumptions are that the ideal 
indicator diagram is strictly followed (i.e. we merely have constant volume and 
adiabatic operations) and that heat losses are suppressed. 

In practice chemical action causes very complex pressure and volume changes, 
and imperfections in the working fluid never allow the ideal efficiency In be 
attained. However, the ideal cycle acts as a critical basis of analysis, and consists 
of the following operations: 

(!) Adiabatic compression. 

(2) Heating at constant volume. 

(3) Adiabatic expansion. 

(4) Rejection of heat at constant volume. 



Heat added per lb. of gas = Gy(T 3 — Tg), 

Heat rejected per lb. of gas = — 

Work done = C'rlTg- Tg) - Gy(7\- TJ, 

Efficiency C,{T^T;) ' 

But the ratios of compression and expansion are equal, therefore 


T, T, 

T T 

. ^ 4 _ 3 

"■ 2\ ~Tf 




( 1 ) 

( 2 ) 

( 3 ) 
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Hence taking out and as common factors in (1), we have 



which by (2) and (3) reduces to 

T 

, = or . 

Ill this result it should be observed that 71, is not the highest temperature in 
tlie cycle, and therefore the efficiency is less than the Carnot, which, for the 
tem])erature range obtaining, would be 1 — T^IT^. 

The result shows that high thermal efficiency can only be obtained with large 
comjiression ratios, and the smaller the difference between Tg and the more 
closely is the Carnot efficiency approached, but at the exj)cnse of a reduction 
in ])ower. 

Taking y as 1-4 (tlie ratio of specific heats of air), the value of tj is known as the 
Air standard efficiency (a.s.e.) of the engine, an efficiency which is most 
sensitive to changes in r when r has a low value. Raising r from 2 to 4 improves 
)) from 0-24 and 0-424; on the other hand, doubling the compression ratio from 
10 to 20 only increases rj from 0-0 to 0-695. 


Ex. Otto cycle. (Inst. Mech. 1925.) 

Eslablisli an expression for the air standard efficiency of an engine working on the 
Otto vyvk\ If an engine working on this cycle has its compression ratio raised from 5 
to 6, find the percentage increase in efficiency. 


Air standard efficiency = J — 





= 8 %. 
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Ex. Gas engine. (0. and G.) 

A gas engine has a cylinder Sin. bore and 17 in. stroke. The clearance volume is 
0-123 cu. ft. Find the ideal efficiency. 

If the relative efficiency is 0-45, find the gas consumption per h.p. hour if the 
calorific value of the gas is 260 lb. cal. per cu. ft. 

Swept volume = x = 0-494 cu. ft. 

^ 4x144 12 

Clearance volume =0-123 

Total volume = 0-617 cu. ft. 


Ratio of compression = 


0-617 

0-123 


5 015. 


/ 1 

Air standard efficiency =1 — 1 ^^^^1 = 48-4 %. 

T, I ^ . Actual thermal efficiency 

Relative efficiency = v— = 0-45. 

Otto emciency 

Net efficiency = 0-45 x 0-484 = 0-2179. 

TT . • L- 33,000x60 , 

Heat required for h.p. per hour = q ^ 

Gas consumption = = 25 cu. ft. per hr. 


The Diesel cycle. 

Dr Rudolph Diesel in 1897 introduced his own cycle as tlie nearest ])ractical 
approach to the Carnot. This cycle (shown 
in Fig. 24) in the ideal form consists 
of: 

(1) Adiabatic compression of the work- 
ing fluid (1 to 2). 

(2) Heating at constant pressure (2 to 3). 

(3) Adiabatic expansion (3 to 4). 

(4) Rejection of heat at constant volume 

(4 to 1). Fig. 24. The Diesel engine cycle. 



Air standard efficiency of Diesel engine (a.s.e.). 

In a Diesel engine most of the working fluid is air, so it is customary to compare 
the performance of an actual engine with this air standard. 

If w lb. of air are in the cylinder, then 

Heat supplied = wCj,{T^-T^), 

Heat rejected = 
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The other operations being adiabatic, there is no transfer of heat; whence the 
efficiency of an engine, which merely expands and contracts air without any 
chemical action, is given by 

= ( 1 ) 

In practice pressures and volumes are more readily measured than fluctuating 
temperatures, so that tj is usually expressed in terms of and r 2 . 

V Va 

Let r, be the compression ratio = -- . Let be the expansion ratio = — . 

Then -^2 = and = ( 2 ) 

Dt 7) 

also ^ ^ and (since jJ 2 =p 3 ) becomes 

-^2 -^3 

T, = (3) 

Now in order to express ( 1 ) in terms of and 7 we must eliminate T by 
expressing all the temi)eratures in terms of one, say 1\, thus: 

By ( 2 ) and (3), T, = T,r\-^"\ 

'*2 

The dodge to exx)ress vjv^ in terms of r-j and is to write as 


whence 


and 







(4) 

(^) 


Substituting the values of T in ( 1 ) and writing = y, we have 



( 6 ) 


For a given compression ratio r^, therefore, the more nearly is made to 
approach r, the greater the efficiom y, and in the limit when the efficiency 

is that of the Otto, as is evident from the indicator diagram. Substituting r, = r, 
in ( 6 ) affords a check on the accuracy of the analysis (see p. 78). 
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To show that for the same compression ratio, the Otto cycle is more 
efficient than the Diesel. 


For the Otto, 


For the Diesel, 



Let r^ = — A, where A is a> small quantity, then 


^1 

^2 




= 1-lX 





A 

= 1 +- + - 2 + 3 +..., 



= 1 + ' + 


r 1 , r(r+ 1)^® , r(7+i)(r+2) 


2h‘i 


:J!rJ 


+ . 



[A r+} A\{y+\)(y + 2) A^ n 
1 r/ 2! >?+••• 

J A'^ A^ 

L ri Ti J 


Since the coefficients of the terms Ajr^, A^jrlj etc. in the numerator are > 1, 
the ratio in brackets is > 1; whence instead of subtracting from unity, 

as in the Otto cycle, we subtract something greater; hence, for the same com- 
pression ratio, the Diesel engine efficiency is less than the Otto. 

In the limit when A^O the two efficiencies become equal. 

From this result we can see the importance of cutting off the supply of fuel 
early on the forward stroke; a condition which, because of the small time available 
and the high pressures involved, introduces practical difficulties with high speed 
engines, and necessitates very rigid fuel injection gear. 

In practice the Diesel engine shows a better efficiency than Otto cycle 
engines, because the compression of air alone allows a greater compression 
ratio to be employed. With a mixture of fuel and air, as in practical Otto 
engines, the maximum temperature developed by compression must not exceed 
the ignition temperature of the mixture; hence a definite hmit is imposed on 
the maximum value of the compression ratio. 
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Ex. A Diesel engine has a compression ratio of 14 and cut off takes place at 6 % of 


the stroke. Find the a.s.e. 
Referring to Fig. 24, 


i.e. 


But from p. 77, 


whence 


'3 ^ 2^0 06 , 
v^-v^ 

’'>’^^=0-06. 

Vj/c ,— 1 


V, V. V, r. 


-- = 00 €. 

ri-1 

ri/r2 = 1 + 000(14-1) = 1-78, 


The dual combustion cycle. 

In order to allow more time for the combustion 
without adversely affecting the effifienry, it 
is often arranged, in engines of moderate 
power, for the injection of the fuel to commence 
before the end of the compression stroke; so that 
combustion proceeds partly at constant volume 
and i)artly at approximately constant pressure, 
the ])roportions depending on tlic injection P 
setting, engine speed, and rate of combustion. 

L'onsider one lb. of working fluid having 
constant sj)ecific heats; then, from Fig. 25, 

Hetit added at constant volume = C^,(T.^ — T 2 ), 


ol the fuel in a Diesel engine. 



Heat added at constant pressure = — I c 

Heai rejected at constant volume = (?,(?; - T,). eombustion cycle, 


The efficiency 


^ C,.{T, -T,) + r„{T,-T,) - CAn-T,) 

= 1 _ 

{T,-T,) + y(T,-T,y 


( 1 ) 


Let r-j be the compression ratio 
7*3 be the cut off ratio 
rg be the explosion or pressure ratio 


'*’2 *^^3 

^4 

v^' 
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To eliminate temperature express everything in terms of thus : 
Ti = Tirr\ 

I'a — ~ 


T = T ^ = T X * 

® '\V *\v 3 V ’ 

Vl/ 


By (2), (3), (4) and (5) in (1), 


rlr^-\ 


(r\ ^r^-rl ^) + y(r][ 

J r qrl-l -| 

Uxa-^)+yq('r2 - ')J’ 


( 2 ) 

(3) 

(4) 


(5) 


As Si check on this equation, we have, when r^= 1, i.e. = -Ug, 

which is the A.s.E. of the Otto cycle. 

When 2^3 = j; 2 i ^3 = (®) reduces to 


1 1 R-n 

yrp^Lrj-lJ’ 


which is the Diesel efficiency. 

It is on the dual combustion cycle that most high speed compression ignition 
engines now operate. 


Ex. An oil engine working on the dual combustion cycle has a cylinder 8 in. bore and 
a stroke of 16 in. The compression ratio is 13-5, and the explosion ratio obtaineil from 
an indicator card is 1-41. From the indicator it was also found that the cut off occuried 
at 4-9 % of the stroke. Find the ideal efficiency. 

TT X 64 

Swept volume = — ^ — x 16 = 804 cu. in. 

— ^^ = 13-5. /. r„ H-u- = ] 

V, s 0 i. 

= j2!5 ^ 

With cut off at 4-9 % of stroke; 

Swept volume at cut off = 0-049 x 804 = 39-4 cu. in. 

Total volume at cut off = 39-4 + 64-3 = 103-7 cu. in. 


_ 103-7 
’■* ~ 64“3 


1-612. 
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Efficiency = 1 — 


1 r l-41xl-612i*^-l ■ 

r3“5^ Ll-^1 - 1 + 1^41 X 1-4(1-612 - 1). 



r 1-755 ■ 

Lo-41 + 0“864_ 


= 1-0-38 = 62%. 


Special types of air cycles. 

Although the main types of air cycles have been treated in the preceding pages, 
yet examiners (in order to test the student’s knowledge of fundamentals) often 
search for special types of cycles; examples of which will be found in succeeding 


pages. 

Since in all ideal cycles we consider that the cycle is closed, and all losses are 
suppressed, then by the conservation of energy, 

(Heat sui)plied — the heat rejected) = Work done, 


and the thermal efficiency is 


Work done 
Heat supplied ’ 


From these expressions it should be appreciated that there is no need to 
obtain laboriously the area of the indicator diagram, appropriate to the cycle, 
in order to obtain the work done; we nierel}^ need the temperatures during heating 
and cooling, and the specific heats of the working fluid. 


Ex. The Humphrey gas pump. (I.M.E. 1936.) 

The ideal cycle upon which the Humphrey gas pump is based is one in which heat 
is received at constant volume, and discharged at constant (atmospheric) pressure, 
expansion and compression being adiabatic. If r is the ratio of compression and e 
the expansion ratio, show that the efficiency of the cycle is 

ey—rr ' 


where y is the ratio of the specific heats of the working fluid. 

Heat received per lb. of gas = 

Heat rejected per lb. of gas = 

irffimarinTT — rcccived — Hcs t rejected 
Heat received 

To eliminate temperature from (1), 


*'1 = 

VxiK 


Pi’^ ^ p^v^ 

T, T^’ 

Pi 

’ Pi< 


and Pt = p^. 


( 1 ) 


( 2 ) 


E 


6 
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’ ■ Vi I’', fa/ ■ 

(3) 

But 

^ = r and ^ = -^ = e. 

(4) 

By (4) in (3), 

Pi - 

Pi If/ ’ 

(5) 

By (5) in (2), 

II 

(«) 

Also 

Px , n Pi 

m = and = er-». 

-*4 -^3 

(7) 

By (7) and (C), 

r -A 

* rr-*’ * er-i\j-/ rr ’ 

(8) 

By (C) and (8) in (1), 

re/,r-l/rr-i-| 

V rl J 



1 1 

1 

II 




Operation of the Humphrey pump. 

The chamber A in Fig. 26 contains an explosive charge that is fired by an 
electric spark. The pressure develoiied by 
the explosion drives the water through 
the delivery pipe with such violence that 
the motion of the water continues after 
the explosive pressure falls below atmo- 
spheric. 

The direct result of this reduction in 
pressure is to open the exhaust valve, and 
to cause water to flow into chamber B 
through the suction valves. 

On the pressure wave being reflected, 
the suction valves are closed and the 
product of combustion expelled; whilst 
the impact of water on the exhaust valve 
closes it and again reflects the wave. 

This reflection reduces the pressure in 
chamber A and thereby lifts the lightly 
loaded suction valve so as to allow a fresh 
explosive charge to enter A. On the final 
reflection of the pressure wave this charge 

is compressed and fired. Fig. 26. The Humphrey gas pump. 


Inlet Valve 


Water 
Delivery I 
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1. Carnot cycle. 


EXAMPLES 


(B.Sc. 1931.) 


Prove that a heat engine working on the Carnot ryde between given temperature 
limits is the most elBcient of all heat engines working between these limits. 

Sketch to scale the pv diagram of an engine working on the Carnot cycle between 
temperature limits 50U° and 300“ C. absolute, if the highest pressure in the cycle is 
200 Ib. per sq. in. and the least volume is 0-1 cu. ft. and maximum volume 1 cu. ft. 


Write down the pressure and volume at the end of each operation. 

Ans. Volumes: 0-1, 0-2793, 1-0, 0-358. Pressures: 200, 71-6, 12, 33-5. 


2. Reversibility and the Carnot cycle. Ideal fluid. (B.Sc. 1935.) 

What do you understand by the term reversibility when used in the thermodynamic 
sense ? 

Prove that the efficiency of an engine working on a reversible cycle between tem- 

T — T 

peratures 2\ and is equal to — — and show that no engine can be more efficient 

^ 1 

than this when working over the same temperature range. 

AVhat properties of a working fluid operating on the liankine cycle will permit the 
efficiency to approach that of the Carnot? Ans. See p. 178. 


3. Stirling and Joule engines. 

Compare the efficiency of a Stirling engine which works between temperature limits 
of 400“ and 50° C. with a Joule air engine in which adiabatic compression elevates the 
temperature from 50° to 400° C. 

Ans. Efficiency of Stirling, 52 % . Efficiency of Joule, 62 %. 

4. Gas engine. (B.Sc. 1924.) 

The ])ressures at } and I of the compression stroke of a gas engine are 13 and 67 lb- 

per sq. in. Assuming a compression law of = c, find the compression ratio of the 
engine. 

Calculate the ideal efficiency of the engine and find the gas consumption per i.h.p. 
hour il the relative efficiency is 0-5. The calorific value of the gas is 280 c.H.u. per cu. ft. 

Ans. 5-9; 51-3%; 19-68 cu. ft. per hr. 

5. Otto cycle. 

A gas engine working on the Otto cycle has a cylinder diameter 7 in. and stroke 10 in- 
The clearance volume is 90 cu. in. Find the air standard efficiency of this engine. 

Ans. 48-6%. 

6. Show that for a given compression ratio the Diesel cycle is less efficient than the 
Otto cycle. 

This being so, explain why the Diesel engine in practice is able to show a higher 
efficiency. 


7. Diesel engine. (London B.Sc. 1924.) 

The pressures on the compression curve of s, Diesel engine sre found to be 
at J stroke, 23*4 lb. per sq. in. 
and at J stroke, 161 lb. per sq. in. 


Estimate the compression ratio. 

Calculate the ideal efficiency of the engine if cut off occurs at one-fifteenth of the 

Ans. 12-6 to 1 ; 58-8 %. 


6-2 
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8. Variation of Diesel ideal cycle. (B.Sc. 1924.) 

The ratio of the weight of air to fuel supplied to a Diesel engine is 60. The oil has a 
O.v. of 9000 c.H.lJ. per lb. The temperature of the air at the beginning of compression is 
20° C. and the c.E. = 14. What is the theoretical efficiency of an engine if it is assumed 
that the heat is produced and supplied at constant pressure and that the working 
substance is air? ((7^ = 0-239; = 01 69.) Atis. 61 % . 


9. Dual combustion cycle. (I.M.E.) 

Show that an engine working on the dual combustion cycle, and using ideal air as a 
working fluid, has an efficiency given by 

1 

where r = compression ratio, at = explosion ratio,/) = cut ofi, y = ratio of specific heats. 


10. Dual combustion cycle. (Whitworth 1923.) 

Air at a pressure of 15 lb. per sq. in. and temperature 10° C. is drawn into a cylinder, 
it is then compressed to ^ of its previous volume. Heat is then given to it, at constant 
volume, until its pressure is doubled, and then at constant pressure for J of j)iston 
stroke. The air is then expanded adiabatically to the end of the stroke, i.e. until the 
original volume is reached. Find the temperature of the air at the end of ex})ansion 
and the efficiency of the cycle. (Specific heats, 0-24 and 017.) Arts. 730° C., 45-6 % . 


11. Dual combustion cycle. (B.Sc. 1040.) 

The ideal cycle of an engine may be assumed to consist of (i) adiabatic ronij)ressiun, 
(ii) constant volume heat addition, (iii) constant pressure heat addition, (iv) adiabatic 
expansion, (v) constant volume heat rejection to the initial temperature. 

For an engine operating on this cycle, the compression ratio is 10 : 1 and the initial 
pressure and temperature are 14 lb. per sq. in. and 100° C. respectively. If the maximum 
pressure is limited to 1000 lb. per sq. in., and the heat supplied per lb. of air is 400 c.ii.u., 
determine the ideal air standard efficiency. Ana. 59-5 %. 

12. Special cycles. (B.Sc. 1934.) 

The cycle of an engine consists of three stages: an isothermal compression, an increase 

of pressure at constant volume, and an adiabatic expansion. If r is the ratio of expansion 
and compression, show that the efficiency is 

. 

JCV(rr-i-I)- 

In such a cycle air is supplied at 15 lb. per sq. in. and 27° C. and compressed to 
75 lb. per sq. in. (Cj, = 0-238; = 0-17.) 

Find, per pound of air, the heat supplied in c.H.U. and the work done in ft. -lb. per 
cycle. Ans. 46-1 c.h.u. ; 18,460 ft.-lb. 


13. A pound of air is first expanded isothermally at a temperature of 250° C. from 5001b. 
per sq. in. to 150 lb. per sq. in. absolute, and then adiabatically to 10 lb. per sq. in. 
absolute. The air is then cooled at constant pressure and is finally restored to the initial 
state by adiabatic compression. Calculate the external work done by the air per cycle, 
and find the efficiency of the cycle. Am. 37,100 ft.-lb. ; 61 % . 
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(B.Sc. 1930.) 

14. Find the ideal eflfieiency of the following air engine cycle; Air is compressed 
adiabaticalJy from 15 lb. per sq. in. and 80° C. through a compression ratio of 5; heat 
is added at constant volume until the pressure is 5001b. per sq. in.; the charge then 
expands adiabatically to 15 lb. per sq. in. and finally is brought back to its original 
state by rejecting heat at constant pressure. Assume the specific heat at constant 
volume is constant and = 0-169 and y = 1-4. 

Compare this efficiency with that of the Otto cycle having the same compression ratio. 

Ans. 57-5%; 47-5%. 

(B.Sr. 1937.) 

15. In an internal combustion engine cycle, the heat is all supplied at constant volume, 
compression and expansion arc adiabatic, and the expansion is continued until the 
pre&siiiD is reduced to that at the begiiming of compression. Sketch this cycle on the 
pressure-voluine diagram, and compare it with the diagram for the Otto or constant 
volume cycle, for the same charge weight, the same compression ratio, and the same 
heat supply. 

The efficiency of the extended expansion cycle is represented by the expression 

1— j - J, where r is the ratio of volumes before and after compression, 

a is the latio of the pressure after and before the addition of heat, and y is the ratio of 
the spc» ilic heats at constant pressure and constant volume. Find for a case where 
r = G; tt = 2-5; y = 1-4: 

(i) the latio of the work done in the tA\o cycles for the same charge weight; 

(lij the ratio of the cylinder volumes for the two cycles. 

An8, (i) 51-2%; (ii) 67-9%. 

(B.Sc. 1935.) 

16. An early type of gas engine worked on the following pressure-volume cycle. The 
“combustion” volume w^as filled with the explosive mixture at atmospheric pressure, 
15 lb. per sq. in. and at 77° C.; this charge was ignited, combustion taking place at 
constant volume; expansion then took place adiabatically down to atmospheric pres- 
sure, and was followed by exhaust at atmospheric pressure. Show this cycle for 1 lb. of 
mixture (a) as a pressure-volume diagram, (6) as a temperature-entropy diagram, giving 
the values at the ends of the stages, for the case where the expansion ratio is 3 to 1. 
(Cj, = 0-238 and = 0-17 throughout for the working substance.) 

Ans, At end of ignition, 69-8 lb. per sq. in.; 1626° C. absolute. At end of expansion, 
p = 15 lb. per sq. in.; 1046° C. absolute. Change in 0 = 0-261. 
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THE THEORY AND PRACTICE OF AIR 
COMPRESSORS AND OF AIR MOTORS 

Compressed air. 

That air should be compressed merely to be expanded again seems rather 
paradoxical, but for some purposes compressed air has so many advantages 
over other methods of power transmission that it has established itself securely 
against aU rivals, whilst in some fields it stands alone. To mention but a few 
purposes for which compressed air is employed: 

(1) In mining for operating pneumatic drills, picks, spades, etc., haulage, 
pumps, motor generators, driU sharpeners, coal cutters, etc. 

(2) In engineering generally for operating drills, hammers, hoists, tube 
scalers, paint sprayers, chucks, pile drivers, fuel atomisers, blast furnaces, 
torpedoes, etc., Bessemer converters, starting l.c. engines, supercharging. 

(3) In general for pneumatic tyres, pneumatic tubes for conveyance of 
messages, lift gates, liquid air and separation of gases, air lift pumps, compression 
of lighting gas, glass blowing, air dash pots. 

Of aU the applications cited that of mining is the most important, since com- 
pressed air allows the ore body to be attacked at many points without any 
danger — or change from steam equipment. The exhaust air also ventilates the 
workings — an important consideration when driving a tunnel, and great power 
and speed variation are obtainable from robust and simple plant. 

Glassification of compressors. 

Gas or air compressors may be divided into two main classes: reciprocating 
and rotary. With the exception of the valve gear a reciprocating compressor 
resembles very closely the mechanism of a steam or internal combustion engine, 
whilst rotary compressors are akin to rotary pumps. 

Compressors which are employed to produce a vacuum are known as Air 
pumps or Exhausters, whilst those which produce pressures between 0 and 10 lb. 
per in. gauge are known as Blowers, no qualification being assigned to machines 
which create higher pressures unless they are employed to elevate a pressure 
already above atmospheric, in which case we have a Booster. 

The compression cycle. 

In the commercial compression of a gas we are concerned not only with elevating 
the pressure, but also with discharging the compressed gas to a receiver and 
inducing a fresh supply of gas into the compressor. 
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By the work done in compression — when loosely applied in connection with 
compressors — is generally implied the work done on the whole cycle, which 
compiises induction, compression and discharge; in fact, if the Compression 
index n, in the expression pv'^ = c, is equal to y, the ratio of the specific heats, 



and clearance and leakage are absent, the compression cycle is the reversed 
Bankine, and the total work done is given by 


(see p. 




( 1 ) 


177), the terms inside the bracket being reversed because the imtial 
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pressure than and in the original arrangement this would quite 

properly make W (the work done by the gas) negative. 

Replacing y by n gives the work done on the gas during cycle aa 


n-l 



In the s])ei'ial case of isutlicrmal comjuession n = \, whence from p. 50, 
equation (2) becomes 

P\ 

In isothermal rom])ressinn tlicre is no gain of internal energy, or in pressure 
energy, since iJie Icnij^erature remains constant and PxV^ = 7 ^ 2 ^’ 2 ; therefore by 
the Conscrvalit)!! Law, p. 19, the entire work of compression is discharged to the 
cooling water (sec pp. 92 and 94). 

On these considerations it would appear useless to compress a gas; actually, 
however, the increased pressure of the gas enables it to expand to a lower pressure 
and temperature given by 

When n = 1 in the previous expressions a supply of heat enters the gas and 
does an amount of work equal to that done in compression. When n = y work 
is done at the expense of internal energy. 

Equation (2) is the most convenient expression from which to determine the 
work done on the compression cycle, because, for any particular purpose, the 
Delivery pressure p.^, and the aspirated or Free volume of air are known, 
whilst px and are usually controlled by atmospheric conditions. 

Ex. Bore and stroke for a double-acting single-stage compressor. 

Determine the size of cylinder for a double-acting air compressor of 50 l.H.p. in which 
the air is drawn in at 15 lb. per sq. in. pressure and 60° F., and compressed according 
to the law, = constant, to 90 lb. per sq. in. r.p.m. = 100; average piston speed 
= 500f.p.m. Neglect clearance. 


71—1 



= 31-32 lb. per sq. in. 

•For the restriction on this equation see p. 759, 
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Let A be the cross-sectional area of the piston in sq. in., then 
A X 31-32 X 600 = 60 X 33,000, 


33^00 

3r32 


106-3G sq. in. 


Diameter of cylinder = 


/105-36 
V 7r/4 


11-58 in. 


Stroke = 


500 

2x100 


= 2-5 ft. 


The best value of the compression index n. 

If the air could be used for the develojjment of work immediately after com- 
pression — as ill the missed cycle of an internal combustion engine — the actual 
value of n would be immaterial, because any increase in internal energy due to n 
being greater than unity could be re-converted into mechanical work on expansion. 

f Generally, however, air is compressed with a view to transmitting power, and 
unless elaborate precautions are taken against radiation some of the internal 
energy imparted during compression will be lost. For this reason then — apart 
from lubri cation troubles that attend high temperatures — it is very desirable to 
eom])ress isotherm ally, for which n = 1. 

Isothermal efficiency (or compression efficiency). 

The performance of an actual reciprocating compressor is expressed by the ratio 

Isothermal work 
Indicated work ' 

which is known as the Isothermal efficiency, the isothermal work being 
given by 

V\ 

where is the volume of free air delivered, i.e. the delivered air reduced to 
intake pressure and temperature, not the volume swept out by the piston. 

The indicated work must be obtained from indicator diagrams unless the 
diagram factor can be estimated from experience with similar machines. 

In many compressors the overall isothermal efficiency is defined by 

Isothermal h.p. 

B.H.P. api)lied to the compressor* 
and is of the order of 60 %. 

Ex. It is desired to compress 60 lb. of air per min. to a pressure of 85 lb. per sq. in. 
absolute in a compressor having an isothermal efficiency of 77 %. If the atmospheric 
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oonditions at the point where the compressor is situated are 50° F. and 13-8 lb. per 
sq. in. absolute, what will be the l.H.P. of the compressor ? 

Isothermal work done 
Isothermal eflSciency = “Actual work done • 


Actual work per lb. of air 

13-8x144 fl4-7x 12-39 510), 85 

= -0-77 - ^ I 13-8 ^ 492] 


= 64,100 ft.-lb. 


.'. l.H.P. 


64,100x60 

” 337 ) 00 “ 


Ex. An air compressor driven directly by a Diesel engine handles 1000 cu. ft. of free air 
per min., the induction pressure being 14 lb. per sq. in., the temperature 60° F., and the 
compression pressure 175 lb. per sq. in. absolute. If the overall isothermal efficiency 
of the compressor is 70 % and the brake thermal efficiency of the engine 25 %, find the 
gallons of oil required per day of 24 hr. if each gallon hberates 147,000 B.T.U. 

Actual work per 1000 cu. ft. of air to be supplied by oil 


_ 14-0x144 
“ (h70 X 0-25 

= 400,700. 


(1000) log,— 


Gallons of oil per min. 

176 

14 0x144x1000 log, 

^ 0-7 X 0-25x147,000x778 


0-2547. 


Hence per 24 hr., 


Oil consumed = 0-2547 x 60 x 24 


= 366-6 gallons. 


Methods of improving the isothermal efficiency of compressors. 

The sole object of all the methods in use is to reduce the final temperature 
Tg so that the actual work approaches more closely to that in isothermal 
compression. 

(1) In early compressors, air was 

compressed over water with a view Delivery 

to removing the heat generated (see 
Fig. 28). Unfortunately the speed 
of compression was limited by the 
inertia of the water, which caused 
water hammer, and spray was 
carried over into the delivery pipe, 

which caused ice to choke the rock drills operated by this compressor. 
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(2) Hydraulic compressor. Perhaps the only isothermal compressor in use 
to-day is the hydraulic type, in which impounded water is allowed to fall through 
a Venturi throat. The throat causes the pressure at this point to be less than 
atmospheric, and thereby air is drawn into a cavern in which the roof is higher 
than the water outlet from the chamber. To allow for friction, and to produce a 
downward velocity in excess of the upward velocity of the air bubbles, the actual 
discharge outlet must be lower than the water inlet, which is fitted with strainers 
and air pipes that lead to the Venturi throat. 

A notable example of this type of compressor occurs at Ragged Chutes in 
Northern Ontario, in which the original fall at Ragged Chutes was dammed, and 
the Montreal River discharged down a vertical shaft 242 ft. deep to rise from 
another shaft at a lower level (see Fig. 29). 



The air drawn in at the Venturi is released in the cavern, where it is available 
for use. The wet discharge from the blow-oflf pipe, when the air was wasted, was 
quite a spectacle. 

Small hydraulic compressor. 

When the Mont Cenis tunnel was being driven a compressor was designed on 
the lines of the one shown in Fig. 30. 

In this compressor the inlet valve A and outlet valve B are of the piston type, 
being connected mechanically and driven externally (see Fig. 30). 

When B is open the water in the compressor runs to waste, and in so doing it 
induces a flow of air inwards through the air section valves. On B closing, A 
opens and high-pressure water displaces the air to the receiver, the cycle being 
repeated continually. 

On account of its slow speed of operation the machine is cumbersome, but its 
installation is justified where a constant supply of high-pressure water is available 
without excessive civil engineering costs. 

In common with other types of hydraulic compressors, or hydraulic rams, only 
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a small portion of the energy available in the water is actually imparted to the 
air, the major portion running to waste. 



Fig. 30. Small hydraulic compri'i>SDr. 


(3) Spray injection. Some years ago the practice of injecting a spray of 
water into the compressor cylinder towards the end of the compression stroke 
(with the object of cooling the air) was in common use. Such a method necessitated 
special injection gear, and the water interfered with cylinder lubrication, attacked 
the cylinder and valves, and had to bo separated before the air could be used. 

(4) Water jacketing. Thefittingof water jackets to compressor cylinders keeps 
the cylinder temperature low enough to permit piston lubrication, but not any- 
thing like low enough to prevent the air temperature rising during compression. 



Fig. 31. DoublB-acting water-jacketed compressor. 
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(5) By a suitable choice of cylinder proportions. By providing a short 
stroke and a large bore, in conjunction with sleeve valves, a much greater surface 
is available for coohng, and the surface of the cylinder head is far more effective 
in this respect than the surface of the barrel, because the periodic motion of the 
piston does not allow the barrel to be exposed to the air for a sufficient time for 
beat to flow away. Moreover the air is compressed against the cylinder cover. 



Fi^. 32 SlpBvc* valve air CDrnpressor. 


Unfortunately clearance increases as the square of the bore, but in the Broom- 

Vade compressor (Fig. 32) this increase is compensated for by the meohanioallv 
operated valve. ^ 
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(6) Stage compression. If the compression is performed in two or more 
cylinders (arranged in series) instead of in one cylinder, an opportunity is given 
for cooling the air in an external cooler on discharge from one cylinder and before 
entering the next. The surface area of the cooler is not restricted as is that of 
the compressor cylinder, so that cooling is more complete. The advantages of 
water-cooled cylinders are thereby combined with the possibility of restoring the 
air to its initial temperature after discharge from each cylinder, and, if an infinite 
number of stages were employed, isothermal compression would result. 



Fig. 33. Double-acting two-stage compressor. 

Since the cooler is placed in between stages, it is known as an Intercooler. 
With the object of removing moisture, coolers are sometimes fitted alter the 
last stage, and for this reason are called After coolers, but it should be observed 
that after coolers cannot influence the work done in compression. 

Incidental advantages of stage compression. 

Stage compression results in: 

(1) Better mechanical balance, and torque of multi-crank machines. 

(2) Increased volumetric efficiency in consequence of the lower pressure in 
the low-pressure cylinder (l.p. cylinder) clearance. 

(3) For a considerable pressure range there is a reduction of about 20% in 
the power to drive. 
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(4) The possibility of running at higher speeds for the same isothermal efl&- 
ciency, even though an increase of speed in itself causes increased heating. 

(5) The provision of better lubrication, due to the smaUer working tem- 
peratures. 

(6) Smaller leakage loss, owing to better cylinder lubrication, and reduced 
pressure difference over the two sides of the piston, and the valves. 

(7) Lighter C 5 dindera, see p. 258. 



Fig. 34. Tliree-stagp single acting single-linB air compreasor. 


Single-acting compressors. 

The idle stroke in single-acting compressors, and the available cooling surface 
of trunk pistons, allows a twin cylinder single-acting machine to approach 
isothermal conditions more closely than a double-acting single- cylinder com- 
pressor. Fig. 35 illustrates a high speed single acting compressor. 
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Fig. 35. Vertical single-acting air compressor, water -jacketed single stage. 


Ex. Horse-power and cooling water. (B.Sc. Part T, 1937.) 

A Ringlc-arting air compressor has a cylinder 8 in. diameter and 12 in. stroke, and 
runs at 150 r.p.m. If the suction pressure and temperature are 14 lb. per sq. in. and 
15 C. respectively, and the delivery pressure is 140 lb. per sq. in., calculate the horse- 
power required to drive the compressor, assuming the law of compression to be 
= constant, and neglecting clearance. If an after cooler cools the compressed air 
to 25° C., calculate the quantity of cooling water required in lb. per min. for a rise in 
temperature of 5° C. 

lake the specific heats for air at constant pressure and constant volume as 0-238 
and 0-17 respectively. 


Work done = 


n-l 





Temperature T Pressure 
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Swept volume per min. = j x ^^ 2 ) ^ ^ ^ ~ 

. ^^14><144x523nHC)j>_ n j,,„ 

•• as.iHJo LU*/ J 

/140\* 

7’2 = 288 jYI =423 
= 2!)S 

Temperature rise = 125° 

= (r'^-rj = ()-23S-017 = 0068. 

/J = 95-3. 

14x144x52-3 
“'= 95-3 X 288- = 

Heat rejertt‘(l = 0-238 x 3*845 x 125 = J 14-3 c.h.ct. 

Weight of cooling water = = 22-9 lb. per min. 

(J 


Ideal intercooler pressure for two-stage polytropic compression. 

In an iileal L’oiiii)reasor where clearance and valve resistance may be con- 
sidcrcrl to be ab.sent, the induction pressure is atmospheric, whilst the dis- 
charge pressure is fixed by the jmrpose for which the air is to be used, and is 
maintained constant by relief valves and unloading devices.* The interstage 
jiressure is, however, under the control of the designer, being determined by the 
rclalitm between the cylinder volumes. 

Now from Fig. 30 it will be seen that the total work per cycle, done in a two- 
stage compressor, is the sum of the red and black dotted areas, and that, by a 
correct choii-c of^)^’ 1^^^ black areas may be reduced to a minimum, thus: 


Work done. - >] + ,7! -'-l]. 


Taking the same value of r? for both theii.P. andL.p. cylinders and assuming that 
intercooling is perfect, i.e. it restores the air to temperature then 

“) 

Differentiating with respect to 

dW n — /n-l\ ^-21 


♦ Sb0 p. 111. 


W H F. 


7 
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n * 

Multiplying throughout by and equating to zero gives 

Ifh 




-il* — - = 0 
2 (— ) ’ 


whence 

Pi — PiPit 

i.e. 

Pz ^ Ps 

Pi Pa 

or 

Pa = ^JiPiPa)- 

T-y ( 2 ) in ( 1 ), 

7i- 1 

TI7 ^ 



n 1 

2n 

Ki) 


In general, with N stages, ^ ^ ^ = ... = 

Vi Vi Pn 

The work done per stage being equal for this condition 




Equation (3) is very important, since it applies to any type of compressor or 
motor, and even to vapour engines, provided = or < 7 . 

In the event of intercooling being imperfect we must treat each stage as a 
sejiarate conquessor, in which case N in (3) will be unity. With this s])ecial value 
of jV the power per stage can be calculated, and finally the total power is the sum 
of the powers per stage: 

Heat rejection per stage per lb. of air. 

If the air is cooled to its initial temperature the whole of the work done in 
compression must be rejected to the cooling medium. 

Hence for a single stage the heat rejected is given by 




( 4 ) 
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n-l 


and since for 1 lb. of = RT^ and — ^ i then (4) may be written as 


or 


but 


w = ~ ^^(T.-T.) heat units; 
n—\J 

l = (C,-C'„). 


an 


.(5) 


.( 6 ) 


Heat rejected with perfect intercooling 

= [c, + ( r* - ro per lb. of air. 

The first term in (6) represents the heat rejected .it constant pressure in the 
intercooler, whilst the second term represents the heat rejected during com- 
pression alone; and writing it may be reduced to the form 

J (y — 1) 

y — 71 

X Work done in heat units, 

y-1 

as deduced on p. 60. 

To find the change in 0 during the first stage of compression we have, from the 
definition of entropy, t/0 = dW/T, 

Differentiating (5) and dividing by T, 


Integrating gives the change in 0 as 


71 /p 


(7) 


For the complete isothermal two-stage compression the change in 56 
But if the work done in stage compression is to be a Tn^rnTnutn 


( 8 ) 


^2 ( P ^ " 




n-l 
(P3\ 2 " 


.( 9 ) 


7-7 
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if) 


2n 


By (9) in (7), (C^ - C;) log, 

(10) 

Comparing (8) and (10) it ^ill be seen that one is half the value of the other; 
hence the work done jjcr stage is a minimum when the increase in entropy per 
stage is 

Isothermal increase in 0 for whole com])ression 
Number of stages 

and the maximum temperature per stage is constant and equal to To. 

Ex. Single-acting two -stage compressor. 

In a two-stage air compressor the l.p. cylinder dra^\s in 5 cu. ft. of air at a temperature 
of 15° C. and a pressure of 15 lb. per sq. in. absolute. It is compressed adiabatically to 
30 lb. per sq. in. and then delivered to a receiver, where the air is cooled under const ant 
pressure to 15°C. This air is then drawn into the H.i*. cylindei' and eonipressed adia- 
batieallyto GO lb. per sq. in. and delivered to the reservoir. Find tlieii.r. requiretl when 
running single acting at 100 r.p.m. 

Since intercooling is perfect and the inter-stage pressure 30 lb. per sq. in. = ^'(15 x 60), 
we can apply equation 

N - 1 


5xU4x5[(“)= “-ij 


2x14 
'»■= 04 


= 10,570 ft. -lb. 

10,570x100 


H.r. = 


33,000 


= 50-3. 


Ex. Weight of water required for inter cooling. 

A two-stage air compressor compresses air to 600 lb. per sq. in. from 15 lb. per sq. in. 
and 20° C. If the law of compression ispv^'^^ = constant and the inter cooling is complete 
to 20° C., find per lb. of air 

(a) the work done in compressing, 

(h) the weight of water necessary for abstracting the heat in the intercooler if the 
temperature rise of the cooHng water is 25° C. 

12 = 96, = 0-2373. 

The work done with perfect intercooling is given by 

7 ?- 1 


W = -^ 1^,.- X 96 X 293 
0-35 


0 35 



P2 = \/15x600. 


133,200 ft.-lb. 
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Temperature at end of compression 

n 1 n'.l.’i 

= T„=: = 21)3 ' ^'* = 293 x 1 014 = 473° absolute. 

Loss of heat in interrooler per lb. of air cooled 

= 0-2373(473-2113) = 42-8 c.h.u. 

Weirrht of rnoliniT water w'x2,'5 = 42-lS. iv = 1-71 lb. per lb. of air. 


Ex. Horse -power for a compound air compressor with imperfect intercoolin^- 

(Senior Whitworth 11)25.) 

Estimate tlir‘Ti.P. of a r‘oiii]H)und air compressor necessary to compress 10,000 cu. ft. 
per In . ol dry air at 15 lb. per sq. in. absolute and 10“ C. to a final pressure of 500 lb. 
per sip 111 . absolute. The intermediate receiver cools the air to 30 C. and 801b. per 
sip in. Assume a mechanical efficiency of 85 %. 


Since intercooliiiir is imjierfect, the equation 


n- 1 


'"-'I 

cannot be applied directly, but, by taking N = 1, it must be applied twice, thus: 

A 1 i- . • ^ 

\ ohmic ol air per mm. = = lbC-7 cu. ft. 

ta) 


1-4 

Work done in L.P. cylinder = 15 x 144 x 166-7 




Let be the condition on leaving the intercooler, aiidpit’^Tj be the condition 

of the fret' air; then 

P-.V. T, 303 


Work clone in the u.r. cylinder = ^ x 1 5 x 1 44 x 1 66-7 x ^ ~ 

n 1 0 4 


Total A\ ork done 


1-4 

= X 15 X 144 x 
0■4 


= 1,705,000 ft. -lb. 

AlloAAing for the inechanieal efficiency, theH.P. absorbed 

1,705,000 


33,000 X 0-85 


= 61. 


Clearance in compressors. 

To allow for wear, and to give mechanical freedom, a space must be left between 
the cylinder end and the piston; in addition, provision must be made for the 
reception of valves. The sum of these two spaces is known as the clearance volume. 
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In high-class h.p. compressors it may be as little as 3 % of the swept volume, lead 
fuse wire being used to determine the actual width of the gap between the cylinder 
end and the piston, whilst in cheap L.r. comjjressors the clearance may be 60 % 
of the swept volume, in which case the thickness of a flattened ball of putty is a 
measure of the gaji. 

Effects of clearance. 

The direct effect of clearance is to make the volume taken in per stroke less - 
than the swept volume, and because of the necessary increase in the size of the 
compressor (to maintain the outi)ut) the j)ower to drive the compressor is slightly 
increased. The maximum compression pressure is also controlled by the clear- 
ance volume. 

Value of clearance. 

(1) Since less precision is required in machining and erection, a large clearance 
cheapens a com])ressor and tends to increase its reliability. 

(2) A variable clearance is a convenient and safe way of controlling the output 
of a constant speed compressor. 

(3) Increasing the clearance in one stage throws more work on the stage below. 
In this way the temperature rise in the higher stages, consequent on controlling 
the output by throttling the l.p. suction, may be limited (see p. 109). 

Volumetric efficiency of compressors. 

The volumetric efficiency of a compressor is the ratio 

Free air delivered per stroke or per minute 
Swept volume of l.p. cylinder per stroke or per minute ' 

Free air delivered (f.a.d.). 

The free air delivered is the actual volume delivered at the stated pressure 
reduced to intake temperature and pressme, and expressed in cubic feet per 
minute. < 

Displacement. 

Displacement is the actual volume in cubic feet swept out per minute by the 
L.P. piston or pistons during the suction strokes. 

The free air delivered jier minute is less than the displacement of the com- 
pressor because: 

{a) The fluid resistance through the air intake and valves prevents the cylinder 
being fully charged with air at atmospheric conditions. 

(6) On entering the hot cylinder the air expands; so that the mass of air present 
(compared with that at atmospheric pressure) is reduced in the ratio 

Absolute atmospheric temperature 
Absolute temperature of the air in the cylinder* 
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(c) The high-pressure air, trapped in the clearance space, must expand to a 
pressure below atmospheric before the automatic suction valves can open; a 
portion of the suction stroke is therefore wasted in effecting this expansion. 

(d) Leakage causes a certain loss. 

An estimate of the reduction in the capacity of a compressor due to clearance 
may be obtained as follows: 

From Fig. 37, the volume of clearance air at pressurepg expands to Vg according 
to the relation 

1 




Fig. 37. 


Hence (with a swept volume v^) the effective suction volume 


1 




Volumetric efficiency 



known as the Clearance ratio, and upon this, and upon the pressure ratio, 
the volumetric efficiency of a compressor depends. The greater the pressure ratio 
the less must be the clearance volume, and in some modern compressors — where 
the terminal pressure is so high as to confer on the air the density of mercury- 
clearance becomes an important factor. 
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The power to drive a compressor having clearance. 

Apart from friction and radiation losses the power to drive a compressor is not 
seriously affected by clearance, since the expanding air develops positive work 
equal to that done on it during compression, thus ; 

The work done during compression, neglecting clearance, 


n-l 



The work done during expansion, taking the same value of n as for compression, 


71-1 



TF-l 

Nett work done = (- ” J " - 1] ('<'i - ^e). 

But Vj—Vg = Effective swept volume. 


The nett work done during a compression cycle 

n — 1 

= Pi ^ Effective swept volume x " - 1 J (1 ) 

Tn a multi-stage machine this expression must be applied to each stage in order 
to obtain the total work done in compression. 


Ex. Volumetric efficiency of a compressor. 

The piston of an air compressor has a displacement of 350 cu. ft. per min. If the air 
at the intake is at 00° F. and 14-0 lb. per sq. in. absolute and the compressor in 70 sec. 
raise.? the pressure in a 52 cu. ft. receiver to 100 lb. per sq. in. gauge and the temperature 
is 105°F., what is the volumetric efficiency of the compressor? 

Assume initial temperature and pressure in the receiver to be 60° F. and 14-7 lb. per 
sq. in. absolute, and R = 53-35. 

pv = wRT, 


w (finally) 


114-7 X 144 X 52 
53-35x565 “ 


- 2S-5 lb. 


w (initially) = - 


14-7x144x52 


= 3-97 


53-35 X 520 

Weight of air compressed in 70 sec. = 24-53 lb. 

Specific volume at intake 

^14-7x1^39x520 
14-0x492 


= 13-73 cu. ft. per lb. 
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Equivalent free volume at 14 0 lb. per aq. in. and 60° F. 

= 24-53 X 13-73 = 337-3 cu. ft. 

kSwept volume in 70 sec. = x 350 = 408-5 cu. ft. 

337-3 

Volumetric efficiency = ^ = 82-6 %. 


Ex. Variable clearance. Horse-power to drive. (Junior Wliitworth 1937.) 

A certain air eomprcasor has a stroke of 30 in. and a rlearance equal to 3 % of the 
piston swept volume. It delivers air at a pressure of 100 lb. per sq. in. gauge. After 
overhaul, a distance piece 0-4 in. thick, which was originally inserted between the 
cylinder head and the cylinder, is accidentally omitted. Estimate the % change in 

[a) volume of free air delivered, 

(&) the H.p. necessary to drive the compressor, ti = 1 -3. 

If the clearance is 3 % with the distance piece in position and d is the diameter of the 
cylinder, then 


= 0-03, 


7rd^l4:X Clearance length 
77^2/4 X 30 

whence the length of clearance = 0-9. 

(0'9-0-4) 

With the liner removed the % clearance = ^ ^ x 100 = 1-660 

In the absence of leakage the f.a.d. per stroke 

1 

= equation, p. 103). 

mi. 0 / 1 /Firial F.A.n.- Original F.A.i).\ 

The % change in r.A.D. = .x • - i IbO 

^ \ Original r.A.n. / 

1 100 


100 


Final f.a.T). ^ 

^Original f.a.d. 

7’ — V 

Irf-'] 

r-r.^ 

T-t-il 

.\pii j 

r 


1- ^ 
'Vs 

’(-V-il 

ApJ j 

5)' 


- 1 100 


1-0-03 


liW-'l 


100 


= 5-7 %. 
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The power to drive ^ 

= X (effective swept volume per min.) [(v)" 

The % change in the power to drive 


= "Final ^ ^ _ i] loO, 

Original J Llnitial F.a.d. 


whence the % change in the power to drive is also 5-7 %. 


Ex. Performance of a compressor. (B.Sc. 1932.) 

Give a brief account of the various factors which determine the performance of air 
compressors. 



Fig. 3B shows an indicator diagram taken from a single-stage air compressor, which 
takes air from the atmosphere at 15 lb. per sq. in. and delivers it tt) the mains, where 
the pressure is 1051b. per sq. in. Find the indicated efficiency of the compressor, and 
discuss the differences between the given diagram and that theoretically possible, 
assuming isothermal compression. 

By the performance of a compressor is generally implied the weight of air delivered 
per min. per B.ii.r. impressed on the machine. 

For a machine of given capacity and terminal pressure the performance is influenced 

V 

(1) The pressure range per cylinder; since the higher the pressure, the greater the 
weight of air in the clearance space, and therefore the smaller the volumetric efficiency, 
and the greater the leakage past the piston. 

(2) The number of stages employed. 

(3) The clearance ^ olumc. 

(4) The type and disposition of the valves. 

(5) The speed of the machine. 

(6) The efficiency of cooling. 

(7) The air intake piping. 
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Length of diagram = 2-68 in., 

Area of diagram = 1-75 per sq. in. 

1-75 

/. Average height of diagram = = 0*653 in. 


Height for a pressure change of (105 — 15) = 2*11 in. 

M.E.P. = X 00 = 27*83 lb. per aq. in. 

Work done per stroke by an ideal compressor without clearance = Pi^ilog^r, where 
Uj is the eflective stroke volume. 

2*08, 105 


2-65x27-83 


Isothermal efficiency = ■ 

Difference between diagrams. 

(1) Throttling of the air at intake causes the suction pressuT-e to fall below 15 lb. 
per sq. m. 

(2) Throttling of the air at outlet causes the discharge pressure to rise above 105 lb. 
per sq ui. 

(3) Clearance causes expansion on the out stroke, and thereby reduces the capacity 
of the machine. 

(4) Cooling during compression is imperfect, because n = 1*2, thus 

Length of clearance volume on diagram =015 in. 

Length of swept volume on diagram = 2*68 

Total volume at 15 lb. per sq. in. is represented by 2*83 in. 

2-83 

Total volume = x 2*65 = 2 8 cu. ft. 

Total volume at 105 lb. per sq. m. 


= X 2 f)5 = 0-554 cu. ft. 
2*uS 


105x0*554^^ = 15x 


/ 2*8 

(0*554) 


105 

15 


= 7. 


■ n = — = 1*2 

log 5*06 


Effect of atmospheric conditions on the output of a compressor. 

A low barometer and a high temperature (as encountered at considerable 
elevations during daytime in tropical couiitiies) is responsible for an appreciable 
diminution in the mass output of compressors which have to operate under these 
conditions. 

The volumetric efficiency (when referred to a standard atmosphere) falls by 
about 3 % per 1000 ft. increase in elevation, and 1 % per 5° C. increase in 
temperature. As a result of the considerable reduction in temperature after 
sundown, and the accomi)anying humidity, power plant in tropical climates runs 
considerably better at night. 
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Ex. A portable compressor was removed from a place where the barometric pressure 
was 30 in., and the average intake temperature lOOT., to a mountainous region where 
the barometric pressure was 25 in. and temperature 45 F . By what percentage is the 
mass output of the machine changed'^ 

If the law of compression is ^ = c, and the gauge pressure is 85 lb. per sq. in., 
determine the compression ratio for the two cases. 


Since the mass output is required, use should be made of the equation pv = wRl\ 
where p is the intake pressure, T the intake temperature, and v the effective swept 


volume. 



( 1 ) 


Percentage change in output = 100 ^ 


But 


^ . Initial total volume 

Compression ratio = t:, , ^ ^ i = • 

^ Final totiil volume Vn 




• = 

■■ 1’2 l/'l' 

1 

^ /cS5 + 14-7\ii 

Compression ratio initially = 1 7 " I “ 4’3o. 

1 

( 85 + 12-2r)\i i 

10.95 “I “ 4-92. 


To show that throttling the low-pressure suction increases the tem- 
perature range in successive stages. 

If air is prevented from entering a compressor, then obviously it cannot be 


delivered; and since obstruction of the 
L.P. suction is so easily effected, it would 
a])])ear to be the simplest method of con- 
trolling the output of a constant speed 
comiiressor. 

Unfortunately this method is not un- 
attended with danger, owing to the 
abnormal temperature rise in the higher 
stages of compression; so high, in fact, 
that in three-stage compressors, gunmetal 
valves sometimes melt. 

The reason for this increase in tempe- 
rature is as follows: Throttling the suction 
reduces the suction pressure from p^ to pj, 
the effect being 10 shift the compression 



Fig. 39. The effect of throttling the 
L.P. suction. 
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curve bodily to the left of the diagram (see Fig. 39). Now the effective swept 
volume of the h.p. cylinder, neglecting clearance, is not affected by throttling 
the L.r. suction, neither is the delivery pressure. If, therefore, the h.p. cylinder 
is to be completely filled with aii the receiver pressure must drop from pg 
and in this way increase the pressure range in the H.P. cylinder, so that the 
temperature range will be increased according to the relation 

?i-i 



A safer, though rather more extravagant, control of output on constant speed 
compressors may be effected by blowing l.p. air to waste; or alternatively by 
vaiMiig tlie clearance volume. 

To show that increasing the clearance in one stage causes more work 
to be done in the lower stage. 

In Fig. 40 the shaded areas represent tlie normal working of a two-stage 
corny)! essor, the dotted line indii'ating the expansion in the h.p. cylinrler con- 
sequent on increasing the h.p. clearance volume. The expansion reduces the 



effective swept volume of the h.p. cylinder, and therefore the receiver pressure 
must build up until the cooled discharge of the l.p, is equal to the effective swept 
volume of the h.p. cylinder. In this way the work done in the L.p. cylinder is 
increased and that in the H.P. reduced. 

Because of the reduced pressure range in the h.p. cylinder that attends an 
increase in clearance, a combination of l.p. throttle control and h.p. clearance 
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adjustment forms a perfect method of controlling the output of a constant speed 
compressor, the increased pressure range in the h.p. cylinder consequent on 
throttling the l.p. being negatived by increasing the h.p. clearance. 

Compressor valves. 

The considerations which determine the choice of compressor valves are: 

(1) The capacity of the machine. 

(2) The discharge pressure. 

(3) The rotational speed of the compressor. 



Fig. 41. Plate or disc valve. 


Experience has evolved the following main types: For slow-sjieed large- 
capacity machines, operating at moderate pressures, the disc or feather valve 
(Fig. 41). For high-pressure machines the poyipet valve (Fig. 42). For high speeds 
some form of mechanical valve of the Corliss, sleeve, 
rotary or semi-rotary types. 

Disc and pojipet valves are usually actuated by a 
pressure diflcrencc over their faces. The return of the 
suction valve is assisted by a light spring, wdiilst a 
heavier spring is used on tlie discharge valve to effect 
more rapid closing, and thereby prevent dense high- 
pressure air from leaking back into the cylinder on 
the suction stroke. 

With automatic valves it is important that they 
should be light, and exceptionally strong, to prevent 
distortion and consequent leakage under ap])rcciable 
temperaturos, and also to avoid cracking the valve by 42. Automatic poppet 
hitting tlie guard which is provided to limit its lift. valve. 



Control of compressors. 

In practice it is necessary to instal an air compressor sufficiently large to meet 
the maximum demands, whereas actually the machine may work for long periods 
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at a fraction of its rated output. Provision must therefore be made for balancing 
the supply and demand. 

There are two main classes of control: 

(1) Variable speed. 

(2) Constant speed in which unloading devices are employed. 

Method (1) is best apj)lied to machines that are driven directly by steam or 
internal combustion engines or water motors. With electric drives the good power 
Icictor of synchronous motors commends them for compressor drives, even at the 
extra expense to start them as induction motors. The characteristic of syn- 
elironous motors is, of course, constant speed, so that the output of the compressor 
must be varied; 

[а) By throttling the low-pressure suction. 

(б) Increasing the clearance volume. 

Blowing low-pressure air to waste. 

Regulation of direct steam-driven compressors. 

The regulation must provide ; 

( 7 ) Against any change in speed due to fluctuating steam pressure. 

(b) For varying the speed of the engine to maintain constant air pressure. 

(r) Against racing of the engine in the event of a burst pipe or broken crank- 
shaft. 

To satisfy the above conditions a Centrifugal governor is usually employed 
in conjunction with an air-pressure regulator. These components jointly 
operate the throttle valve or vary the cut off. 

In the type illustrated in Fig. 43, turning the handwheel allows the spring A 
to oj)en the valve B. 

AV'hcn the air pressure increases above a predetermined amount, the diaphragm 

dc])rcssed against the combined resistance of spring G and the pressure on 
\ alve D due to leakage steam, with the result that D is opened and the pressure 
on tlie top of i)iston E is released; consequently valve B closes against the 
resistance of spring A. 

A fall in air pressure reverses the action, valve B being opened by the joint 
action of A and the pressure difference across the valve B. 


Unloading devices. 

Although the output of steam and internal combustion engine driven com- 
pressors may be partly controlled by the throttle, the efficiency falls off with a 
reduction in speed, and a point is reached at which the engine will cease to run 
evenly with the compressor delivering against full pressure. The modern tendency 
is therefore to employ some unloading device as on motor-driven compressors. 
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Throttle control. 

Fig. 44 shows a piston-operated low-pressure throttle in which high-pressure 
air from the air receiver depresses a piston against a spring, thereby causing 
valve A to partly obstruct the low-pressure suction opening. When the receiver 
pressure falls the reverse action takes place. 



Fig. 43. Air-pressure regulator. 


Clearance control. 

In the variable clearance method of controlling the output the volumetric 
efficiency of the compressor is reduced in proper proportion, and simultaneously, 
in both H.p. and l.p. cylinders, although the regulation takes place in steps rather 
than gradually. 
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Fig. 44. Tliroitlf* control. 



Fig. 45. Part section of cornproasor cyliiidor showing valve. Equipment for 
regulation by clearance control. 


WH E 
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When the receiver pressure exceeds a predetermined amount a dead Aveight is 
raised by a diaphragm, so that a piston valve opens a port, and so releases the air 
pressure in chamber A (Fig. 45). A spring 1 lifts valve 2 and thereby puts the 
additional clearance space into communication with the cylinder. 

Should the pressure continue rising, the continued upward motion of the 
diaphragm opens a second valve {B) and so on until the air demand and supply 
balance. 


Control for blowing air direct to the atmosphere. 


The device shown in Fig. 40 constitutes a by-pass valve, so that the h.p. 


cylinder delivers air direct to the at- 
mosphere when the receiver pressure 
exceeds a desired amount. 

In operation high-pressure air forces 
the reJay piston upw'ards against the 
resistance of a dead weight until a 
passage communicating Avith piston B 
is uncovered. This allow s high-pressure 
air to moA"e piston B dowmAvards so 
as to o]jen the atmospheric release, 
the hack pressure valve preventing 
i‘sca})e of high-pressure air from the 
receiver. 

On a fall of pressure the relay ])iston 
descends and cuts off the supply to B^ 
Avhich rises, and thereby closes the 
atmosjdicric release. 

Rotary compressors. 

The rotary principle has alw^ays ex- 
ercised a fascination for inventors, and 
although many rotary types of com- 
pressors arc in existence, the principal 

are the Crescent type, Root’s blower 
and the Turbo compressor. 



Fig. 46. Coiitrnl for blowing direct 
to atmosphere. 


The crescent or vane types. 

These machines (Fig. 47) comprise a truly cylindrical casing into which is 
fitted eccentricallj’', a rotor carrying blades that can slide radially in accurately 
fitting slots. 

Centrifugal force throws the blades out to make contact with the casing for 
all angular positions of the rotor. To remove the pressure of the blades from the 
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casing, restraining rings, having a bore slightly less than that of the casing, are 
' often fitted. 

Fnr its operation the compressor depends upon the eccentricity of the rotor 
to the casing, and on the disposition of the suction and discharge ports. The 
suction ])ort is arranged so as to subtcjid a maximum arc between the blades in 
contact with the casing, and thereby to charge the cells between adjacent blades 
jtli a maximum quantity of air, whilst tlie discharge port is of such a width, and 
111 bucli a position, that the volume between the cells is very small. The actual 
volume depends upon the degree of comjiression required. 


WA'^CB 

□ UlLET 



rsually a non-return valve is fitted on the delivery side of the compressor 
to prevent the compressor fium motoring when the motive ])ower is cut off. 

The mam advantages of these compressors are eom])actness, liigh speed, 
uni 1 1 >1111 delivery, and high volumetric eflicieiicT, but this requires an accurate 
lit oftlie blades on the ends of the casing as wcdl as on a diameter, and this fit is 
flillicult to maintain. The maehine is therefore most efficient for large outputs at 
low jircssures, and for this reason it is often used for water -vapour refrigerators, 
iiirhtifig gas compressors, and su|)crchargers. 


Turbo compressors.* 


These machines very closely resemble multistage centrifugal pumps, in that 
they consist of im] 3 ellers J 5 , Fig. 48 and diffusers rather than discs and dia- 
phragms, as in the ease of turbines. 

The important difference between a water pump and a compressor is due to 
the difference in density between water and air. The greater the density of the 
tl uid the greater the pressure developed by converting kinetic energy into pressure 


V 

energy, since the relation between the two is given by - = — .t If P is small, as 

p2g 


Vol 


“Recent developments in Turbo Blowers and Compressors”, Vroc. Inst. Mech. Eng. 
cxxxii, 1036. I See Bernoulli’s theorem, p. 319. 
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in the case of air, V must be high to produce a large value of^, or a larger number 
of stages must be employed than is necessary with water pumps. 

At the present time blade-tip s})eeds of about 1000 f.p.s. impart such a large 
velocity to the air that it is difficult to transform this energy efficiently into 
pressure energy. To effect this conversion an annular chamber carrying blades, 
which guide the air in all directions, and provide a smooth and short divergent 
passage, is fitted around the corresponding impeller. This chamber is known as 
the Diffuser, and is generally water cooled. In addition, two or three intercoolers 



Fig. 48. Four-stage turbo air compressor. 


are sometimes provideu, since although high velocity ])roinotcs a flow of heat, 
yet the friction involved develo])s heat which is difficult to remove from the 
stages where the density of the air is small. For this reason the coni()ression index, 
for the early stages, may exceed the adiabatic index, but in the last stages it will 
approach more nearly unity, the isothermal index. 

For air pressures between 50 and 100 lb. per sq. in. the maximum output for 
reci])rocating compressors is about 20,000 cu. ft. of free air per minute, whereas 
the output of turbo coinpressois appears unlimited, several sets being in operation 
with deliveries of 60,000 cu. ft. j)er min. and absorbing 12,000 ti.p. 

The minimum capacity at which turbo compressors can compete with recipro- 
cators is about 2500 cu. ft. per min. 


The adiabatic temperature efficiency of a rotary compressor. 

In the absence of caloric heat being conducted through the casing, and if the 
kinetic and potential energy leaving the compressor is approximately equal to 
that entering, the work done pei' lb. of gas is given by Bernoulli’s equation, p. 320, as 

W=t\(T,-Tf), ( 1 ) 


• iSee alau p. 759. 
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When compressing a gas in an un cooled compressor the least amount of work is 
(lone when compression follows a reversible adiabatic. In these circumstances the 
work done per lb. of gas is given by 

Cp(T,,-T,l 

here is the temperature at the end of adiabatic compression and is given by 

r-i 

^f/2 _ / p2 

T, [p. 

The adiabatic efficienc^?^ = 

1 2 — I i 



It slioiilfl be observed that compression in an actual compressor may be 
adiabatic, but friction and eddies pre\ent it being re\ er ible and therefore 
isentro])ic. 


Ex. Turbo compressor. 

A turbo air compressor draws in 12,000 cu. ft. of free air per min. at a pressure of 
14 lb. per sq. in. absolute and a temj)erature of 00° F. The air is delivered from the com- 
]iTessor at 70 lb. per sq. in. absolute and temperature 104° F. The area of the suction 
pipe is 2-1 sq. ft. and of the discharge pipe 0*4 sq. ft., and the discharge pipe is 20 ft. 
abo\ i‘ i lie suction inlet. The weight of jacket water which enters at 60° F. and leaves at 
1 10 F. IS 677 lb. })er min. Find thcH.p. required to drive the compressor, assuming no 
lus.s due to radiation. 

Let 1 refer to the inlet section, 2 to the outlet section. 

From Hiunoulli's equation the total energy per lb. i.s 

/q H2 ^y 

W = P^-P^ + - “7 ' j +z.-Zi + JC,{T.,-T,)-H. 

P-i Pi -H “ ' 

Per lb. of air pi; = RTj 


14-7x1 2-39 x.^i20 
140x492 


13-73 cu. ft. per lb.; also 

P2 


Pi 

Pi 



:p2 

_Pi 

^Vi 


) = 14x 144 X 13 73 

P2 

Pi 

Pi 

[j'l 

/ l520 j 


= 5540 ft.-lb. per lb. 


12,000 




Volume at outlet = 


12,000 14x624 
60 ^ 520 


= 48 CU. ft. per sec. 



118 The Theory and Practice of Air Compressors and of Air Motors 

^"2 = = 120 f.p.a., 

z^-z^ = 20 ft. -lb. per lb. 


Hu™ 

JC\(T^-2\) = ]2H-9(«24-520) = 13,400. 

3 - 3 ^ (32zyj +Z 1 ) = ^311^ 215-25 ^ 

‘2g 2(7 04-4 

Pressure energy = 5,540 
Kinetic energy = 811 

Potential energy = 20 

Internal energy =111,400 

10,043 

12,000 

Weight of air per min. = 

Heat rejected to cooling water = (110 — 00) x 077 = 33,850 b.t.u. 

778 X 33,850 = 20,300,000 ft.-Jb. 

874 X 19,043 = 10,030,000 ft.-lb. 

Total work done per min. 

Whence h.p. = 1305. 


= 42,990,000 ft.-lb. 


Alternative solution. The discharge volume per min. = 48 x 00 cu. ft. The suction 
volume per min. = 12,000, and since compression follows the law^?^^, 

PiV^i=P2f’l 

, /70\ /12,4000p . . . 

■■ (u)“(4Sx0u) • 

And since tbi.s is less than y the work done per minute may be computed from 


U 14 

= J;-J^xl4yl44xl2,000[(J^)"^-l], 


whence theu.r. = 1307. 


EXAMPLES IN AIR COMPRESSORS 

1 . What will be the difference in the amount of work required to compress and discharge 
5 cu. ft. of air at 60T. and 14-7 lb. per sq. in. to 90 lb. per sq. in. absolute, when the 
compression is isothermal and when it is adiabatic. In actual compressors what is the 
average compression index, and by how much is the internal energy increased in the 
previous compressions? Ans. 6140 ft.-lb.; 1-25 to 1-32; 22 b.t.u. 
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2. What IS the percentage theoretical saving in work by compressing in two stages to 
90 lb. pcT aq. in. gauge instead of in one stage? 

Assume compression index 1-3 and that the intercooling restores the air to its initial 
temperature. Ans. 11-6 % ; n will be less in compound. 

3 . Air is drawn into an air compressor at a temperature of 61° F. and 14-7 lb. per sq. in. 
absolute. The flash point of the oil used for lubrication of the piston is 350° F. What is 
the maximum pressure to which the air can be compressed if the highest temperature 
must be 50° F. below the flash point of the oil 

(а) if the eompression is adiabatic? 

(б) if the compression follows the \siw pv^‘^ = c? 

-471,5. 54 lb. per sq. in.; 75 lb. per sq. in. 

4. Isothermal efficiency. (B.Sc. 1926.) 

In a siiiirle-staue air compressor the compression follows the lawpv” = constant, and 
the ratio of delivery pressure to initial pressure is r; prove that when clearance is neg- 
lected the isothermal ellicicncy is given by the expression 

(ti— 1) log,r 

n-l ~ • 

n{r — 1) 

A single-stage air compressor takes in air at 15 lb. per sq. in. and delivers it at 60 lb. 
per s(p in. Find the isothermal efficiency when the compression (a) is adiabatic, 
tollov^s tlu‘ law pr’ ^ = constant. In an actual compressor, the compression curve 
can onlv be approximately represented by an equation of the form = constant. 
Fxplaiii eleaily the reasons for this. 

5. Compound air compressor. (Senior Whitworth 1922.) 

Show that the work done in a compound air compressor with perfect intercooling is 

71 — 1 ;i-l 



where = initial pressure of air, 

= ])ressuri* at intercooler, 

Pg -- [liseharge pressure, 

7i = index of compression curve. 

Determine suitable diameters and stroke for a compound double-acting air com- 
pressor for the following conditions: 

Pi = 14 Ih. per sq. in.jpg = 120 lb. per sq. in., Temperature at inlet = 20°,i.h.p. = 100, 
r.p.in. = 100, Average piston speed = 450 f.p.m. Take n = 1-35 and neglect clearance. 

^715. ii.p. diameter, 9'5 in.; l.p. diameter, 16 J in.; stroke 2 ft. 3 in. 

6. Two-stage compressor. (B.Sc.) 

Show that in a two-stage air compressor the work done is a minimum when inter- 
cooling is perfect and the interstage pressure is the geometric mean of the initial and 
final pressures. Find the foot-pounds of work necessary to compress a pound of air from 
15 C. and 14'5 to 600 lb. per sq. in., if the law of compression is = c and inter- 
cooling is perfect. Ans. 124,400 ft.-lb. 
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7. Horse-power of a compound air compressor with imperfect intercooling. 

(B.Sc.) 

The L.P. cylinder of a roinpound air compressor draws in 4 cu. ft. of air at a tem- 
perature of 15° C. and pressure 15 lb. per sq. in. It compresses the air adiabatically to 
30 lb. per sq. in. and' then delivers it into the receiver, where the air is cooled to 25 C. 
This air is drawn into thcH.r. cylinder and compressed adiabatically to 80 lb. per sq. in. 
and delivered into the reservoir. Find 1 he r.ir.p. w hen the compressor works at 100 r.p.m. 
double actin^];. What pressure in the receiver would give the best efficiency assuming 
the other data as above ? 

Ans. 101-4 H.P.; 30-0 lb. jier sq. in., the temperature in the intercooler being 25° C. 

8. Ratio of cylinder diameters, work done. (B.Sc. 1024.) 

A tw o-.siagi' air compressor i.s to deliver air at SOO lb. per sq. in. The cylinders have 
the same stroke and air is cooled to atmos])heric temperature 15° C. in the intercooler. 
Determine the ratio of cylinder diameters so that the power required to drive the com- 
pressor shall be a miiiiinum. Find the v ork required to eomjiress and deliver a pound of 
air. 

Take atmospheric pressure at 151b. ]ier sq. in., and assume adiabatic compression. 

2-7 to 1; 147, 000 ft. -lb. per lb. 

9. Cylinder ratios for different indices of compression. (Senior Whitworth 1923.) 

The pressure ratios in both cylinders of a t\\ o-stage air compressor are to be the same, 
and the air in the intercooler is to be cooled to 25° C. Find the work done in compressing 
1 lb. of air and also the ratio of cylinder diameters. 

Assume the length of stroke of the ii.p. and l.p. cylinders to be equal, and that the 
indices for the compression curves are 1-35 in the l.p. and 1-25 in the n.p. cylinders. 
Pressure limits are 120 and 15 lb. per sq. in. Atis. 65,460 ft. -lb. per lb. ; 1-61 to 1 . 

10. Cylinder diameters of a single-acting two-stage compressor allowing for 
volumetric efficiency. 

In a two-stage air compressor with complete intercooling, show that the work done 
in compression is a minimum when the pressure in the intercooler is the geometric mean 
of the imlial and final pressures. 

Assuming a volumetric efficiency of 85 %, what must be the diameter of the cylinders 
of such a single-acting compressor running at 400 r.p.m. which compresses 150 cu. ft. 
of free air per min. and delivers it at a gauge pressure of BOO lb. per sq. in. ? Stroke for 
both cylinders is equal to the L.P. piston diameter. Atmospheric pressure = 15 lb. per 
sq. in. Ans. 9-9 in.; 3-65 in. 

1 1 . Effect of clearance and valve resistance on bore and stroke. (E.Se. 1 935.) 

Estimate the necessary bore and stroke of a single-acting single cylinder air com- 
pressor to compress 300 cu. ft. of free air per min. from 15 to 120 lb. per sq. in. The speed 
is to be 360 r.p.m., with a mean piston speed of 960 f.p.m. 

Assume the index of compression and expansion to be 1-3, and that the area of the 
indicator diagram thus obtained will be increased by 10 % by the valve resistance. Take 
clearance volume as iS of the swept volume. Find the t.h.p. of the compressor. 

Ans. 12-5 in. bore; 16 m. stroke; 57-2 h.p. 
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12. Effect of clearance. (B.Sc. 1926.) 

Discuss in some detail the effects of clearance upon the performance of air compressors. 
Obtain an expression for the volumetric efficiency of a single-stage air compressor 
in which the compression ratio is r and the clearance ratio is c. The re-expansion curve 
may be assumed to follow the law = constant. 

13. Ideal interstage pressure. Heat rejection. (B.Sc. 1929.) 

Prove that in two-stage air compression working under ideal conditions, with no 
cylinder clearance volume and with inter cooling to the initial temperature, the efficiency 
is greatest when the intermediate pressure is the geometric mean of the highest and 
lowest pressures. 

If such a compressor worked between 15 and 135 lb. per sq. in., the index of com- 
prcHsinii being 1-3 and the initial temperature of the air 27" C., find how much heat would 
be given up to the cooling water during the compression of 1 lb. of air (or) in each stage, 
(6) in the intercooler. (C^ = 0-238; L\ = 0-17.) Ans. (a) 4-9 r.n.u. ; (b) 20-46 c.n.u. 

14. Work done in two-stage compressor. (B.Sc. 1936.) 

The cylinders of a two-stage air compressor have the same stroke and the ratio of 
their diameters is 2-4 : 1 . The delivery pressure is 500 lb per sq. in. and the air supply 
to the compressor is at 14-7 lb. pcrsq.in. and 17° C. If the temperature of the air leaving 
the intercooler is 40° C., find the w ork done per cu. ft. of free air delivered when the 
compression in each cylinder is adiabatic. 

Would you expe(‘t tbe actual w^ork done as measured from an indicator diagram to 
be more or less than this? Cbve your reasons. Ans. 10,085 ft. -lb. 

15. Maximum weight of air. Ratio of bores for two -stage compressor. 

(B.Sc. 1931.) 

In a two-stage air compressor the law of compression is = constant and inter- 
cooling is effected to the original air temperature of 15° C. Find the maximum weight 
of air w hich could be compressed from 15 to 600 lb. per sq. in. per h.p. per hr. Find also 
the ratio of the cylinder diameters if they have a common stroke. 

Ans. 15-5411).; 2-513 : 1. 

16. Power for given size and speed. (London B.Sc. 1933.) 

Estimate the powder consumption of a single-stage double-acting air compressor, 
given the following particulars; Cylinder diameter = 11 J in., stroke = 8 in., clearance 
volume 3 % of stroke volume, delivery pressure = 80 lb. per sq. in. and suction pressure 
= 13 lb. per sq. in., r.p.m. = 350, and compression and expansion curves of the assumed 
iliagrain follow the lawpi;^’® = c. Ans. 40 h.p. 

17. Turbo compressor. 

In a test of a water-jacketed turbo air compressor the following results were obtained: 

Air inlet temperature 60° F., pressure 14 lb. per sq. in. absolute. 

Air outlet temperature 160° F., pressure 100 lb. per sq. in. absolute. 

Jacket inlet 60° F., outlet 100° F. 
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Water circulated 1400 lb. per min. 

Volume of free air compressed 24,000 cu. ft. per min. 

Find the h.P. required to drive the compressor, if the discharge is 10 ft. above the 
suction inlet, discharge area 0-47 sq. ft., suetinii 4 sq. ft., specific volume at n.t.f. 
12-39 cu. ft. per lb., specific heat at constant volume 131-5 ft. -lb. per lb. 

Ans. 2294 k.f. 


18. Adiabatic efficiency of an air compressor. (B.Sc. 1940.) 

Distinguish carefully between an adiabatic and an isentropic operation. 

A centrifugal compressor rlelivers 120 lb. of air per minute at a pressure of 29-4 lb. per 
aq. in. when comiiresaing from 14-7 lb. per sq. in. and 15° (/. 

If the temperature of the air delivered is 97° V., and no heat is added to the air from 
external sources during compression, determine the etficiency of the compressor relative 
to the ideal adiabatic and estimate the horse power absorbed. 

Calculate also the change in entropy of the air during compression and sketch the 
compression process on a temperature-entropy diagram. 

Ans. See p. llfi. 77 %; 100-5 H.P.; 0 013 Rank. The gain in 0 is due to internal 
frietimi in the compressor. 

On ap])lying Bernoulli’s theorem to the problem it will be seen that the work done on 
the compression cycle, per lb. of air, = c.h.u. 

(B.Sc. Part 11, 1938.) 

19. A two-stage air compressor with complete intcrconling delivers air to the mains at 
a pressure of 500 lb. per sq. in., the suction condition s being 14 lb. per sq. in., ami 15° (’. 
If both cylinders have the same stroke, find the ratio of the cylinder diameters for the 
efficiency of compression to be a maximum. 

Taking an index for the compression of 1-3, find the work done per cu. ft. office air 
delivery and compare it with the isothermal work. 2-40 : 1; 81 

(B.Sc. Part II, 1939.) 

20. In a two-stage single-acting air compressor the cylinder diameters arc 14 in. and 
8-5 in., and the stroke is 6 in. ; the speed is 200 r.p.m. The compressor deals with 75 en . ft. 
of free air per min., the atmosiiheric pressure being 15 lb. jier sq. in. and the temperatuie 
15° C. The M.E.p. in the L.p. cylinder is 15 lb. per sq. in., and in the H.P. 52 lb. per sq. in 
The delivery pressure is 110 lb. per sq. in. 

Calculate the efficiency of the compressor, when compared with (a) isothermal 
compression, (6) two-stage adiabatic compression with perfect intercooler, the pressure 
ratio being the same for each stage. Ans. 02 %; 71-4 %. 

21. Cylinder dimensions for a direct petrol driven air compressor. 

(B.Sc. 1940.) 

A single-cylinder single-acting air compressor is to deliver 12 lb. of air per min. at 
a pressure of 120 lb. per sq. in. when compressing from suction conditions of 14 lb. per 
sq. in. and 20° C. The clearance may be neglected, the index of compression taken as 
1-4, and the area of the theoretical diagram increased by 10 % through valve losses. The 
compressor is direct coupled to a two- cylinder 4- cycle petrol engine and is to run at 
1500 r.p.m. If the stroke bore ratio for both compressor and engine cylinders is 1-25, 
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the engine b.m.e.p. 60 lb. per sq. in. and the mechanical efficiency of the compressor 
90 %, determine the necessary cylinder dimensions. 

5'B2 

Ans. Compressor bore, ^ — - in.; 7-27 in. stroke. Petrol engine, 

VVolumetric efficiency 

5 5 in. bore; 6*88 in. stroke. 


EXAMPLES ON THE EFFECT OF INTAKE CONDITIONS ON THE 
OUTPUT OF COMPRESSORS 

1 . At a mine situated in Colorado the average day temperature in the intake of the 

compressor was 110° F. and the night temperature was 50° F. Assuming the barometric 
pressure and speed of the compressor remain unchanged, by what percentage does the 
output, in lb. of air per min., increase at night \ Ans. 11-6%. 

2. At an elevation of 8000 ft. the barometric pressure on a certain day was 10-8 lb. 

per sq. iii. (i) Assuming isothermal compression, what Wras the compression ratio of a 
lUiiehine that produced a gauge pressure of 85 lb. per sq. in.? (ii) For the same gauge 
jjresssure, what is the compression ratio of the machine when situated where the 
atmospheric jiressure is 14-7 lb. per sq. m.l Ans. (i) 8-80 ; (ii) 6-78. 

3. By w hat ])ercentage must the displaced volume of a compressor be increased if its 
output of free air must remain unchanged wdien tlie machine is removed from sea level, 
v\here the barometric pressure is 14 7 lb. per sq. in., to an altitude of 10,000 ft., where 
the pressure is 10 lb. per sq. in.? 

The clearance volume is 5 of the sw’^ept volume, the expansion and comyiression 
indices are 1-3, the compression pressure = 90 lb. per sq. in. gauge, and the differenee 
in latitudes causes the atmospheric temperature to he almost the same in both situations. 

An3. 9%. 

4. To what percentage of the swept volume must the clocarance volume of the com- 

[)rcssor in question 3 be reduced, if, for the same swTpt volume, the output must remain 
unchanged^ Ans. 3-62%. 

Compressed air motors. 

In general air motors cannot compete successfully with electricity, so that it 
is only on w ork where the use of electricity would be dangerous that air motors 
are employed. 

The most general types of motors are: 

(1) The piston type, wliich resembles a steam engine. 

(2) The rotary type, with its many ramifications. 

The piston type varies from the power hammer to winches, locomotives, and 
various radial engines, and, for a given ])o\ver, consumes less air than the rotary 
iorm, because of the reduced leakage and of the greater expansion that is possible. 
This, however, is only secured at the expense of a heavier, more involved, and 
more costly mechanism. 
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The air turbine is valveless, and small in size, light in weight, and requires no 
internal lubrication, but air friction is high, and any dampness in the air causes 
rapid deterioration of the blading at low temperatures. 

Thesliding blade eccentric drum tyi)c (see Fig. 47) requires internal lubrication, 
and even so the slols, in which the blades move, wear raiudly. 

Tlic toothed wheel tyj)c has a smaller friction loss, and can exy)and dam]) air 
without internal deterioration. In the “herring bone ’ type (sec Fig. 49) expansion 
is possible together with a liigh starting torque and extreme mechanical simplicity. 
This commends the turbine for colliery work in spite of its extravagance on air. 



Vol.atCut Off iiiiiiiiiiiiiiii 
Expanded Vol. 

Fig. 49. Tiirbinp air motor “toothed wlieel type”. 


Reheating of air. 

Air reheaters have been introduced with the object of permitting a large 
expansion ratio in machines without introducing difficulties due to freezing in 
the ports. 8ome heaters resemble steam suy)erh eaters; but since air is a yioor 
conductor of heat the heating elements often burn out on this account, so that 
internal heating is to be y)referred to external. 

Of the methods in vogue, electric heating, or y)roducing a high lemyicrature by 
burning a fuel in the air, is not as satisfactory as is the method of injecting steam 
(if a sujiply is available). This is because the expanding air can draw u])on the 
latent heat in the steam, and thereby yirevent the formation of ice during ex- 
pansion. 

Overall efficiency of compressed air plants. 

The ratio 

n.p. developed per lb. of air by the motor 

H.P. impressed upon each lb. of air during compression 

is the true measure of the efficiency of a plant which is free from leakage, and 
where preheating is not resorted to. 
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On large plant: 

Electric motor efficiency = 95 %, 

Mechanical efficiency of compressor = 90 %, 

Isothermal efficiency of compressor on indicated work = 80 %, 

A compound hoist has an efficiency of 50 %. 

OveraU efficiency = — ^ = 34 0 /^, 

For small pneumatic tools which consume 35 cu. ft. per minute per b.h.p. the 
overall efficiency is of the order of 14 %. 


EXAMPLES 

1 . Combined air compressor and air motor. (B.Sc. 1933.) 

An air compressor workinc; continuously compresses air adiahaiically from atmo- 

spherii* pressure and 288° (^. absolute to a pressure at which the absolute temperature 

is l\y The compressed air passes through a pipe without loss of pressure and is cooled 

to an absolute temperature of 2\\ the air passes into the Under of an air motor and 

expands down to atmospheric j)ressure. Prove, neglecting clearance in the two cylinders, 

that the ratio tit i i i i i 4 . 

Work develoy)ed by motor 

Work put in to compressor 

is iriven by TJT^. 

If the higher pressure is 10 atmos[)herea and Tj is 473° C. absolute, calculate the value 
of this ratio. (6\, = 0-238; = 01 69.) Ans. 0-843. 


2. Air motor. (B.Sc. Parti, 1938.) 

The supply to a compressed air motor is at a pressure of 140 lb. per sq. in. absolute 
and at a temyieraturc of 40 ' C\, and it exhausts at a pressure of 15 lb. per sq. in., the 
expansion being according to the law = constant. If the cut off is at 25 % of the 

stroke, calculate the consumption of air per horse-jiower hour, and the temperature at 
the end of expansion. Neglect clearance and takepr = 95-7T. Ans. 37-9 lb.; 51° C. 


3. Compressed air system. (B.Sc. 1926.) 

In a compressed air poxAer system the air is compressed adiabatically in the com- 
pressor from a pressure p^ to a pres.sure p.^. The compressed air then flows through a long 
length of pipe without frictional loss to an air motor, in which it is used non- expansively. 
Show that the overall efficiency, neglecting clearance efFects, is given by 



Show also that had complete expansion (adiabatic) been arranged for in the motor 

y-l 


the overall efficiency w ould have been given by 
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VAPOURS 

States of matter. 

With few exceptions most substances can exist as Solids, Liquids, Vapours, 
or Gases, the condition depending upon the prevailing tcm])erature and pressure. 

The change from one state or phase to anotJier is often clearly defined, for 
example, the freezing or boiling of water. Substances such as ])iteli, however, may 
behave in some circumstances as solids, and in others as liquids; so that exact 
classification becomes difficult unless we consider ideal substajiccs, exami)les of 
which nature does not produt e. 

An ideal solid possesses both rigidity and bulk moduli, i.e. if subjected to 
shcaiing or direct stresses it will deform until equilibrium of forces is allaineil. 
A fluid has a bulk modulus, but no rigidity; so that it cannot permanently resist 
a shear. 

In common with a gas, a vapour completely fills tlie vessel which contains it 
and, in ordinary circumstances, it is easily compressible. The distinction between 
the two, however, is one of temy)erature. Below the Critical temperature (see 
]). 1411) a vai)our may be liquefied at constant temiieraturc by pressure alone; 
above the critical temperature we have a gas which is unliqiiciiable. Exceed- 
ingly high pressures at a temperature in excess of the critical may confer on a 
gas a density in excess of its density when solidified at low temi)craturos, but 
temperatures in excess of the critical prevent orientation of the molecules to 
form a solid. 

Equilibrium between vapour liquid and solid state. 

If a portion of ice, or snow, is trapped beneath a gas-tin;ht piston, and the 
piston is raised — the temperature being luaiiitaincd conslanl -va]jour is i)ro- 
duced without liquefaction, until, after considerable time, the pressure becomes 
2 ?', the Ice vapour or Sublimation pressure.^ The coni iiuicd [jutward motion of 
the ])iston does not affect the vapour pressure, but merely tlic mass of ice 
eva])orated. 

Had a liquid been trapped beneath the piston, and the process repeated, 
saturated vapour would be generated until, at a definite pressure the Satura- 
tion pressure corres])onding to the temperature the pressure would cease to 
rise. 

If the process is reversed, liquefaction and solidification may be realised. 

Evaporation. 

If the surface of a liquid or solid is exposed to any space not saturated with 
the vapour of that substance, evaporation will commence, and if the temperature 

* This is known as sublimation. 
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remains constant it will continue until the space is filled with vapour. The 
. I mount of vapour that the enclosed space may accommodate depends entirely 
uDon the temperature of the liquid (producing the vapour), and evaporation ceases 
when the partial pressure of the vapour is equal to the saturation pressure 
corresponding to the temperature of the liquid. The kinetic theory explains the 
])rocess of evaporation by the non-uniform distribution of velocity of the 
molecules. The high velocity molecules break through the surface of the liquid 
mill carry with them kinetic energy. Without an external supply of heat, there- 
fore, evaporation will cause a diminution in the temperature of the liquid. 

Boiling. 

Boiling occurs when heat is added to a liquid at such a rate that its temperature 
is at least eijual to the saturation temperature corresponding to the Total 
pressure over the surface of the liijuid. If the vessel is o])en to the atmosphere 
the vapour displaces entirely the air from the surface of the liquid, whereas with 
evaporation the vapour is removed by diffusion. 


Formation of a vapour under constant pressure. 


In most vai)our macliinos, whether steam engines or refrigerators, evaporation 


and comlensation proceed at constant 
pressure. This may be simulated by con- 
sidering an u])right cylinder fitted with 
a frictionless piston loaded to produce 
the desired j)ressure. 

Since, of all vapours, steam is used by 
engineers to a far greater extent than all 
others, the Zero of internal energy for 
steam (see p. 45) is taken as for 

then com])licatioiis due to a change in 
state from icc to water arc avoided. For 
convenience, also, our calculations are 
based on 1 lb. of fluid. 

Uommeiicing therefore with 1 lb. of 
liquid at 0° C., and having a specific 
\'olume Vi cu. ft., the first operation is to 
force the liquid into the cylinder against 
a constant pressure p lb. per sq. ft. 
Treating the liquid as incompressible, 
fi-nd assuming no heat flow from an ex- 
ternal source, mechanical work, to the 

extent heat units, is done by the 



Fig. 60 . Generation of a vapour at constant 
pressure 


feed pump in raising the piston. 
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Next, the applica>tion of heat to the liquid causes an increase in temperature 
and volume, until, at a certain Saturation temperature the liquid becomes 
heat saturated and vapour a7)pears. The continued addition of heat now merely 
produces more vapour without any increase in temperature. 

The preliminary heating of the liquid causes a rise in temperature, and since 
temperature can be detected by the senses, the heat absorbed in raising the tem- 
perature from 0° C. to tj" is known as the Sensible heat [h) of the water, the 
relation between h and being given approximately by 

h = st^* 

where s is the specific heat of the liquid, and may or may not be a function of 
temperature. 

The large amount of heat required to tear molecules from the surface of a 
liquid in the formation of a vapour and to do external work, consequent on the 
increase in volume, is known as the Latent heat (L) since this heat is not mani- 
fested in any of the other o])erations of the fluid.! 

The vapour in contact with its liquid is said to be Saturated, since the 
slightest diminution in temperature of the vapour will cause it to drop moisture. 
When the last drop of suspended liquid has been evaporated the va])our is said 
to be dry and saturated^ — saturation now possibly a])])]ying to tlie heat content 
of the vapour, since any further addition of heat ))roduces a Superheated 
vapour. 

If the Specific volume of the vapour is denoted by then the external work 
done during eva])oration (neglecting the small increase in volume of the fluid 
from 0'^ C. to is given by 



This quantity is often referred to as the External heat of vaporisation, whilst 

is known as the Internal latent heat and is stored as molecular energy. The 
amount of this heat is independent of the way in which this state had been 
reached. 

Commencing with a liquid at 0° C., the Total heat (//J which must be supi)lieJ 
to produce a dry saturated va])our is (h-\- L), an expression of great importance 

* A more exact value is given on p. 141. 

t James Watt was greatly puzzled when he blew steam into water, and steam was no 
immediately generated from the water. Shortly afterwards the phenomenon of latent heai 
was discovered. H. W. Dicldnsun, A Short History of the Sttiam Engine, Cambridge 
University Press. 

t In practice a drv saturated vapour would be dilhcult to obtain. 
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in Thermodynamics, and is built up from the terms shown below; 

Total heat of a vapour 


r 

Work done by 
the feed pump 


External work 
due to the 
expansion of 
the liquid 


Iiitornal energy 
acquired during 
the heating of 
the liquid 


El^ternal work 
due to the 
formation of 
a vapour 


Internal energy 
due to a 
change of state 


Important. Callendar’s 1934 tables have been used in the text, so that the 
answers to various problems on steam may differ a little from those given by his 
1939 tables. 


Superheated vapour. 

The name implies a condition in which the heat content of the vapour is in 
excess of that required to produce a dry saturated vapour. 

A superheated \ apour is produced from a saturated vapour by the continued 
application of heat, provided there is a moderate amount of thermal insulation 
between the liquid and its vapour. If this insulation is not provided, the heat 
supphcd will go to evaporate more liquid. For this reason superheating is usually 
carried out in a vessel separate from the boiler, and the greater the superheat the 
more nearly does the vapour obey the laws of perfect gases. 

In an unstable state a superheated vapour may be present in contact with its 
litpiid; for example, in steam j)ipcs the surface may be coated with condensed 
steam, but the core of the rajhdly moving steam may be superheated. Because 
ot good thermal insulation and high air temperature we have superheated steam 
present in great quantities in our atmosjdiere. At nightfall we see this steam as 
log banks over water, wJiilst lower temperatures still produce a general fog, 
which, iiu'identally, dries the remaining air. 

The heat that must be sup])lied to 1 lb. of dry saturated vapour to produce 
a superheated vai)our at temperature is given by 


The difference is known as The degree of superheat, and S the average 

specific heat. 

In general S is a, function of pressure and temperature and may be obtained 
from steam tables by taking the ratio 


S = -^ = 

~~~ 


Difference in total heat of superheated and 

^y saturated steam at the same pressure 

Degree of superheat 

(See later Examples on Vapours.) 


9 
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Dryness fraction or quality (jic). 

The partial cooling of a dry saturated vapour will cause local condensation of 
the vapour on the dust particles which are suspended in the vapour, with the 
result that a contraction in volume occurs. Alternatively, wet steam may be pro- 
duced by violent ebullition, in which bubbles, as they burst at the surface of the 
liquid, discharge drops of liquid into the va])our immediately above the liquid. 
In a steam boiler this is known as Priming. The ratio 

Volume of dry saturated vaijoiir in 1 lb. of the mixture of liquid and vapour 
iSpecific volume of the dry vapour 

is defined as the dryness fraction, x. 

Sometimes it is more convenient to regard x as 

Weight of dry vapour present in the mixture 
Total weight of the mixture 

The two definitions may cause a little difficulty in the case of a steam boiler 
or CO2 cylinder, thus: Are we to reckon the dryness traction on the whole contacts 
of the vessel, or merely on the vapour above the surface of the liquid? 

Since the vapour is sej^arated from the liquid by a meniscus, the dryness fraction 
evidently ap2)lies only to the sus])cnded liquid. 

It will be obvious that the latent heat required to produce a vai)our of dryness 
X is but xLj since only the fraction x lb. is evaporated. Hence the total heat of 
a wet vapour is H — h-\-xL 

whereas the total heat of a sujierheated vai)our is given by 


External work when the vapour has a dryness x. 

Prom the definition of dryness fraction: 

The volume occupied by the dry vapour = xv^. 

The volume occupied by the liquid in sus2)cnsioii = (1 — -r) 2;^. 

Total volume of mixture = xv^ -{-{\—x)Vi = x{v^ — Vi) + Vi. 

External work during evajioration 

= 7 [{^(^r - "^l) + J 'f [ f - 1’/] ■ 

With many vapours is frequently much greater than Vi; so that the approxi- 
mate equations, ,, , 

Volume 01 va])our = v^x. 


External work done = 


are sufficiently exact for i^ractical applications. 
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The internal energy of the vapour is given by 


I.E. 


h + xL-^v^x — ^(l—x)Vg=^h + xL-^^^. 
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Ex. TliD pressure of steam in a eondenscr is 2-78 lb. per sq. in., and the dryness fraction 
iis 0-86. How many heat units must be abstracted from the steam in order to condense 
(a) one lb., one cu. ft.? 


The latent heat at 2-78 lb. per sq. in. is 5G2-3 c.H.u. 

Heat to be removed per lb. = 562-3 x 0-86 = 484 c.ii.u. 

Speuifie volume of steam at 0-86 dry = 0-86 x 126-5 = 108-9 cu. ft. 

Heat to be extracted per cu. ft. of steam 


484 

108-8 


= 4-44 c.H.Tj. 


Ex. A ni. f1 . nf steam at 50 lb. per sq. in. and dryness 0-B is eonverted into dry saturated 
^teani at ItiT lb. per sq. in.? By how mueh is the interjial energy and total heat 
eh ringed t 

Total heat TI per lb. =h-\-jrL. 


V 

External work or jirt-ssure energy W — — 

J 


IJ at 1()7 Ih. per sq. in. dry 
External work = 

InttTiial eiUT^y 


i 1 1 1 44 X 1 1)7 

External w ork= x2-75 

1 4(K) 


= 666-0 r.Ti.ir. 
= 46-0 
= 620-0 


h at 50 11). per sq. in. 

tL at 5f) lb. j)crsq. in. = 0-8 x 514-7 

H 

1 , r)0xl44 

External w'ork= x 1 0-8 x S-.)2 + 0-2 x 0-017 

J 4( )( I 

Increase in internal energy per lb. of steam 

Final total heat 
Initial total heat 


13S-0 
1 1 1 -5 

550-4 

35 

51^ 

104-6 

666-0 

550-4 


In er ease in total heat per lb. of steam 


= 116-5 u.u.u. 


^peeific volume of 1 lb. of steam at 50 lb. per sq. in. 0-8 dry 
= (0-8x8-52 4-0-2x0-017) = 6-818. 


Change in H jicr cu. ft. of steam 


116-5 

6-818 


17-08 c.H.u. 


Change in i.E. per 


cu. ft. of steam = 


104-6 

6-818 


15 36. 


9-2 
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Ex. A certain substance at a pressure of 110 lb. per sq. in. absolute had a latent heat of 
290 C.H.u. To 1 lb. of this substance, which was on the point of boiling at 110 lb. per sq. 

in., Was transferred heat to the extent of 106 c.u.u., and the 
150 C.H.u. Find 

gain in internal energy was 

(a) The quality of the mixture. 

(&) The internal heat of vaporisation. 

(c) The specific volume. 


Quality = = 57-2 %. 


Heat supplied 

= 166 C.H.u. 

Glain in internal energy 

= I.jO 

T. . 1 1 144x110 

External work = x 0-5 / 2 x r, 

= 16 C.H.u. 

/. t\ = 2-47 cu. ft. 


Latent heat at 110 lb. per sq. in. 

= 290 

External work = , , 

0-0^2 

= 2S 

Internal latent heat 

= 262 


Ex. Internal energy of steam. (B.Sc. 11^31.) 

The iiilernal enci f^y of 1 lb. of wet ateam at 140 lb. per aq. in. is 507-3 v.u.v, Find its 
dryness fnieticm and the volume it occupies. 

If this steam expands hyperbolieally to 45 lb. per sq. in., find its final drynessfiaclion, 
and the heat supplied during expansion. 

j) 

Tntornal energy = (/« + — ^ (1 — 

140 X 144 

ISO-o + .r X 4S4 0 - - x [x x 3-221 + (1 -a) ()-017J = j()7-3. 

x-0 882. 

The volume oei upied by the wet steam 

= 0-882 X 3-221 + (1 -0-882) X 0-017 ^2-85 cu. ft. 

For hyperbolic expansion =i^ 2 ^ 2 - 

140 

'^2= 'a^ X 2-85 =2= 8-9 cu. ft. 

45 

at 45 lb. per sq. in. = 0-01018 eu. ft. 

Vg at 45 lb. per sq. in. = 9-4 cu. ft. 

2:x9-4 + (l-r)0-016 = 8-9. 

Final dryness a; = 0-9465. 
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h tit 45 11). per sq. in. = 135-2 

jcL at 45 lb. per sq. in. = 0-9465 x 517-2 = 489-2 

H = G24-4 

Pressure encrirv = x 8-9 = 41-1 

1400 


Final internal energy = 583-3 
Initial internal energy is given as = 567-3 

Gain nf internal energy = 16-0 c.H.U. 

1 1 140x144x2-85 140 

Work done = = 46-8 

Heat added during expansion 


= 62 8 
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Experimental determination of dryness fraction by bucket calorimeter,* 

If the steam is fairly wet, its dryness may be estimated very easily by blowing 
a quantity of it into eold water eontained in a vessel of known water equivalent. 

Li'l W he initial weight of cold water plus the water equivalent of the vessel, 

(V be the increase in IF due to condensation ol the steam, 

/i be the initial temperature of the water, 

G be the final tcm])erature after condensing the steam. 

Then 1‘rom the conservation of energy; 

Total heat before mixing = Total heat after mixing. 

Wti-\-(h + xL)w = [W -vw) ^2, 

.. ^ — — w(h — t^)]. 

Ex. Steam at 90 lb. per sq. in. gauge was blown into a tank containing water at 15° C. 
The eoinhined mass of water and water equivalent was 150 lb. When the mass had 
iiiereasedby 51b. the temperature was 35° C. Estimate the dr 3 mess fracture of the steam. 
At 90 lb. per sq. in. h = J67-9, L ^ 494-2, \ihence 

^ ^ 5 X 494-2 - 1 5) - 5(167-9 - 35)]. 

a: = 0 945. 

By separating calorimeter. 

An alternative method is to separate the water from the steam mechanically 
by causing tlio mixture to turn through an obtuse angle, the inertia of the 
droplets carrying tlieni forward into a collecting rhamber. The weight of the 
apparently dry steam separated may be estimated by condensing the steam as 
in a bucket calorimeter, or by discharging the steam through a calibrated orifice. 

* The method gives but an approximate value of x because of calorimetric errors due 
to heat loss, evaporation and thcmiornDtric diUiL-ultios. 
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If W is the weight of the apparently dry steam discharged from the calorimeter, 
and w is the weight of water separated (during the same interval of time), by 
definition, the dryness fraction is 


Fig. 51 shows a separating cahnimeter arranged for calibration of the steam 
orifice. 




Throttling calorimeter.* 

It is obvious that mechanical separation of susyicnded water from wet steam 
can never be perfect, and therefore x given by (1) will be greater than the true 
dryness, which may be obtained by using a throttling calorimeter (Fig. 52) in 
series with the separating calorimeter. 

As the name implies, the steam is throttled, i.e. it is passed through a con- 
striction that causes a drop in pressure, without doing external work. 

On this condition the total heat before throttling must equal the total heat 

• Suggested by Joule and TIidtiisdii but developed by Peabody. One defect of the 
SDpnratmg calorimeter is that the volume of water collected is regarded as a mass. This is 
not strictly correct since specific volume varies with temporaturo. 
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after throttling, except for the slight gain in kinetic energy of the steam and 
radiation. If the steam is fairly dry initially, the pressure drop will release 
sufficient heat to superheat the low pressure steam. Under these conditions 

^2 + A — tg), 

where is the temperature of the superheated steam having a saturation tem- 
perature at which the total heat is 

Usually throttling calorimeters are arranged to discharge at low pressure direct 
to the atmosphere, so that will not he much greater than 100“ C. and therefore 
= 0-48, Av hence tj h 

^2 — “ / ~ • 

If w-^ is the weight of water in IF lb. of steam discharged from the separating 
calorimeter, then, by definition of the dryness fraction, 

IF - w 

whence w^= 

But the sej)arating calorimeter has already removed w lb. of water. 

Total weight of water in (IF-l-t^’) lb. of wet steam is (w-\-Wi), 
whence by definition of x, p. 130, the true dryness 


+ W + w 




X — XiX2- 

Ex. With a throttling and separating calorimeter, arranged in series, the following 
observations were made: 

Water separated = 4-5 lb. 

Steam discharged from the throttling calorimeter = 45-5 lb. at 140° C. 

Initial pressure = 105 lb. per sq. in. absolute. 

Final pressure = 4 in. of mercury. 

Barometer = 30 in. 

Estimate the dryness fraction of the steam entering the separating calorimeter. 

The dryness fraction x = x^x^. 

45-5 _ = 

^ W + w 45-5 + 4-5 ’ 

£? + 0-48(^..,-g-A 


H at 34 in. Hg = G40-7 

0-48(140- 103-6) = 17-5 

C58-2 

h at 165 lb. per sq. in. = 188-1 
x^L = 470-T 


L at 165 lb. per sq. in. = 478-7 
X = 0-911 X 0-984 = 0-896. 


= 0-984 
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Ex. Dropping the pressure of steam by spraying water into it. (B.Sc. 1933.) 

In an industrial steam plant steam is generated at 150 lb. per sq. in. dry saturated 
and supplied direct to power units. Wet steam at 1 00 lb. per sq. in. is required for process 
work, and for this purpose some of the boiler steam is cooled in a closed vessel of 
300 cu. ft. volume by spraying water at 1000 lb. per sq. in. and 20"^ C. into the vessel. 
Assuming no external losses, find the weight of water to be injerted, and the final 
dryness of the steam in the vessel. 

At 150 lb. per sq. in. the specific volume is 3 041 cu. ft. per lb. and the total heat is 
606-5 r.H.u. per lb. 

At 100 lb. per sq. in. the s})eeifie volume is 4-451, h = 165-7, L = 4n6-l and the specific 
volume of water = 0-01671 eu. ft. per lb. 

Let w lb. of water be injected into the steam, and let x be the final dryness of the 
steam at 100 lb. per sq. in. 

From an energy balance 

Internal energy of steam at 150 lb. per sq. in. 

-1- Internal energy of w aterH-work done in forcing the w ater into the vessel 
= Internal energy of tlie mixture. 


Initial energy — 


300 

3-041 


666-5 


150 X 144x3 

1400 ““ 



1 000 X 1441 * 
62-3 X 1400_ ■ 


( 1 ) 


Final intprnal 

r .r., 100x]44x4-4ril.*-l 

Equating these quantities, 

61040 + 21 -652w; = (98-7 + w’) (165-7 + 450-3 j’). (3) 

To evaluate w and x a second eejuation may be formed from the consideration that 
the final volume is 300 cu. ft. 

3l)() = |4-4r)lx+(l-j-) 0-()1671] (4) 

By (3), (9K-7 + w) [ 1 44-0.7 + 4r.()-.3x] = 53920. (5) 

By (4), (9H-7 + ir) r4-4.34.3x + 0-0ir)7] = .300. (fi) 

lAlienee, by taking the ratio (5)/(6), j- = 0-335, and substituting this value in (5) 
or (6) frivos iv= 101-3 lb. (B.Sc. 1936.) 

Ex. A closed vessel of 10 eu. ft. capacity contains a mixture of water and steam 
w eighing 4 lb. at a pressure of 100 lb. per sq. in. Find how mui-h heat must be supplied 
to the contents of tlie vessel to make the steam 0-9 dry, and determine also the pressure 
of the steam in this eonditiun. The volume of the water may bo neglected. 

Since the vessel is closed, and the question implies that initial conditions are stable, 
it w ould ajipear that the steam above the meniscus is dry and saturated at 100 lb. per 
sq. in. The specific volume at this condition is 4-429 cu. ft. per lb., hence the weight of 
steam present 

-jj;„-2 2r,3lb. 


and the weight of the w^ater = 1-747 lb. 

On supplying heat to the contents of the vessel evaporation will take place at constant 
volume, and may be so vigorous that the meniscus disappears entirely. On this assump- 

* Since energy can neither be created nor destroyed the total energy before throttling 
must equal the internal energy after throttling. 
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lion the weight of dry saturated steam present =4x0-9 = 3-6 lb. and, neglecting the 
volume occupied by the suspended water, the specific volume of the steam 

= = 2-777 cu. ft. per lb. 

j-o ^ 


By reference to steam tables, the corresponding pressure = 165 lb. per sq. in. 

Total heat at 165 lb. per sq. in. = 666-8 

^ 165x144x2-777 

Pressure energy = = 47-0 

1400 


Internal energy of steam per lb. 

Sensible heat of suspended water per lb. 

Total i.E. of contents finally relative to 0° C. 
= [3-6 x 619-8 + 0-4 xlSH-l] 

Total heat at 100 lb. per sq. in. 

100x144x4-429 
Pressure energy = 


= 619-8 
= 188-1 


= 2305-3 C.H.u. 


= (161-5 
= 45-5 


Internal energy = 01 6 0 

Sensible heat in water per lb. at 100 lb. per sq. in. = 165-8 
Total I.E. of contents of vessel initially 

= [2*253x616 + 1-747x165-8] 

Hence heat added = 628-3 c.h.tj. 


Ex. Cooling of steam in a closed vessel. (B. Sc. 1938.) 

A closed vessel contains 1 lb. of steam at a pressure of 90 lb, per sq. in. and dryness 
fraction 0-9. The vessel is cooled until the dryness fraction falls to 0-6. Neglecting the 
volume of the water, find (or) the final pressure, (6) the quantity of heat extracted. 

If we imagine that water, at 0° C., is introduced into the vessel, the heat required 


V ill be e(j[ual to the internal energy of the steam, thus: 

A at 90 lb. per sq. in. =161-4 

a'L = 0-9x498-9 = 448-6 

Total heat =610-0 

90 X 144 

External w ork = 0-9 x 4-89 x = 40-7 

1400 

Internal energy = 569 3 

Since the volume is constant, 0-6?\ = 0-9 x 4-89. = 7-33. 

Final pressure when = 7-33 (bv reference to steam tables) = 59 lb. per sq. in. 

h at 59 lb. per sq. in. = 144-9 

:r/. = 0-6x51 0-5 = 306-3 

Total heat =451-2 

59 X 144 

External work = 4-4 x , = 26-7 

1400 

424-5 


Heat extracted = (569-3-424-5) = 144-8 c.h.u. 
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Glapeyron’s equation for the specific volume of a dry saturated vapour. 

The direct experimental determination of specific volume is exceedingly 
difficult, and Clapeyron ingeniously surmounted these difficulties by making use 
of the Carnot efficiency m an indirect determination, thus 
For an elementary temperature lange dT the Cainot efficiency becomes 


and the work done on this cycle, when the working fluid is a vapour, is shown 
hatched in Fig 53 

This hatched area / ^ j 

... ( 2 ) 



Fig 63 


Now since the fluid already contains sensible heat, the heat supplied to produce 
a diy saturated vajiour and do this ork, per lb of fluid, is the latent heat L at 
pressure p, and from the dehnition of efficiency we have 


dT 

T 


= (h ■ h) 


dp 

J’ 


from which .... ( 3 ) 

The relation between pressure p and tenipeiatuie T is very easily obtained 
experimentally from which the slojie of the Tp cuive can be evaluated, and 
hence the specihc \ olume 
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Since nothing is specified as to the working fluid in a Carnot cycle, the previous 
equation could be applied to solidification and liquefaction. 

Tf {v!q — Vi) is positive, dTjdp will be positive, and therefore the melting point 
increases with pressure. On the other hand, a contraction in volume indicates 
that dTjdp is negative, i.e. an increase in pressure lowers the melting point — as 
in the case of ice, which may be cut by a loaded wire. 


Ex. Show how records of pressure and temperature are sufficient for estimating the 
specific volume of steam, and give the results of a test using a Marcet boiler. 


By making a test in which the temperature is increased by equal increments, and the 
corresponding pressure is observed, it is possible, by the use of finite differences, to 
compute a fairly precise value oi dTjdp, without recourse to obtaining the law connecting 
p and T, thus: 

By Newton’s method of interpolation the relation between pressure and tem- 
perature is given by 


T\r-\) 


V=Va+T'Aj)„-\-- ^%+- 


T'(T'-\)(T'-2) 




( 1 ) 


where p^ is the first tabulated pressure (Table 1) and T' the number of steps in 
temperature. 


Table 1.* 


1 

Temp “F 

t 

2 

Absolute 
pressure 
p lb per sq. in. 

3 

dp 

1 

5 

d=»p 

6 

d*p 

230 

20-2 p. 







4-5 ^Jp, 




240 

24-7 p, 


0-5 J»p. 





5 0 dpi 


0 J»p„ 


250 

29 7 p. 


0 5 d*p. 



260 

35-2 Pj 

5 5 dpj 

^ 10 d*p. 

0-5 d=*pj 




6-5 dpj 

— ■ — ■ 

. _^-5 d^a 


270 

41 7 p, 


1-5 4*p, 


- — _ 



8-0 dp4 


0-5 d^pj 


280 

49-7 p. 


2 0 d*p, 





10 0 dp5 


■ 0 5 d^p^ 


290 

59-7 p. 


1*5 d^pj 





1 1 5 dp, 


0-5 d^p. 


300 

71-2 p. 


2 0 d^p, 





13 5 dp, 


0-5 d“pj 


310 

84-7 p, 


2 5 d*p, 





16 0 dpj 




320 

100 7 Pg 






* James Watt, using a Papin’s digester, found that when boats procood in arithmetic 
progression, pressures proceed in geometric progression. Papin in 1680 made his digester 
for the softening of bones by pressure cooking. 
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Sinoe the real series starts at 240°r.,tlienumber of 10°stBp8 in temperature is given by 




Aj)^ is thp first difference in pressures = -pg, 

A^p^ is the second difference in pressures = Ap^ — Ap^, 

A^p^ is the third difference in pressures = A^^p^ — A^p^. 

In general, if we commence with any pressure instead of p,j, and we require the 
change dp in pressure corresponding to a change St in temperature, then by equation (1), 


St 

~ {Pn~^^p) Pn Pn~^ 


_ \ 

10 \ 10“7 
2 ! 


zl2p^+...-p„ 


StiU) being the number of 10 degree steps in temperature corresponding to T in equation 
(1), whence 

\ 

lOUO / 


^P ~ 


21 


■^^Pn + 



(Bt ' 

.'1 

10' 

lio-^ 

UlO “j 


3! 


^■>n. 


.( 2 ) 


Now since St must be a small quantity, if SpJSt is to approach, to any degree, the true 
value of the ratio dpjdt, then StjlO may be ignored in comparison ^Nitli 1, 2, 3, etc., 
BO that equation (2) reduces to 


■■■ 


^■Pn,^P,r\ 
■ 2 + 3 


(3) 


Ex. on the application of equation (3). 

From the values given in Table on p. 139 calculate the specific volume of steam at 


250° F. 


Sp 

St 


1 ^ 1-0 0-5“| _ . . lb. per sq. ft. 

= lor’-2 +- 3 ]"!''" = — “F. 


= 74-5 lb. per sq. ft. /per °F. 

The value of L at 250° F. is 946 b.t.u., J = 11%,v^ = 0-016. 

778x946 

compared with the tabulated value of 13-74 cu. ft. per lb. 


Tables of properties of steam.* 

The late Professor Callendar, by forming equations connecting pv and T which 
were thermodynamically sound, was able to predict the properties of steam 
from a minimum amount of experimental data thus: 

* Callendar’s 1934 Tables wore used in the solution of many problems contained in the 
text, and, in the high pressure region, these differ from the 1939 edition. 
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Sensible heat. 

Water is a much more complicated structure than was at first thought, since 
it consists of steam in solution, which is known as hydrol, and is represented by 

>0=HjO; 

h/ 


pure water (H20)2, known as dihydrol, and represented by 


H\ /H 


and triliydrul (H20)3, represented by 

H2=() 0=H„ 

^0^ 


whifli ih ice. 

It must be evident therefore that the equation h = will not apply accurately 
to sui h a complicated mixture, additional terms beirp; lequired to deal with the 
ii'c and steam. Obviously the higher the temperature the less important the 
])resence of ice molecules, so with a view to sim])lificatinn the sensible heat h (in 
Oallendar’s Tables) allows for but hydrol and dihydrol. 

For the jiurpose of investigating; this more com])licated structure, consider 
that we start with unit mass of pure water having a specific volujue v,,,, and 
supply heat according to the relation h = 

Now imagine a thin layer of mass w sliced from this water, and converted 
into steam. Latent heat, to the extent wL, will be suj)])lied, so that a better value 
of h is h = 5^^ + w L. 

To determine the value of w, let be the sjiecific volume of dry saturated 
steam at temperature then the increase in volume due to evaj)oration of w lb. 
will be 'm;x (^5 — since the slice ol w^ater has been evaporated the wiiole 
volume is available to accommodate this increase. 



w'hence 


h = st + 


v,^ 


( 1 ) 


To satisfy tlie condition that the internal energy of the water is zero at 0° C. 
the constant 0 003 (which represents the value of Vy,LI(Vg — Vy,) at 0° C.) mua^ 
be subtracted from (1). So with this correction and s = 0-99666, we have 


A = 0 99666«+| --)L-0-003. 

Vyjj 

Strictly speaking h is the total heat of the water, i.e. 



J 


+ I.B. 
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but tho pressure energy at moderate pressures is so small ihat it can be ignored 
and therefore h may be regarded as the internal energy.* 

By Clapeyron’s equation, p. 138, 

JLdT 


V.-V,, 


Tdp 


, Vy,L ^ Tdp 


.(3) 


p being the saturation ])ressure at temperature T in lb. per sq. ft. 

Equation (3) does not allow for the ])reseiice of ice molecules in the liquid, since 
the effect of these is only of imjtortance in the vicinity of 0° C. 

By definition, p. 128, H — h = L. (4) 

By (3) in (4), H-^st+ | = L. 

.\H-st = L\]+ , 

whence 


H-st 


h- St 


V, - v„ 


.(5) 


The characteristic equation for vapours. 

If the characteristics of a vapour approach in any way tliose of a ])ciTcct gas, 
it would appear that the equation 

pv=RT (1) 

would at least be obeyed approximately. 

Now the first obvious defect of equation (1) is that when T = 0 or p = oo, 
V is zero. Obviously this cannot be, since the volume of any substance cannot 
be reduced below the volume nocu23ied by the molecules when these are in contact. 

To correct this defect (which is most marked at high pressures) the volume of 
the molecules, or co-volume” b, is introduced into equation (1), which then 

p(v-b) = RT, (2) 

where R is the limiting value of the ratio pvIT when b is negligible. 

Even equation (2) is not entirely satisfactory, because it takes no account of 
^jUmolecular forces. V an dcr VVaals regarded the effect of these forces as reducing 
ce pressure of the vapour, whilst C'allendar considered their effect in reducing 


* Wi 
fying tho 


rofrigETants the* pre-ssurB nnnrgy is of import anco so that at 0° C. whilst satis- 

_ inditiim that i.e. ia zero, h is still a small positivo quantitv represontini: the 

pressure 3 
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the ideal volume through pairing ofif of the molecules — a process known as 
CO -aggregation. 

The relation between van der Waals’ equation and that of Callendar may be 
shown thus: 

Van der Waals gave (v-b) = ET. (3) 

At a state removed from the critical b will be small compared with v, so that 
(3) may be written . 

pv^RT--. 

V 

RT a RT a ^ ^ 

liT' 

the aj)|)roximation pu = RT being sufficiently accurate here. 

Ex])eriment shows that a is &f(T) of the form which, on substitution 

in (4), givo« 

” p 

dj//? may be taken as where is the value of aJRT-’^'*'^ when 

T = Ti = .373 1°, 

and writing (V + 1 ) = ?/ = (It should be observed that Callendar’s q is 
not the index of expansion.) Equation (4) reduces to 

vhirli compares well Avith Callendar's more exact equation 

^ R'T ^(T.\” 

• 

u here p is in lb. per sq. in., T in ° C. absolute and v in cu. ft. 

V = 1-0706 1^0-4213 '' -0 01 6 J 

A revised expression of Callendar’s (1934) is 


v = 


RT 


) + b. 


ap 1 - 

^= 1 - 0706 , (7 = 0-4213 a = 


..(«) 


144 

1400 ’ 


b = -0-00212. 
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Expressions for the internal energy and total heat of dry saturated, 
superheated, and supersaturated steam. 


Considering first the change in internal energy of a perfect gas we have, per lb. 


of gas, the 


i.E. = C^(T^-T^). 


But T = pvjR, and if we consider that the pressure remains constant, 


I.E. = 

For superheated steam, y = 


pC. 

R 

1-3. 


(Vi-Vj) 


PiVz-'i’i) 


(y-1) 



10 p nn 

i-E. = y^K-'yi) = -j 


For superheated steam Callendar showed that the i.E. (reckoned above 0° C.) 
was given by 

/ri# 

■(1) 


I.E. = ^(i; -!>) + £, 


where B = 464, which is very nearly the value of the i.E. at 0® C., since at this 
temperature the saturation jDressure is but 0*089 lb. per sq. in., and therefore the 
first term in equation (1) is negligible. 

!From the definition of total heat H, 



+ I.E. 


V = ' + , 

p(n-\-l) n-\-l 

with the adiabatic index = ^ = 1?^ 

10 71 3 


or 


3 /U00\(H-B) 10, 

/H-464\ 

^ j-0 00212. 


V = 2-2436 


•( 2 ) 
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where H is the total heat in c.H.u. and v is the specific volume in cu. ft. per lb. at 
p lb. per sq. in. Equation (2) is very important in the expansion of dry, super- 
licated, or supersaturated steam. 


Ex. Superheated steam. (I.M.E.) 

Estimate the amount of heat required to convert 10 lb. of water at 37-7° C. into steam 
at a pressure of 220 lb. per sq. in. absolute with 144-4° C. of superheat. 

Find the arcra^e value of the specific heat of the steam over this range and calculate 
the volume in cubic feet of 1 lb. of this superheated steam. 

From Table TI, 

at 144-4° superheat = 750-2 c.n.U. 

h at 37-7 = 37-7 

Heat supplied per lb. =71 2-5 c.n .tr. 


Heat per 10 lb. = 7125 c.H.r. 
//j at 144-4° superheat = 750-2 

at 220 lb. per sq. in. dry = 66P-5 
Heat to superheat = hO-7 


80-7 

Specific heat = = 0-558. 

144-4 

Specific volume = 

P 


2-2436 ( 750 - 2 - 464 ) _ 

990 ^ = 2-92 cu. ft. per lb. 


Ex. Internal energy and the compression of steam. (B.Sc. 1935.) 

Calculate the internal energy of 1 lb. of steam at 8-0 lb. per sq. in. pressure and 
dryness 0-94. If this steam is compressed to 150 lb. per sq. in. according to the law 
pv^ 18 — constant, find the work done durino; compression and the change in internal 
energy. 

h at 8-0 lb. per sq. in. = 83-75 n.n.u. 

xL at 8 0 lb. per sq. in. = 0-94 x 548-8 = 510 0 

H = 599-75 

8 V 144 

External work = — x [0*91 x 47-3 + 0-06 x 0 010] = 36-65 

1400 

Initial internal energy = 563-10 c.ii.tJ, 


Work done during compression 
n-\ 


(n-l) 




8 X 144 X 44-5 
1400 " 


n IK 

[('?)"•-*] 


114-2 c.ii.u. 


II E 


ID 
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At 150 lb. per sq. in. the specific volume of dry saturated steam is 3 016 cu. ft. The 
specific volume of the compressed steam is 


44-5 



= 3-7 


cu. ft. 


and since this is greater than 3 01 6, the steam must be superheated. 
From Call end ar’s equation. 


2-2436 


+ 464 


^ ^^ 3 g [3-7 + 0-002] + 464 = 710-5 c.ii.u. 


i:. . 1 1 150x144 

External work = x 3-7 

Final internal energy 
Initial internal energy 
Change in internal energy 


= 57-2 

= 653-3 
= 563-1 


The pressure volume diagram for a vapour. 

No single etjuation is available which represents, to any degree of approxi- 
mation, the properties of a liquid and vapour; any attempt at obtaining one has 
resulted in intolerable complexity in spite of the continuous ]n’oeess of evapora- 
tion. 

The relation between pv and T, however, may be illustrated by the curve 
(Fig. 54), which is plotted from experimental data on the particular va])our, 
properties beyond the experimental range being predicted from ex])eriments on 
a vaj)our of similar atomic structure, but which is nitne amenable to test. 

A tyj)ical system of isotherms is shown, and it will be seen that a jog occurs 
as each isotherm passes through a change of state in all cases except at and 
above B. 

The temperature and pressure corresponding to point B are said to have 
Critical values; since any increase in pressure above the critical removes the 
phenomena of evaporation and condensation, the change from the so-called 
liquid to the gaseous field takes ])lace continuously and homogeneously across 
the critical isotherm. Paradoxical as it may seem, no sejiaration t)f liquid and 
vapour occurs during a constant pressure compression FO\ yet subsequent iso- 
thermal expansion GH shows that a liquid has existed. 

The homogeneity of the substance above the critical pressure suggested a 
simple means of identifying the critical state by observing the temperature at 
which the meniscus disappears wlien the liquid is heated in a sealed tube. 



Vapours 


147 



Volume 


Fig. 64. 


EXAMPLES ON VAPOURS 


1 . Latent heat of steam by condensation. 


(Junior Whitworth 1933.) 


W et stDani is discharged from a cylinder at atmosphere pressure. Before entering the 
condenser the water in the steam is trapped ofiF. The condenser measurements give 
(iSO lb. of dry condensed steam per hr. leaving the condenser at 79° C. The cooling 
V atcr used was 4-85 cu. ft. per min., and the inlet and outlet temperatures were 14° and 
do (\ respectively. Calculate the value of the latent heat of steam at atmosphere 
pressure. Ans. 539 C.H.U. 

2. Raising steam in a boiler. (Junior Whitworth 1930.) 


A boiler weighing 1-5 tons when empty has 6 tons of water pumped into it. If the 
grate area is 15 sq. ft. and the coal of thermal value 8000 C.H.U. per lb. is burnt at the 
rate of 12 lb. per sq. ft. of grate area per hr., calculate the length of time required to 
niise the temperature of the boiler and its contents from 15° C. to the temperature 
required to deliver steam at 100 lb. per sq. in. absolute. Neglect the effect of the space 
above the water level. 


Take the average specific heat of the boiler material as 0-11 and the boiler efficiency 
50 % when raising steam. 

If the actual boiler efficiency = 70 %, what amount of steam per hr. could be raised 
at this pressure, the temperature of the hot well being 45° C. and the rate of firing the 

Alls, 2-88 hr. ; 1640 lb. per hr. 
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3. Drying one cubic foot of steam. 

How many heat units are required to convert a cubic foot of steam at 50 lb. per sq. in. 
and dryness 0-8 into dry saturated steam at 160 lb. per sq. in.? By how much is the 
internal energy of the steam changed ? Ans. 16-88 c.H.u. ; 15-2 c.H.u. 

4. Heating coils and reducing valve. (B.Sc. Part I, 1937.) 

Dry saturated steam at a ])ressure of 150 lb. per sq. in. is passed through a coil w hich 
is immersed in water at saturation temperature in an outer vessel maintained at 
50 lb. per sq. in. The steam at 50 lb. per sq. in. resulting from the evaporation of the 
water has a dryness fraction of 0-95 and passes through a valve into a 4 in. diameter 
pipe in which the pressure iiiimcdiately after the valve is 30 lb. per sq. in. Calculate 

(а) the amount of high-pressure steam necessary to generate 10 lb. of low-pressure steam 
per min. and (^;) the velocity of this steam in the 4 in. pipe after the valve. Assume 
complete heat exchange between the pipe and the water, and no loss by radiation. 

Ans. (a) 9-28 11).; (i)) 1513 f.p.ni. 

5. Calculate the total energy, reckoned from 0"* C., of 1 lb. of steam at 115 lb. per sq. in. 
when the dryness fraction of the steam is 1-0, 0-7 and 0-3. 

Bind the volume of 1 lb. of steam in each case, and calculate the amount of external 
work done, and also the gain in internal energy during evaporation. 

Ans. 663-4, 515-9, 319-1 c.n.u.; 3-9, 2-737, i-183 cu. ft.; 445-8, 312-00, 133-74 c.ii.u. 

6. Mixing of steam. (Junior Whitworth.) 

Two boilers supply steam at a pressure of 100 lb. per sq. in. absolute to a pipe. The 
first boiler is fed with water at 15° C. and delivers 2400 lb. of steam i)er hr. at a dryness 
of 0-9. The other is fed from a hot well at 65° C. and delivers 2000 lb. of steam per hr. 
at a dryness of 0-8. Compare the relative amounts of heat made use of by the two 
boilers. What is the dryness fraction of the steam in the pipe? 

Ans. 142,800, 991,640 c.h.it. per hr. ; x = 0-854. 

7. Ammonia cylinder. 

An ammonia cylinder of 10 cu. ft. capacity contains 7-5 cu. ft. of liquid at 50° F. 
The cylinder is placed carelessly alongside some heating i)ipes, and in the course of a 
day its temperature rises to 125° F. From the data given calculate (a) initial quality, 

(б) the resultant increase in pressure and (c) heat absorbed by the ammonia. 


Temp. 

Volume 

Heat content n.T.u. 

Absolute 

°F. 

Liquid 

A aj)our 

Liquid 

A7ij)i)ur 

jji essun* 
lb. j)i‘r sq. in. 

50 

0 02564 

3-294 

97-93 

025-2 

89-19 

125 

0-0286 

0-973 

185-1 

634 

307-8 


Ans. (ci) 0-26%; (b) 218-6 lb. per sq. in.; (c) 25,917 b.t.u. 

8. Dryness fraction produced by expansion of steam. (Junior Whitworth 1928.) 

One pound of feed water at 35° C. is heated in a boiler under 100 lb. per sq. in. absolute, 
and calculation shows that it receives 435 c.H.u, What is its dryness fraction? If this 
steam is then expanded to 15 lb. per sq. in. absolute without doing any work, what is 
then its dryness ? 
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Using steam tables, find the dryness fraction when steam at 250 lb. per sq. in. and 
60° superheat expands adiabatically to 1 lb. per sq. in. 

Would the actual dryness be greater or leas than this {a) in a reciprocating engine? 
(d) in a steam turbine ? 

Arfs. 0-617, 0-684, 0-802. In a rcciprocator slightly greater, in a turbine considerably 
greater, especially if small and inefficient. 

9. Expansion of steam. (Junior Whitworth 1933.) 

One pound of steam is admitted into a cylinder at 100 lb. per sq. in., and when the 
volume behind the piston is 4-45 cu. ft. it is cut off. The steam then expands until the 
piifl of the stroke when the pressure is atmospheric 15 lb. per sq. in. The expansion line 
follows the lawp-y^ ®’ = constant. Obtain 

(1) the volume at the end of the stroke, 

(2) the dryness at the end of expansion, 

(3) the total work done per stroke if the back pressure is atmospheric. 

Aihs. (1) 26-3 pu. ft.; (2) Dry; (3) Work = — ^ = 78-6 c.H.u. 

' n— 1 

10. The bucket calorimeter. 

Wet steam at 102 lb. per sq. in. is blo^Mi into a well-laiiged tank which has a water 
equivalent of 20 lb. and contains 1 80 lb. of water at 60^ F. If this mass of water increases 
In iSo lb. at a temperature of 83° F., as the result of condensing the wet steam, find the 
dr\ness fraction of the steam at 102 lb. per sq. in. Ans. 761 %. 

11. Dryness fraction calorimeters. (13. Sc. 1934.) 

You are required to measure the dryness of steam supjilied by a water tube boiler. 
Describe with the aid of carefully draAvn sketches the apparatus you would employ, 
anti how you would carry out the test. 

State precisely the precautions to be observed, and discuss the advantages and 
disadvantages of your method. 

12. Combined separating and throttling calorimeter. (B.Sc. Part I, 1938.) 

Sketch and describe a combined separating and throttling calorimeter. If the main 
.steam pressure is 120 lb. per sq. in. and 1-5 lb. of steam are condensed in the separator 
while 8-2 Ih. pass through the calorimeter, calculate the dryness of the steam in the main 
steam pipe. 

The temperature and pressure on the low-pressure side of the calorimeter are 118° C. 
and 1.^ lb. per sq. in. An.s. 0-821. 

13. Minimum dryness fraction obtainable by throttling calorimeter. 

What is the minimum drynes.s fraction that may be determined by a throttling 
calorimeter if the jiressiirc of the steam before throttling is 200 lb. per sq. in. absolute 
and after throttling 15 lb. per sq. in. absolute? Ans. 0-94. 

14. Throttling calorimeter. (B.Sc. Part II, 1940.) 

Describe with sketches a steam calorimeter suitable for determining the dryness of 
steam supplied to an engine, indicating clearly the essential features of the apparatus. 
A boiler supplies steam at a pressure of 100 lb. per sq. in. and 30° C. superheat. The 
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condition of the steam at the engine to which it is supplied is determined by means of 
a throttling calorimeter. After expansion in the ralorimctcr the pressure is 15 lb. per 
aq. in., and the temperature is 1J2^ Calculate from steam tables 

(a) the dryness of the steam at the engine, 

(b) the heat lost from the steam pipe, per lb. of steam. Ans. 0-972; 30-5 C.li.u. 


15. Steam separator. 

In 1 hr. a steam separat or removes 1 1 -2 lb. of water in partially drying 212 lb. of steam. 
If the dryness fraction of the steam leaving the separator is 0-99, what is the dryness 
fraction of the steam entering'? Ans. 0*94. 


16. Clapeyron's equation. 


(B.«c. 1929.) 


Derive the equation — 


JLdT 
T dP 


, wdierc and i;,,, are the volumes of 1 lb. of dry 


saturated steam and 1 lb. of water respectively, J is Joule’s equivalent, L is the latent 
heat, T is the absoliUe temperature, and P is the pressure. What is its value troni the 
praetiral point of view ? 

Useittofindthe volume of lib. ofdry saturated steam at 55, 55, and 220 lb. per sq. in. 

07, 7-7, 2-1 eu. ft. 


17. Clapeyron*s equation applied to the freezing of water. 

iSliow by (1a])f\\ron’s equation that the freezing ])oint is depresst'd by 0-0075'’ (\ 
for f'aeh atnin'*-pli(‘re increase in pressure given: specific volunn^ of water at O’C. is 
()-()l0 cu. ft. per lb., and that of ice 0-0174 eu. ft. per lb. Latent heat of ice is SOr.H.r. 
l)er lb. 


18. Internal energy and compression of steam. (13. Sc. 1930.) 

Calculate the internal energy of 10 cu. ft. of steam at 20 lb. 2)er sq. in. and at 0-9 dry. 
How much work must be expended on this steam to compress it atliabatieally until it 
is just dry and saturated? Ans. 305-5 c.ii.u.; 30-18 c.ii.u. 

19. Expansion of superheated steam. (I.M.E.) 

Steam enters an engine at a pressure of 180 lb. per sq. in. absolute with 07° C. super- 
heat and is exhausted at 2 lb. per sq. in. absolute and 0-94 dry. Estimate the drop in 
total heat and the volume per lb. of the steam at admission and exhaust conditions. 

Ans. 122 C.H.U.; 3 05, 103 cu. ft. 

20. Hyperbolic expansion of steam. (B.Se. Part I, 1940.) 

Find the total energy of 1 cubic foot of steam at 150 lb. per sq. in. and dryness 0-8. 
If this steam expands hyperbolically to 30 lb. per sq. in., find the dryness fraction 
at the end of expansion. Ans. 235-4 c.ii.u.; 0-878. 

21. Hyperbolic compression of steam. (B.Sc. 1934.) 

Two cubic feet of steam at a pressure of 40 lb. per sq. in., and having a dryness fraction 
of 0-96, are compressed hyperbolically to a pressure of 120 lb. per sq. in. Find the final 
dryness of the steam and the quantity of heat passing through the cylinder walls during 
compression. Ans. 0-897; Heat rejected, 12-33 c.H.U. 
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22. Production of steam at constant pressure and constant volume. 

(B.Sc. 1940.) 

A boiler eoiitbiins water and steam at atmosplierie pressure, all air having been ex- 
pelled and the stop valve closed. Find the quantity of heat required to convert 1 lb. of 
water from this eoruliiion into dry saturated steam at 100 lb. per sq. in., the stop 
valve being still dosed. 

When the stop valve is open and the boiler is supplying dry saturated steam at 100 11). 
j)er sq. in., how much additional heat is required per lb. of steam formed from feed water 
at 50° C.? Ans. 51444 c.h.u.; 6101 c.ii.u. 


23. Internal energy of a vapour. 

By making use of Clapeyroii’s equation, show that the gain in internal energy which 

1 — ^ c/ ) ' 


24. Specific volume of ammonia. 

Th(‘ relation between the absolute pressure in lb. per sq. in. and the absolute 
temperature F. of ammonia is given by 

loffi„;, = 5-8739-r,0 (yA^.3) • 


Calculate the specific volume of dry saturated ammonia vapour at 80"* F. given 
L = jb34 13 .T.U., and specific volume of liquid ammonia = 0-02CS cu. ft. per lb. 

Ans. 1-95 cu. ft. 



CHAPTER Vn 


ENTROPY 

Entropy, 

Entropy is a quantity which frequently causes be^^inners difficulty; because there 
is no good analogy and nobody has yet defined it to everybody’s satisfaction. It 
may be regarded as a new variable introduced to facilitate the study of fluids 
when they arc passed through a Reversible cycle. In mathematics, when 
differentiating a function of a function, we have no hesitation in introducing a 
new variable; so regard (/> in the same light, and many of the difficulties associated 
with entropy will vanish. 

The change of entropy is defined as the addition dQ of caloric heat, i.e. heat 
\ihich may be measured by a calorimeter, expressed in C.H.u. or b.t.it., su])plied 
from an external source, divided by the absolute temperature 2^ at which the heat 
was suijplied, i.e. 

(I) 

The reason for introducing such a variable may seem obscure, but if it is 

T — 21, 

remembered that the efficiency of the Oarnot cycle is given by tj = — and 

that for a temperature range of one degree, — T 2 = 1 5 then a su])})ly of dQ units 
of heat, at a thermal potential of 1°, will in a perfect heat engine effect mechanical 
V ork to the extent 

dW = = Jd(l){tAh. (2) 

Since the primary object of any efficient heat engine is to produce a maximum 
amount of mechanical work for a given supply of heat, the importance of entropy, 
which represents the greatest amount of work obtainable per degree fall in 
temperature, will be at once apparent. 

Since entropy is measured per Unit mass, it would be more precise to speak of 
it as specific eiitrof)y. There would then be agreement with specific volume, 
specific heat, specific gravity, etc. 

To bring the zero of entropy into agreement with the zero of internal energy, 
and of the heat of vapours, and to avoid physical and analytical difficulties 
which would arise if the absolute zero were taken (see cq. 5, p. 153), the zero of 
entropy is taken as 0° C. For temperatures below 0° C. the entropy is negative, 
since sensible heat below 0° C. is also negative. 

Rankine introduced the idea of entropy in 1851, and called it the Thermo- 
dynamic function. In honour of Rankine the late Prof. Perry suggested that 
the unit of entropy should be known as the “Rank”. Clausius later extended 
the concej)tion of the Thermodynamic function and named it Entropy.* 

* According to King’s English Dictionary entropy is derived from the Greek “cn”, in, 
and “trBi)ein”, to turn. The heat which has been turned away from doing useful work, 
when divided by the absolute temperature, is the change in 0. 
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General expression for the change in 0. 

In general the addition of heat dH to a fluid will cause its temperature to in- 


crease by d2\ and from the definition of specific heat s, 

dQ = sdT per lb. of fluid, (3) 

where s is the specific heat appropriate to the method of heating. 

dT 

By (3) in (1), d^ = a~. (4) 



Solving this differential equation, we have 

I’jS. n'^dT T. 

jr T' ^2-01 = *5log^.^;, (5) 

<5 being considered independent of T. 

Taking = 273° C. and varying produces the logarithmic curve shown in 
Fig. fiS. 

If the addition of heat takes place at constant temperature Tg? in the case 
of evaj)oration or condensation, then, with a dryness fraction and latent 
heat L., 


# = -^- dQ. 
J f}>2 -^2 JO 

I I ^2 ^2 

. . 03 — 02 “ rji > 


.(G) 
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or the heat added at constant tenificrature, from an external source, is the product 
of the change in (j> and the absolute tcmjierature at wliich the change occurs. 
This is represented by the dotted rectangular area in Fig. 55. 

From equation (1) it should also be observed that, in general, the area 

beneath a curve, represents the heat supi)lied during any physical change. 
If the process is taken through a reversible cycle, the area enclosed will — in 
common with tliepi; diagram — represent the work done. 

One important advantage, however, of the Tij) diagram over the jpv diagram 
is that it represents the whole process of heat extraction and rejection during the 
cycle; not just the work done. An adiabatic curve on the jiv diagram is rej)laced 
by a straight line on the 2^<f) diagram, and the dryness fraction may be easily 
obtained. 


Entropy of a superheated vapour. 

Since the heat to raise one lb. of su])crh 0 atcd vapour through dT degrees is 
given by iSdT (the numerical value of S depending on the process of heating), 
then, by definition, 

dT 

= m 

Comparing this result with equation (4) we see that they are similar, and 
therefore the increase in fi due to su])erheating to temperature is 

= (S) 

since T^ = T^, 

Hence the total entropy of a superheated va])our, reckoned from 0° C., is 

0 = -s ] og,- 2^ + logf • ( f ) 


Temperature entropy diagram for steam. 

To avoid having to constantly work out equation (9) for particular ])roblems 
Belpaiie in 1872 considered it best to plot it from steam tables, due allowance 
being made for the variation in specific heats with tem))erature. 

Taking 0° C. as the arbitrary datum, the Liquid line is plotted from the 
T 

equation = •sloge Below 200° C. the liquid line is concave on the left 

because of the reduction of specific heat of water with an increase in temj)erature. 
Above 200° C. the rapid increase in 8 reverses the concavity of the curve and 
ultimately turns it over at the Critical temperature. 

By selecting various temperatures, say 50°, 100°, 150°, etc., the corresponding 
latent heat L may be obtained by reference to steam tables, and the increment 
in 0 = LjT set off horizontally from the water or liquid line. 
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By repeating this procedure for many temperatures, the Saturation line 
is defined by the locus of the right-hand ends of the increments which themselves 

are Isotherms. 

Lastly, from the points T on the saturation line the increment 0^^ = S log^ T^j T 
(due to sui)erheating at constant pressure) may be set off. and being the 
only variables in the old type of commercial charts, where S was taken constant 
at 0-48. 

Const. Vdl 




Fig. 56. diagram. 

Plotting would be facilitated and greater accuracy result by extracting, for a 
given pressure, values of 0^, 0^ = (0^ + 0z.) and 0 = (0, + 0g^) from the steam 
tables and plotting these values direct from the co-ordinate axes. 

Constant total heat lines. 

Lines of constant total heat H are of value in solving problems where a change 
of pressure occurs without any external work being done, i.e. throttling operation. 
They may be plotted by selecting a certain total heat, say 700 c.h.tj,, and by 
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reference to Callendar’s steam Table II to obtain the corresponding pressures and 
degrees of superheat that will give this heat. Knowing these pressures and super- 
heats, Table III will give the corresponding value of (j). 

In the wet region the dryness fraction, for a given total heat H, must first be 


computed from the equation x = 



T xL 

whence 0 = slog,— + 


Constant quality lines. 

Lines of constant quality or dryness may be jilotted by dividing tiie isotherms 
into ten equal parts and then joining the corresponding points on successive 
isotherms. This construction follows from the fact that the entropy of wet steam 
given by the previous equation is a linear function of x. 


Variation of dryness fraction during expansion. 

It should be observed that when x = ^ the constant quality line is almost 
vertical, and therefore a change in tem])erature at constant entropy does not 
affect the dryness. With r<i the steam becomes drier for a corresjionding 
expansion, whilst for ^ the steam becomes wetter, for a fall in temperature. 

Lines of constant volume. 

Having located the constant dryness lines, lines of constant volume may be 
very easily ])lotted from the relation v = xv^, thus: 

By reference to steam tables, find the saturation temperature corresponding 
to si)ccific volumes of 1, 2, 3, 4, etc. cu. ft., and plot these points at the intersection 
of appro])riate isotherms with the saturation line. 

Taking noAv drynesses of i, J, I, etc. means that with dry saturated volumes of 
2, 3, 4, etc. the wet volumes become 

1x2=1, Jx3=l, Jx4=I. 

The intersection of the 1, 2, 3, 4, etc. cu. ft. isotherms with dryness curves of 
0-5, 0-33, 0*25, etc. therefore locate points on the constant volume 1 cu. ft. curve. 

Proceeding in this way, the 2, 3, 4, etc. cu. ft. constant volume lines may be 
constructed, and it should be observed that they converge towards the origin 
but never actually reach the liquid line since steam is always present even at 
extremely low temperatures, whilst the dryness lines converge to the critical 
temperature. 

Tein|)erature entroi)y diagrams as described previously, and plotted to a large 
scale, were obtainable from H.M. Stationery Office, Price 2d. 

Value of the T(f> chart and precautions in using it. 

The T(j) diagram is of value for illustrating ideal cycles and for exhibiting the 
physical properties of any fluid. In using it, however, for the computation of heat 
quantities, it should be remembered that ordinates must be measured from 
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absolute zero of temperature, and not from 0° C. On commercial charts the 
blank space from 0° to - 273“ is omitted to produce a diagram of more convenient 
size, and this omission occasionally causes confusion. Great care should be taken 
if an attempt is made to show an irreversible cycle on this diagram, since the 
area beneath the curve, defining the o])eratioii (which should be dotted for 
])referencc), has no real significance. It cannot express the heat involved in the 
])nu ess. To obtain the heat quantity involved the actual operation must be re- 
placed by reversible operations which will bring about the same change of state. 


Callendar’s more accurate values for the entropy of water and steam. 

On p. 141 it was shown that Callendar’s equation for the total heat of water was 

h = -0 003. 

('’a-'’,,) 

To obtain the equivalent exj)ression for entropy the first term may be inte- 
grated as on p. 153, giving 

The second term is the entropy of vaporisation of the steam in solution, from 

V , Tj 

equation (0), p. 153, this is given by , a quantity which, has the value 

O-OOOOl when T = 273“ C. absolute. 


( 1 ) 


Entropy of vaporisation, 

Thih is ck'liiiecl as LjT, and is ei]ual to the eiitro|)y of dry saturated steam 
minus tlic enh oj.y ji,,, of water at the teiiii)Brature of vaj)orisation. 

By t'lapeyrou’s equation, p. 138, 

T J dT' 


. 6r-6-6 

P,n y J 


■( 2 ) 


The last term of (2) is the work done per unit mass per degree fall in tem- 
perature. 


Entropy of dry saturated, superheated, and supersaturated steam. 

Allowing for the variation in S2)ecific heat of superheated steam, we have 

= (3) 

The variation of s with T has been obtained for atmospheric pressure, so to 
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obtain the change in tf) for any other pressure the work must be done in two steps, 
thus: 

First raise the temperature from 100° C., i.e. T^, to its final temperature Tg 
at constant atmospheric pressure; then, whilst maintaining the temperature 
constant, compress the vapour isothermally from to Pa- ^his process is shown 
in Fig. 57. 



Callendar’a expression for the total heat of superheated steam is 


where 


n 


(l-zV) 

10 ^ /lo \c 2-2284r Ac 

“‘a’ ~ T’ 


•(]) 


144 

““ UOO’ 


10 


( 37 3 \ 3 

-^T j > ^0 = 0-4772, B = 

The change in 0 is given by 

Heating at constant pressure. 

■''‘-MS), 


464. 


/ p CDTlst 




Treating the right-hand side as a product 




dv 1 dv dH du 1 

r/.r^5T’ = 


( 2 ) 



Entropy 159 

To evaluate (2), substitute from (1), giving 

pi/ p.p ahp B\ 

]i\T^ Jr.l?’ (l-zV)^'' H 

= ». log. r; - j '■ ir- (.6j. + B ) ( - ij . 

To evaluate 

and remembering that p is constant, let Z = zp, 

_ _ iT„/'/;y‘ 

/' T 1/ / 

= ( 7 -) =-(^+l)7l- W 

By (4) in (3), 

Cn(7i + l)cp dZxT'^ ^ f 

J (i-z^)r2^~(^+i)/i^^“\/j J r^^^“2U7 

Hence 

(5) 

By (I), (2) and (5), the total rliango in 0 is 

r', -6 =rs + abp.llT' 

/J /"i p y(j_-2yj)+ 7' ^T]r, 

+ .. log, [f + “ [log, (; : •;;;;) - i„g (;.+ - ,.6^ bi 
= ». io», 5# - «(» +1) - jgrrjfpf)] 

<«) 

The change in 0 at constant temperature, Tg- 

Hcat added = Work done+ Thange in i.E. 

dll = apdv-{-dE. 

^ , dH 1 r dv dEH _ 

•■• ■‘I*- r 


(’) 
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In the steam tables. 


Entropy 

H = apv + E. 


Differentiating with T constant, 


imx 

\ J T const. 


= av-\-ap 


dv BE 
cp op 


Transposing av in (8), 


ldH\ dv BE 

- \-av = ap 
\dpj dp dp 


] \~dll ~\ 

whence, by (7) and (9), — ayj dp, 

r?5a I r ffa ^ /’J)* 

vdp. 


But Callendar’s expression for v is 


\_(ip \-z-p- J 

///\«" a p>//ir 




With T constant, the integral becomes 


HV’’ a rm\ c , , I*’- 

-‘ 2 ///. -' 2 L ^ Jjj. 


\Tju, T,la 2 z-^\- 4 p 

Substituting for II from (1) before ap])lymg the limit 


a(n+l)fp abp B 
' T[\^z^p^)^ T^T 


ahp B a, abp 


T{l-z^ljy2L- °'’\l-z^p 


+ constant 


= -i21og/'-tt(n+]) 
I'l 


l^c?r Ih 7h 1 


By adding (6) and (10) we obtain the total change in 0, as 


0 = aolog«S--BlogeJ-«(^+l) 

P\ 


r _^2Pi __ f^jVi _i 

Im-zipD i\(i-zipi)j 
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J\ and are fixed, and the symbols with suffix 2 will, in general, appear 
without a suffix, whence 


T p a(n+l) 






.( 11 ) 


Ex. Obtain the entropy of steam at 100 lb. per sq. in. if the dryness fraction is O B: 

(а) from the steam tables, 

(б) from the entropy diagram, 

T xL 

(c from the equation logg + - . 

^ / iJ J. 


(f>s at 100 lb. per sq. in. (Table I) = 1 0079 
at 100 lb. per sq. in. (Tabic 1) — 0-4749 


(pL =11330 

j,;S^ = 0-8xM13 =0-9070 

= 0-4749 

05 at 1001b. per sq. in., 0-8 dry, = 1-3819 


Alternatively 0 = (1— x) 


From the 7'0 diagram 0^ = 1'3B. 


^ , 437-5 0-8x495-7 

= o-7y + -437..- 


1-378. 


Ex. Calculate the entropy of water at 104-28^0. (i.e. 100 lb. per sq. in.), using the 
equation 

Cunipare this result with that obtained by the exact expression which allows for 
variation in specilic heat and steam in solution. 




Allowing for steam in solution, we have 




= 0 09G6x 04709 + 


(001602 + 0 000042 x 42) 495-7 


(4-43-00178) 437-5 
=0-469 + 0-00456 = 0 - 4736 . 


WH K 


II 
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EXAMPLES 

1 . Total heat of steam from chart. 

By means of a T(l> diagram, find the amount of heat which must be supplied to 50 lb. 
of water at 25° C. to convert it into steam at 1G5° C. and O-O dry. Ans. 29-250 c.ii.u. 

2 . By means of Callcndar’s revised tables plot, on the Stationery Office 2'(f> chai t, the 
water, saturation and superheat lines. 

3. One pound of feed water at 50° C. is heated and becomes superheated steam at a 

temperature of 220° C. and at a pressure of 150 lb. per sq. in. Calculate the change of 
pntru]jy, given that the mean specific heat of superheated steam over the superlieat 
range is 0-48. Ans. 1-44. 

(Senior Whitworth.) 

4 . The T0 diagram supplied to you has the water line plotted from the equation 

T 

t,-.! ■ -Discuss the validity of this equation, and in view of the more general use 

of high-})ressure steam, in what way wmuld this curve show a modification if great 
accuracy is required? 

5. Calculate the changes of entropy of 11b. mercury for the following operations: 
(fl) heating liquid from 400 to 907° F., (6) evaporation to dry saturated vapour at 
1001b. per sq. in. ahs. and (c) superheating at this pressure to 1000° F. Take data 
from the following table : 


Pri'ssiirc abs. in 

Teinj)prjituro 

Heat of liquid 

LalPiit Heat 

lb. j)er sq. in. 

"F. 

B.T.TJ. 

B.T.r. 

0’39S 

400 

12-1 

129-4 

80 

875 

28-1 

125-5 

100 

907 

29-2 

125-3 


Mean specific heat of superheated vapour 0-0247. 
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VARIOUS THERMODYNAMIC PROCESSES 
ON THE T(l> CHART 

1. Isothermal expansion (Constant pressure in the saturated region). 

During evaporation or condensation both pressure and temperature remain 
constant, so that on both the Tfj) and jw diagrams the operation is represented 
by a horizontal straight line as in Fig. 58. On the Ttj) diagram the heat supplied 
is represented by the hatched area, whilst the corresponding area on the pv 
diagram gives the work done. 



Fig. 58. Isothermal oporation. 


If the expansion is extended into the superheated region the pressure must fall 
an increase in 0 at constant temperature, the relation between pressure and 
volume then approximating to pv = c, which holds rigidly for the isothermal 
expansion of a perfect gas or the constant total heat expansion of a vapour. 

Note on pv and T(f> diagrams. It should be observed that in a T0 diagram 
the temperature scale is uniform, whereas the pressure scale depends upon the 
tein])erature and is by no means uniform. It is therefore impossible to project 
pressures from the T0 diagram on to a pv diagram, if the area of this diagram is 
to rej) resent work. 

I'his faulty projection is used in the text merely to compare the cycles when 
plotted to different co-ordinates. 
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2. Constant volume expansion. 

If the volume remains constant during a temperature and pressure change no 
external work is done; so the pv diagram is a vertical line, and the T(}) has the 
shape shown in Fig. 59. In this diagram the hatched area refers to expansion in 
the saturated field, whilst that with the crossed diagonals refers to the super- 
heated region. It sliould be observed that for a given increase in 0 more heat 
is supplied, and a higher temperature realised, than in the case of a constant 
pressure change, because c^, <c^, and therefore the constant volume curve is 
steeper than the constant pressure curve (see equations (4) and (7), p. 180). 



Ex. In an old type of pumping engine dry saturated steam was supplied at a constant 
pressure of 30 lb. per sq. in. absolute throughout the stroke. Condensation then took 
place at constant volume until the pressure fell to 5 lb. per sq . in., after which the return 
stroke of the piston maintained the pressure constant at 5 lb. per sq. in. until conden- 
sation was complete. Show these operations on the diagram, and obtain the work 
done, the heat suiiplied and the heat rejected per lb. of steam. 

Total heat at 30 lb. per sq. in. dry = f)47-5 c.H.u. 

Sensible heat at 5 lb. per sq, in. = 72-3 

Heat supplied = 575-2 

144 

Work done = (30- 5) x-p^x 13-72 = 35-3 


Heat rejected 


= 539-9 c.H.u. 
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On the Tfj) chart the work done is represented by the hatched area, and has a value 
5x1-B8|^^‘2‘* + 6-62-^J = 35-7 c.H.XT. 



Fig. 60 . Steam ynimj) Ex. 


3. Constant total heat or throttling operation. 

In thrnttlinp;, the preSKSure is drop])ed without doing extorntal work, the released 
I'lici gy lieing frittered away as heat, so the process is irrev ersible, and as details of 


tlie state during expansion are not 
know II the operation cannot he rejire- 
iited on a T^j) diagram. The best we 
1 iin do is to indicate the initial and 
hiiiil states [a and c) on the chart by 
UKiking use of the condition that the 
lota] heat before expansion is usually 
( (jiial to the total heat after expansion; 
a dottcfl boundary then joins the two 
statf's. The curve is dotted because we 
can t ake no cognisance of the area a6c 
subtended by the dotted line ac. 

From the expansions ab, &c it will 
be appreciated that a throttling pro- 
cess is equivalent to a reversible 
adiabatic expansion ab followed by 



Fig. 61 . Throttling of a vapour, 
(Constant total heat operation.) 
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a constant pressure expansion, the kinetic energy developcfl during adiabatic ex- 
pansion being eventually dissipated as heat during the constant pressure process. 

In the superheated region the locus of the corner c of the area Odebc'f\ which 
represents the total heat at c\ is again the total heat curve that passes through a'. 

Throttling at a turbine governor. 

To maintain precise speed regulation the control valve of a turbine governor 
causes a pressure drop of 10 %. If the initial state of the steam is 500 lb. per sq. in. 
absolute at 100° C. su2)erheat, find the final state, and the gain in entropy of the 
steam. 

As this problem is outside the province of the commercial T(j) chart, we must 
solve it by another method. 

Using steam tables, 

Total heat at 500 lb. per sq. in., 100° C. superheat, is 739-2 c.ii.u. 

Allowing for a 10 % drop in pressure at constant total heat, the new pressure 
is 450 lb. per sq. in. and the superheat to give a total heat of 739-2 c.H.U. is, by 
interpolation in Table II, 

|l00°-t-^^^x 20°j = 103-3° superheat. 

at 450 lb. per sq. in. and 103-3° superheat = 1-6020 
at 500 lb. per sq. in. and 100° superheat = 1-590 

Gain in entrui)y = 0-012 Ranks 


Reversible adiabatic operation (isentropic).* 


In an adiabatic operation no heat Q — as caloric heat — is transferred to the 
va})our from an external source, and therefore from the conservation of energy, 
p. 19, 


dQ = pdv-\-d[i.v..) = 0. 


■( 1 ) 


Further, from the definition of entropy, dij) = 


dQ 


Hence it follows from (1) that with dQ zero dif) must also be zero. A reversible 
adiabatic operation therefore takes place at constant entropy, and the work done 
is proportional to the area between the constant volume lines through the initial 
and final state points. 

* At the present time the dofinition of an adiabatic operation appears to bo rather vague. 

The late Prof. Ewing regardod it in its exact sense as strictly reversible, mechanical energy 
being developed at tho expense of internal energy. 

Tlie tendency now is to regard this as a reversible aiJiabatic, whereas a throttling opera- 
tion is merely adiabatic. Frictional flow through a heat insulated nozzle is also adiabatic, 
but as it is irreversible it involves a change of entropy. The increase in 0 is the unavailable 
energy divided by the lowest temperature imposed by external conditions. 

A reversible adiabatic is a quite imnecossary alternative to “isentropic". 
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On the pv diagram the work is represented by the hatched area, the value of 
,^\hich may be computed from equation (1), thus: 


0 = 



These integrals were evaluated on p. 49 and gave 


( 2 ) 


pyh~Vi^ 

J(n—l) 


(i.E.i-i.n.,)- 


( 3 ) 


/ 



Fur the vaj)our cycle it is usually simpler to evaluate the work done during 
expansion from the consideration of the change in internal energy, rather than 
from the pv diagram; since, except in the case of a superheated vapour, the 
expansion index is variable. 


Work done during the adiabatic expansion of a wet vapour. 

Irom the definition of internal energy on p. 1 6, 

I.E.j — + j , 


I.I 


— ^2 “r *^^2 7 ■ 
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In these two equations it is usual to find that the only unknown is for the 
evaluation of which many methods are available, but all depend upon the con- 
dition that the entropy remains constant during an adiabatic operation. 


Method (1). Equating the initial entropy to the final, 

T-l X-tJj-t ^ XnLn 

oge^ + -j,- = °S»273'‘"‘2r’ 


T^r T■^^ 


This is known as the adiabatic equation. 


Method (2). Using steam tables, where the only values of entropy tabulated 
are 0^ and 0^, we have 

05 ~ 0i« “1“ 0/^- 

0/. = 0.S - 0,/;- 

Hence Initial 0 = 0u,i+ (0.,,- 0,/>^i, 

0 = 0,r2 + (05,-0ir,)^2- 

Equating gives 

, ^ ^ - 0M-2 + [051 - _ 0.ri-0 >^ 2 + ^10Li /^V 

(052- 01 J 0L2 

Method (3) , Gibbs ’ function G. If we knew the total heat after expansion 

could be evaluated from the equation 

^2^2* 

Now //j is represented by the dotted area in Fig. 62, and this is most easily 
obtained by subtracting from the rectangular area ^ 205 i of the black 

triangle, which is denoted by in honour of Willard Gibbs, who investigated 
the properties of this function in 1875. Modern steam tables tabulate the value 
of G for various pressures, so that the computation is very simple, and sym- 
bolically is represented by 

7/2 = 22051— ^^2 — ^^2^"^2^2- 

It should be observed, when using this equation, that it is 0^^, not 0^^^, that is 
employed for the determination of 7 / 2 . This is a i)oint where students frequently 
make mistakes. 


Method (4) . The dryness fraction could be scaled directly from a 70 or an H0 
chart (see pp. 155 and 183). 
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Method (5). The work done during adiabatic expansion is given by 

7-1 

and 7 must be determined from the equation Pi[x^v^y = p 2 (^ 2 ^sa)’^' 

This method is most convenient for small pressure drops. 

(I.C.E. 1936.) 

Ex. By means of a diagram, find the total heat of 1 lb. of steam at 225 lb. per sq. in. 

and 0-97 dry. 

Find the final state at 20 lb. per sq. in. if 
(tr) the pressure drop is obtained by 
throttling, 

(?;) the pressure drop is obtained by 
adiabatic expansion, 

(r) the pressure drop is obtained by 
constant volume expansion. 

From the T0 diagram shown in Fig. 63 
the total heat at 0137 dry is 

r)f7-r)6 (1 2 - 10-7) + 5-97 (6-83 1 -07)] 

— 649-5 c.ii.u. 

By tables — 655 c.h.xt. 

(ri) Final state after throttling. In 
this rase the areas with diagonals must be 
equal, anrl on satisfying this eonditioii it 
vill be found that the steam at 201b. per 
sq. in. is superheated to 136° C. Degree 
of superheat = 25-2. 

(6) Adiabatic condition = 0-84 dry. 

(c) Final state after constant volume condensation. The constant volume line 
through 225 lb. per sq. in. at 0-97 dry cuts the 20 lb. per sq. in. line at 0-1 dry. 

Ex. Adiabatic expansion and throttling of wet steam. (B.Sc. 1938.) 

Steam initially at a pressure of 200 lb. per sq. in. and drynes.s fraction 0-95 expands 
adiabatically to 100 lb. per sq. in. and is then tlirottled until it is just dry. Find, using 
the steam tables, 

(n) the external work done, per lb. of steam, during the adiabatic expansion, 

(6) the increase in entropy, per lb. of steam, during the throttling process. 

h at 200 lb. per sq. in. = 197-5 

xL at 200 lb. per sq. in. = 0-95 x 471-2 = 447-5 
H = 645-0 



at 200 lb. per sq. in. = 1-5525 
at 200 lb. per sq. in. = 0-5447 
= 1-0078 
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x(j>L = 0*95 X 1 0078 = 0-9580 
K = 0-5447 
0 ., = 1-5027 

= 437-5 X 1-5027 = 658-0 
Q, ' = 42-0 

= 6160 


A.n.D. = (645 — 616) = 29 c.ii.u. 


0 of dry steam having H = 616 is 1-9392 
0 initially = 1-5027 

Increase in (p due to throttling = 0-4365 


at 100 lb. per sq. in. = 1-6079 
at 100 lb. per sq. in = 0-4749 
0/^ at 100 lb. per sq. in. = 1-1330 
0,^ = 1-5027 

0^ at 100 lb. per sq. in. = 0-4749 
rr2 0y,^ = 1-0^78 


1-0278 

1-1330 


0-907. 


Alternatively 165-8-1- 495-7^2 = 616. 

144 

Initial pressure energy = 200 x 0-95 x 2-293. 

144 

Final pressure energy = x 100 x 0-907 x 4-429. 
Difference in pressure energy 


144 r 4-42!n 

= f4QQx200 0-95 X 2-293- 0-907 X = 3-5 r.ii.u. 

Work done on adiabatic expansion = 29 — 3-5 = 25-5 c.h.u. 


The reader should solve this example by other methods detailiMl on p. 168. 


Ex. Adiabatic compression of steam. (B.Sc. 1934. j 

Deduce an expression for the entropy of superheated steam reckoned from water 
at 0" C., and calculate the entropy of 1 lb. of steam at 3 lb. per sq. in. and dryness 0-89. 

If this steam is compressed adiabatirally to 120 lb. per sq. in., calculate its tem- 
perature and total energy. Take the specific heat of superheated steam as 0-53. 

T L T 

For the proof of {4, = slog. + ^,+<Slog. sec p. 154. 
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For wet ateam at 3 lb. per sq. in.: 

333-9 , 0-89 X 561-8 
(4»= Hog. 273 + “333-9 


1-7155 


at 120 lb. per sq. in. from tables = 1-5085 

T 

^ flue to superheat = = 0-1220 

njM 

/. T = 444 9ef>“^3 , T = 542° C. absolute. 


Total heat of dry saturated steam 

at 120 lb. per sq, in. = CG3-5 

Heat to superheat = 0-53(542 — 444-0) = 51-5 



Total energy 


= 715 0 


This solution can be checked very readily 
by means of the diagram shown in Fig. 50. 


Fig. 64. 


£x. Hyperbolic and adiabatic expansion of steam. (B.Se. 1935.) 

One cubic foot of steam at a pressure of 250 lb. per sq. in. and dryness 0-88 expands 
to (iO lb. per sq. in. Calculate the final dryness of the steam (a) if the expansion is hyper- 
bolic, and (6) if the expansion is adiabatic. 

If the latter is represented by the equation = constant, find the value of n which 
satisfies the initial and final conditions. 

The quantity of steam does not enter into the problem; but since entropy is employed 
111 the solution we must consider unit mass. 

With hyjierbolic expansion, pv = c. 

Specific volume at 250 lb. per sq. in. = 1-852 cu. ft. 

250 

Vnlutiie at end of liyjicibnlic expansion = 1-852 x 0-88 x = 6*8. 

Specific volume at (JO lb. per sq. in. = 7-lG. 

6-8 

Dryness fraction = — — = 0-948. 

7-lb 


Adiabatic expansion. 

Initial entropy; 

at 250 lb. per sq. in. = 0‘5G9 

S'f 250 lb. per sq. in. = 0-88 x 0-9652 = 0-850 

=1419 

at 60 lb. per sq. in. = 0-427 

at 60 lb. per sq. in. 

0L at 60 lb. per sq. in. 


_ 0-992 


0-Bl. 


= 0-992 
= 1-2206 
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Final volume of the steam = O Sl x7162 = 5-81, 
and since = Ih ^’2 > 


P2 



log 


Vi 

Vi. 


loL^ 




log 


250 

CO 

5-81 ■ 
1-63 


/. 71 = M2. 


EXAMPLES ON ENTROPY OF VAPOURS 

1 . Construction of constant volume and constant dryness lines. (I.M.E.) 

Explain the term entropy and show by means of sketches how the lines of constant 
volume and constant wetness can be drawn on a T(j> chart for water and steam. 

Steam at 40 lb. per sq. in. and dryness 0-9 is expanded at constant volume down to 
15 lb. per sq. in. Determine the dryness of the steam at the end of the process. 

Ans. 0-3C. 

2. Adiabatic and constant volume expansion. (R.Sc.) 

Steam al 130 lb. per sq. in. and 96 % dry expands adiabatically to 50 lb. per sq. in., 
after which it is condensed at constant volume until its pressure becomes 5 11). per sq. in. 
Determine the dryness of the steam in its final state. Ans. 0105. 

3. Throttling. (B.8c. 1926.) 

Define the term “Total heat ” of a fluid and prove that this quantity does not clumge 
duriiiff a throttling process. 

Steam after throttling has a pressure of 15 lb. per sq. in. absolute and a teniperatuic 
of ISO"" C. If the pressure of the steam before throttling u as 200 lb. per s([. in. absolute, 
find its dryness traction. 

What is the minimum dryness fraction which may be dctermineil by means ol 
a throttling calorimeter if the steam is throttled from 2001b. persq. in. absolute to 
15 Ih. per sq. in. absolute^ idz/.s. 0-9SS; 0-931). 

Hint. For a throttling calorimeter to operate it is imperative tliat tlie steam is supei- 
hcated alter expansion; hence the initial total heat must exceed the total he-at of dry 
saturated steam at the lower pressure. 

4. Mark with letter A the point on the entroj)y chart which shows 1 lb. of steam at 

150 lb. per sq. in. absolute superheated to 210° C. Find from the diagram the dryness 
of the steam after it expands adiabatically from j 4 to a pressure of 1 lb. per sq. in., and 
find the volume of steam in the final state. Ans. 6-79 ; 250 cu. ft. 

5. Read off from the Ttj) diagram the entropy of 1 lb. of water and of saturated steam 

at 180° C. Find also the entropy of 1 lb. of wet steam at 150° C. when 70 % is steam and 
30 % water. If it expands adiabatically until the temperature is 140° 0., what percen- 
tage is now water? Ans. 0-504; 1-57; 1-27; 31 %. 

6 - One pound of dry steam initially at 1001b. per sq. in. absolute expands adiabatically. 
Calculate the dryness when the pressure has fallen to (a) 50 lb. per sq. in., (6) 25 lb. per 
sq. in. Ans. (a) 0-955; (5) 0-922. 
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7. steam at a pressure of 40 lb. per sq. in. has 50° C. of superheat. The steam expands 
afliabalically until it becomes just saturated. What will then be its pressure? 

If pu” = constant is true for this expansion, find the value of n. 

Ans. Final pressure = 19 0 lb. per sq. in. ; n = 1-32. 

Note. Volume of 1 lb. of the superheated steam at 40 lb. per sq. in. and 
50 C. = 1 1 -90 cu. it. V olumc of 1 lb. of saturated steam at 19 lb. per sq. in. = 21 cu. ft. 

(Senior Whitworth.) 

8 . One pound of steam has a dryness fraction of 0*75 and pressure of 100 lb. per sq. in. 
11 e\i)ands in a cylinder until it is just dry and the analysis of the expansion gives 
pv = constant. Plot the expansion line on a diagram and find the heat exchange 
with tbe cylinder walls during expansion. Find the amount of useful work this heat is 
responsible for and also the thermal efficiency of the operation. 

Ans. 248-5 c.n.u. per lb.; 34 o.H.u. per lb.; 13-7 %. 
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VAPOUR CYCLES 

(1) The Carnot cycle. 

The Carnot cycle described on p. 66, when applied to a wet vapour, consists 
of two constant pressure operations, and two adiabatics which are merely 
responsible for a change in thermal potential (see Fig. 65). 

The heat supplied at temperature is x-^ per lb. 

The heat rejected at temperature is 



The work done is represented by the hatched area and is equal to {T^ — T^) 

Thermal efiaciency rj = “ ^2 

as for a perfect gas. 

Although the cycle is thermodynamically simple, yet it is extremely difficult 
to realise in practice, because the isothermal compression must be stopped at d, 
BO that subsequent adiabatic compression restores the fluid to its initial state a. 

If superheated steam were used the cycle would be still more difficult to realise, 
owing to the necessity of sujiplying the superheat at constant temperature instead 
of constant pressure, as is customary. In a j)ractical cycle, limits of pressure and 
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vnlume are far more easily realised than limits of temperature, so that at present 
lU) practical engine operates on the Carnot cycle, although all modern cycles 
aspire to it. 

(2) The Rankine cycle. 

In steam plant the supply and rejection of heat is more easily performed at 
lonstant pressure than at constant temperature; and although engines have 
()])LTated on this principle since the time of Watt, yet it was not until 1854 that 
,111 attempt was made by Rankine to calculate the maximum possible work that 
could be developed by an engine using dry saturated steam between the pressure 
limits of the boiler and the condenser. Two years later Clausius developed a more 
general expression for the maximum thermal efficiency of a steam engine by 
allowing for the steam being wet initially. 

Except for the adiabatic com])ression ad on the Carnot cycle (Fig. 55) the 
Kaiikine and Carnot cycles are identical. 

In the Rankine cycle we commence with liquid at the low er temperature and 
])iessure, Tg, (see point a in Fig. 50). The pressure of llic liquid is then raised 
to yq by adiabatic conijiression ab in the feed ])ump. The increase in temperature 
coiisefiuent on this compression may be of the order of a few degrees Centigrade, 
and is re])resented by ab on the chart (Fig. 66), the equivalent work being 
rejiresented by [abgh) on thop'y diagram. 

From i to c the liquid receives sensible heat at constant ])ressure pj to be 
follow cdby evaporatit)n, which may be partial at d, or complete at d-^, or frequently 
a superheat is imparted to raise the temperature at constant pressure to 
(w Inch is located by point d^). From d, d^ or dg fhe vapour expands adiabatically 
to p, Cj or Pgj the expansion curve on the pv diagram being discontinuous at/ 
because of the change from the superheated to the wet state. 

The last operation is condensation at constant temperature and pressure 
(i.e. isothermal compression) until the fluid is returned to its original state at a. 

The hatched areas on both diagrams represent the work done on this closed 
( ycle. 

Approximate expression for the work done on the Rankine cycle, 

F\ en at the present time the majority of vapour engines using steam still have 
the maximum j)ressure far removed from the critical; so that the triangular 
^tii|) r/bc, in the liquid field, is too small to merit consideration. 

Using this approximation the w ork done is equal to the total heat at d, d^ or d^ 
minus the total heat at c, ore^. Wince these heats must be measured at constant 
entropy the methods detailed on ji. 168 for obtaining the dryness fraction after 
an adiabatic expansion may be employed for obtaining the work done on the 
whole cycle, and arc probably best illustrated by an example. 

Ex. Obtain the thermal efficienry of an engine operating on the Rankine cycle when 
lecciving dry saturated steam at 200 lb. per sq. in. and expanding it to 4 lb. per sq. in. 
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Method (1). To obtain the final dryness fraction we have, by equation (1), p. 168, 







and substituting the appropriate 


values from steam tables in (1) gives 


340-3 r 467-4 471-2“ 

“ 5jH-3 340-3 ■^467-4_ 


0-81. 


at 200 lb. dry = 668-6 

/i2at41b. = 67-1 

Heat supplied per lb. = 601 -5 

Heat rejected = x^L 2 = 0-81 x 558-3 = 452-0 

Work done = 141)-5 


( 1 ) 


Rankine efficiency = 


140-5 

6uT5 


= 24-85 %. 


Method (2). 

0, at 200 lb. per sq. in. = 1-5525 


0^ at 4 lb. per sq. in. = 0-2197 
= K1328 

at 4 lb. per sq. in. = 1-8600 
0,^ at 4 lb. per sq. in. =0-2107 
= 1-6403 


= ^ ^3328 ^ 

^ 0/,^ 1-6403 

The remainder of the calculation is as for method (1). 


Method (3), using Gibbs’ function. Of all the methods which involve the use 
of tables this is by far the simplest. 

at 200 lb. per sq. in. = 668-6 

= 340-3 X 1-5525 = 520-0 

0^ = 7-6 

i/a measured at 0^ = (T20,^ — Crg) = 521-4 

Work done on cycle = — const. = 147-2 

147-2 

Rankine efficiency = — = 24-5 %. 

668-6-67 1 


Method (4), using the pressure -volume diagram. Unless a chart is available 
from which the specific volumes, corresponding to the initial and final states, can be 
scaled directly, this is the least convenient of all the methods, but may have to be used 
for small heat drops. 
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The work done during the isothermal expansion = 


= Pi'^v 


Pi Vi 


Work done during adiabatic expansion = 


~~ n — l 


Negative work done on isothermal compression = 




: p^V^. 


Net work IK = 

7? — 1 



Fig. C7. Tho iiankino cycle on the pv diagram. 
Bringing on to a common denominator, this becomes 


71 ^ ^ 1 / P^ ^ 

1 ^ -j n—A L \Pi/ 


In the problem ^^^d are known, and n can be determined from the dryness 

fraction thus: 




, 200 
log-^ 


1-699 

5051 


, /v,x„\ , 90-54 X 0-81 1- 

/ 4 y 

“\20oj 


W.,k d™. . laS X ?2521J« 5i?53 1 , 


0-127 


1400 


0 127 
127 


= M27. 


= 149-3 o.H.u. 
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Method (5). By use of a Mollier, or Total heat chart (see p. 182), the heat drop, 
equivalent to the total work done on the whole cycle, may be scaled off as a length. 

This is the simplest method of all, and is generally used in design work. 

Properties of a working fluid that will allow an engine operating on 
the Rankine cycle to have an efficiency approaching that of the 
Carnot when working between the same limits of temperature. 

Referring to Fig. 68 it will be seen that the Rankine and Carnot cycles would be 
identical if the hatched area were zero. This implies that the fluirl must have a 
Binall sensible heat or a very large latent 
heat, so as to rentier the sensible heat negli- 
gible in comparison. 

The reduction in latent heat of a fluid — 
with an increase in temi)ej’ature — means 
that the cycles depart farther and farther 
from each other as the temperature range 
is increased: for this reason large modern 
high-pressure [)lants operate on a mollified 
Rankine cycle (sec p. 477), 

In practice, the fluid which has the liighest 
saturation temperature for the low est pres- 
sure is the most desirable: particularly if the 
critical tem])crature is very high as in the 
case of mercury, 2000° F. against 705° F. for 
water. At 705° F. the pressure of steam is 
11200 lb. ])er sq. in., whilst that of mercury 
v apour is only 20 lb. per sq. in. absolute. 

Organs of an engine that operates on the Rankine vapour cycle. 

Theoretically a cylinder w ith heating and cooling elements as shown in Fig. 17 
for the Carnot cycle would suffice, but in ])ractice the lieat interchanges with the 
metal of the cylinders and heaters, during evaporation and condensation, would 
cause such large thermal losses as to render the engine very inefficient. There 
w^ould also be the difficulty of providing sufficient surface to f)ruduce such a rate 
of heat flow that the engine could run at a reasonable speed. 

These considerations led to the introduction of a scjiarate boiler and condenser 
(see Figs. 69 and 70). 

The modified Rankine cycle. 

To utilise, on the Rankine cycle, the full expansion ratio permitted by nature* 
would involve, wdth steam, such a low terminal pressure that the cylinder of a 
reciprocating engine would become voluminous, and the work lost in friction 
would exceed the energy gained from the protracted expansion. 

* Nature provides the sink to which heat is rejected. 




Feed Pump 

n JL Condenser 

Edwards Air Pump 


irz 

□ -H ^ ^ ^Circulating 

Hot Well — A- 

\ ' — ll ^ ^ Water Inlet 

y 1 ^ 

Fig. 70. 

Organs of the Rankino vapour cycle. 
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To avoid this loss, therefore, and also to cheapen the enf^ine, it is customary to 
stop the expansion at a pressure which is just greater than that to overcome 
friction, and to complete the expansion down to the terminal pressure by ex- 
panding at constant volume. To use Mr Willans’ words, we cut off the toe of the 
Rankine diagram, and are left with the area in red as the useful work. This area 
is easily obtained by scaling the dotted area from a T0 chart and subtracting it 
from the Rankine work for temperature limits 7\ to T.y 


EXAMPLES ON VAPOUR CYCLES 

1 . Find the efficiency of an engine operating on the Rankine cycle between 100 and 
15 lb. per sq. in. absolute when 

(tt) the steam has a dryness fraction of 0-8; 

(2;) the steam is dry and saturated; 

(c) the steam is superheated to 350° C. Ans. [a) 13-0%; (&) 13-f)%; (c) lo D'Jo. 

2 . yteain, having a dryness of 0-8 at 150 lb. per sq. in., expands adiabatically to 40 lb. 
per sq. in., after which it is condensed at constant volume to 5 lb. per sq. in. The cycle 
is then completed by isothermal compression of the steam into water which is sub- 
sequently evaporated at 150 lb. per sq. in. Show this cycle on the T(j> diagram, and obtain 
the work done per 11). of steam and the efficiency of the cycle. 

Ans. 74- 0 O.H.U.; 15%. 
(Whitworth 1925.) 

3. A steam turbine of 70 % relative efficiency works between temperatures t)f 150° 
and 60° C. Give the amount of useful work obtained from the turbine if the steam is 
just dry and saturated at the commencement of expansion. 

Which will be theoretically more efficient, to work to a lower limit 50° C., or to super- 
heat from 150° to 250° C. before admission to the turbine? Give the work done in each 
case. 

Ans. Rankino efficiency, 19 9%; Useful work per Ib. of steam, 116,500 ft. -lb. 
Working to lower temperature limit; Efficiency, 21-8 % ; Work, 129,700 ft. -lb. Working 
with 100° C. superheat: Efficiency, 20-77 %; Work, 131,100 ft. -lb. 

(B.Sc. 1924.) 

4 . Sketch the pv and T0 diagrams for the Rankine cycle. Determine the Rankine 
efficiency of an engine working between 100 and 5 lb. per sq. in. supplied with saturated 
steam. 

By what percentage is the efficiency increased by superheating 100° C.1 
What effect would superheating have on the efficiency ratio of an actual steam engine, 
and what are the reasons for this effect? 

Ans. 19-95 %; 20-55 %; Percentage increase, 3. 

(B.Sc. 1921.) 

5. A steam engine working between pressures of 100 lb. per sq. in. and 3 lb. per sq. in. 
uses 18 lb. of dry saturated steam per i.h.p. hour. Estimate its thermal efficiency. 
Determine also its efficiency using (a) the Carnot cycle, (2>) the Rankine cycle. 

Ans. 13%; 23-7%; 21-9%. 




Fig 71, Modified Kaiikinc c^ile also non expansive ongino 
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(B.Sc. 1931.) 

6 . FApJain dearJy with the aid of diagrams what you understand by the Ranhine cycle. 

A turbine is supplied with steam at J 80 lb. per sq. in. and 280° C. and exhausts into 
a nondenser where the vacuum is 28-6 in. of mercury with a barometer reading 3()-3 in. 
Assuming an efficiency ratio of 0-65, find the steam consumption in lb. per B.H.r. hour. 

Ans. 10-47 lb. 

(B.Se. 1933.) 

7. Exjilain why the Rankine cycle, rather than the Carnot cycle, is used as the standard 
of rt'ference of the performance of steam engines. 

In a steam engine plant, the steam supply is at 180 lb. per sq. in. and dry saturated. 
The condenser pressure is 3 lb. per sq. in. Caiculatc the Carnot and Rankine efficiencies 
r>f this engine. 

The efiTudency ratio of this engine is 60 % and meehanieiil efficiency = !)0 %. Select 
a suitable boiler efficiency, and estimate the probable overall efficiency from coal to 
hiake. Ans. 27-8 %; 25-3 %; 8-9 % ; Boiler efficiency, 65 %. 

8. Steam is supplied to an engine at a pressure of 150 lb. per sq. in. absolute and the 
exhaust temperature is 50° V. The engine uses 17 lb. ol steam per i.ii.p. hour. Draw the 
7V/; diagram for the Rankine cycle; and determine the absolute, and the relative, thermal 
efficiency of the engine. (Feed temperature = 50° C.) 

Ans. Absolute efficiency, 26-35%; Relative efficiency, 52%. 

(H.Sc. 1937.) 

9. Describe, with the aid of sketches, the Rankine cycle, and explain why this is 
udojfited lor steam in preference to the Carnot cycle. 

The steam supplied to a turbine is at a pressure of 200 lb. per sq. in., superheated to 
260 C., and the ])! ensure in the condenser is 0-85 lb. per sq. in. If the steam consumption 
IS 11 lb. per B.H.p. hour, express the efficiency as a percentage of the Rankine cycle 
cffi(‘iency. Ans. 63 "p. 

(B.Sc. 1936.) 

10. One pound of steam at 250 lb. per sq. in. and 0-95 dry expands adiabatically to 

2 lb. per sq. in. Using the steam tables, determine the work done per 1 lb. of steam 
on the Rankine cycle between the above limits, and also the work done during adiabatic 
expansion. Ans. 168-2 c.n.u. ; 149-8 c.ii.r. 

(.Junior Whitworth 1936.) 

11 . It is desired to investigate the possibility of using a fluid other than water as tlie 
V orking substance in a heat engine plant. State the properties necessary in such a fluid 
and the tests which you would apply to a sample submitted. 

What fluid other than water has been used on a commercial scale in a power plant? 
What property would you look for in a fluid for use in a heat engine plant which com- 
prises a turbine, which you would not consider to be necessary in a plant which com- 
jirises reciprocating engines? 

Ans. High latent heat, high saturation temperature, but medium pressure. Good 
conductivity; chemical and physical stability, and the fluid should not attack ordinary 
engineering materials. Mercury. The specific volume should not be abnormally small 
at the high-pressure end of the turbine nor unduly large at the low-pressure end, and 
expansion should not cause the vapour to become unduly wet. 
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The total heat entropy or Mollier diagram. 

All steam engines, whether reciprocators or turbines, operate on a Rankine 
cycle, which is slightl)^ modified, because the expansion cannot be precisely 
adiabatic, and may be incomplete. For provisional design, however, we can 
consider the Rankine cycle is followed, and since the work done on this cycle is 
the difference between the final and initial total heats, subject to the condition 
that these heats are measured at constant entropy, it would a])pear that a 
chart which Cfj-f)rdinates total heat and entropy would be very valuable for 
giving a ra])id solution to problems connected with steam engines or refrigerators. 

Tt was in 1004 that Dr Mollier conceived the idea of plotting total heat against 
entropy, and his diagram is used more widely than any other cntro])y diagram, 
since the w'ork done on vapour cycles can be scaled from this diagram directly 
as a length; whereas on the Ttj) diagram it is represented by an area. 

Plotting the Htf} diagram. 

From steam tables both the total heat and entropy of water and steam, for 
any particular pressure, can be obtained, and on plotting these heats against 0 
two points 1 and 2, Fig, 72, result, which define the ends of a constant ])ressure 
line in the wet region. 

Now since the total heat of wet steam is given hjH= — 6r, and for any 
liarticular pressure T and G are constants, then a linear relation exists between 
H and <f)g over the wet region; hence the join of 1, 2 defines a constant pressure 
line, the ends of which lie on the boundary between the liquid, superheat, and wet 
regions. 

Now^ since the vertical intercept of the line 1, 2 represents the latent heat L, 
then subdivision of 1, 2 into ten equal parts will give dryness fractions of 01, 
0-2, ..., 0-0, and by dividing all constant pressure lines in these proportions and 
joining the corresponding points, a system of constant dryness lines will result. 

In the superheat region the constant dryness lines are replaced by isotherms, 
which become almost straight, for high degrees of superheat, whilst the constant 
pressure lines in this region are alw ays curved. 

Fig. 72 shows the com])lete diagram for water and steam. 

With a view to employing a large scale on a chart of moderate dimensions, 
published charts deal only with the total heat and entropy of steam for the 
pressures commonly met in practice. 

The Rankine cycle on the chart. 

Neglecting the work done by the feed pump the closed figure a 126c, shown in 
yellow in Fig. 72, represents the complete Rankine cycle where the steam is 
superheated to 400° C. and the feed is at about 50° C. The line al represents the 
supply of sensible heat, 1, 2 that of latent heat, and 26 that of superheat. From 6 



Latent Heat *-U-Superhea- 



Entropy 0 


Fig. 72. II (j) diagram for a vapour. 
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tlip steam expands adiabatically to c, and since he represents, to scale, the 
(liflerence in total heats, i.e. the adiabatic heat drop (a.ii.d.), when measured at 
flip same value of then he must also represent the work done on the whole 
cycle, not merely that due to adiabatic expansion (see p. 1C7). 

The efficiency of the cycle is f?iven by hcjhd, and since the only important 
quantities that are connected with this cycle are heat drop and efficiency, then 
the yellow area has no significance, and therefore the chart need not be large 
enough to include it. The sensible heat being obtained from steam tables. 


Throttling operation on an Htf) chart. 


inuring throttling the total heat remains 
sented on diagram by a horizontal 

straight line (sec Tig. 73). 

Polytropic expansion. 

Owning to friction the ex])ansion in 
most turbines is iiitennediate between 
a throttling operation and an adiabatic 
c‘X])ansion, and therefore it is represented 
t)ii the Iltp chart by a curved line. 
curved line ah^ Tig. 73, may be regarded ^ 
as the result of an adiabatic ex])ansion, 
ni\ uhif h is followed by reheating, rJ), at 
r‘011 stunt ])rcssurc; so that the efficiency 
1 at 10 of the operation is r/rf/rre. 


constant; so this operation is repre- 



Ex. On the use of the Mollier diagram. 

One pound of steam at 250 lb. j)cr sq. in. ^ 

ahsohitp and 0*95 dry expands adiabatically 

H) 2 11). per sq. in. absolute. Using the i/56 Fig. 73. 

chart, obtain the w ork done during adiabatic 

(‘\])an.sion, the work done on the Rankine cycle, and the reheated condition of the 
steam if the relative efficiency is 70 %. 

The cycle is shown in Fig. 74, from which the adiabatic heat drop = 171 c.n.ii. and 
the final condition of the steam is 0-75()2. 

Now 171 c.H.T". is the work done on the Rankine cycle between .states 1 and 2, whereas 
the work done on adiabatic expansion alone is the difference of the internal energies 


Adiabatic work 



r 144 1 

I 171 - (250 X 0 95 X 1-852-2 x 0-75 x 173-5) = 152-6 c.H.tr. 
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The heat drop utilised = 0-7 x 171^120 c.h.f.; the remainder goes to reheat the 
steam to a condition of 0-84 dry (see Fig. 74). 


Ex. A turbo feed pump receives steam from the main turbines at 250 lb. per sq. in. and 
50° C. superheat, but throttling reduces this to 230 lb. per sq. in. in the nozzle box itself. 
If with an exhaust pressure of 10 lb. per sq. in. absolute the relative efficiency of the 
turbine is 65 % and a radiation loss of 10 c.H.tr. per lb. of steam occurs just prior to 
the nozzle, show the cycle on an chart and obtain the overall efficiency and that 
relative to the total adiabatic heat drop. 

85-8 

From Fig. 75 the overall efficiency = — = 14 %. 


Efficiency relative to the total adiabatic heat drop = 


S5-8 

137 


= 62 6 %. 



Fig. 74. 



0 


Fig. 75. 


EXAMPLES ON THE USE OF THE MOLLIER DIAGRAM 

1 . One pound of steam at 120 lb. per sq. in. absolute and 0-9 dry expands to 5 lb. per 
sq. in. absolute. Find the work done on adiabatic and hyperbolic expansion, and also 
the heat flow through the cylinder walls. 

Atis. Work done, 132*0 c.h.u.; Heat flow, 169*8, 98, 0. 

(I.M.E.) 

2 . Steam at 1 90 lb. per sq, in. absolute and 110" C. superheat is throttled to 120 lb. per 
sq. in., and is then expanded adiabatically to 60 lb. per sq. in. Determine the tem- 
perature of the steam after throttling and after expansion. Ans. 298° C. ; 193° C. 

3. Show that when superheated steam is throttled its temperature falls, whereas 
throttling dries wet steam. What is the praetical advantage of this in turbine glands? 

4 . Obtain an expression for heat drop in terms of the initial pressure and volume and 
pressure ratio when steam expands fromp^^Vj according to the law pi;” = constant. 
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Hence find the heat drop per lb. where dry saturated steam expands from 250 to 
0-2 ]b. per sq. in., ^^iveii that the adiabatic index suiting these conditions is 1*117. Com- 
pare this value with the heat drop obtained from the chart and also from the steam 
tables. (Temperature at 0-2 lb. = 284-8° C. absolute; Q = 0-2.) Ans, 230 c.H.u. 

(B.Sc. 1936.) 

5. Steam from a boiler at 300 lb. per sq. in. pressure, and temperature 275° C., passes 
along a pipe to a reduc ing valve, w here the steam is throttled down to 1001b. per sq. in.; 
the temperature leaving the reducing valve is 175° C. The steam then passes along a 
second pipe to an engine, where the dryness fraction is measured by passing a sample 
through a throttling calorimeter. The readings at exit from the calorimeter are 15 lb. 
per sq. in. pressure, and temj)erature 110° C. The steam as it passes along the pipes is 
losing heat to the walls, but it may be assumed that in the reducing valve and calori- 
meter there arc no heat lo.s;se.s. Make a careful sketch of the portion of the Total energy- 
Entropy chart invf)lved, and indicate the processes passed through by the steam. 

Helernnne from the chart 

[a] the ilryncss fi action of the steam before passing the reducing valve; 

(i;) the dryness fraction of the steam supplied to the '^‘iigine; 

(f) the total heat loss from both steam pipes per lb. of steam. 





Fig. 76. 

Ans. (a) 0*99; (i;) 0*966; (c) 65 c.ii.u. 

(B.Sc. 1940.) 

6. In a steam power plant the initial pressure and temperature of the steam are 400 lb. 
per sq. in. and 320° C. respectively, and the exhaust pressure is 1*0 lb. per sq. in. After 
expansion to 150 lb. per sq. in. the steam is reheated to 250° C., and after further 
expansion to 50 lb. per sq. in. it is again reheated to 200° C. Indicate, by a sketch of the 
total heat-entropy diagram, the various stages of the cycle, and calculate the ideal 
efficiency. 

( ompare this result with the efficiency of the Rankine cycle for the same initial and 
final pressures, and mention any practical points for and against the reheating cycle. 

Arus. 33*8%; 34%. 
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ENTROPY OF PERFECT GASES 
From tho conaervation of energy, 

Heat added = Work done-h Change in internal energy. 

/. dQ = per lb. of gas. 

d 

Dividing throughout by T, 

j dQ pdv _ dT 

To integrate (2) pdvjT must be expressed in terms of v, t)ms: 
From the characteristic gas equation, pv = liT; 


whence, by (3) in (2), 


•• T v’ 


dQ ,, Ifdv ^dT 

-y = = - - -fr„ . 


If we regard R and Cv as constant, then the integral becomes 

(<^2 - <^1) = 7 log. ^ + C„ log. ^ . 

J Vi 

To express (4) in terms of pressures and temperatures; 

((;-( 7 ,) = j, i.e. C 7 ., = C;,-^. 


By (5) in (4), + 




and by (3), 
whence (6) becomes 


_ Pi ^2 

Vi~ IK T/ 


(02 - 0 i) = C, log. ^ + 7 log.^ . 

To express (4) in terms oi p and v we have, by (5), 


7*2 


(^'^.-0i) = (c;,-Gjiog-^+6;ing, 

il 


and, by (3), 


(02 - 0 i) = c„ log. ^ + c„ log. . 

Pi ^1 


( 1 ) 

(2) 


(3) 


(-t) 


(«) 


( 7 ) 


( 8 ) 
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If the temperatures fluctuate over wide limits, then 

vv hence 08 “ 0i = loge ^ + P ( Tg - ^ log^ — . (9) 

Zero of entropy of perfect gases. 


It is convenient to regard the lower limit of 0, i.e. as the N.T.P. condition of 
^ Pi = J4-7 lb. per sq. in. and = 273° C. 


Change of entropy when the expansion follows the law pv" = c [Poly- 
tropic expansion]. 


It was shown on ji. 60 that the heat added when an expansion follows the 


law is 


Q = 


y — n 

^ -- X Work done, 
7-1 


whence 
13 ut 



y — n pdv 


pv = JtT. 


( 1 ) 


By (2) in (1), 


But 


P _ 

T ^ e * 



y — n R 
7'-l ’ 




y-n H 
7—1 J 







/ \ ^ - 1 

1 7’ ) 


R 

Jly-l) 


= C„. 


( 2 ) 


= (3) 

Ex. Entropy of a gas. (B.Sc. 1929.) 

Benve an expre.saion for the change in entropy which takes place in a gas when it 
expands or is compressed according to the law^'y’' = c. 

The maximum pressure in a gas engine with compression ratio 6 to 1 was 400 lb. per 
sq. m.; the pre.ssure at the beginning of compre.ssion was 14 lb. per sq. in. absolute, the 
emperature being 100” C. The index of compression was 1-35. Assuming the combustion 
to take place at constant volume, the ratio of specific heats as 1-38 and the specific heat 
a constant volume as 01 8, find the changes in ^ (a) during the compression stroke 
(c) during combustion. 



188 Entropy 

The change in 56 when a gas is compressed according to the law = c is given by 


Also 


7’, Ip,/ \vj ' 

.-. T, = .‘{73x«"=5 = TOn^r. 
j> 2 = 14 X ()‘ = 15S-3 lb. per sq. in. 

T.. = X 700 = 17(i(r C. 

= 01S(l-3S-l-35)log, 1 = -0 00%B. 

During: uomlnistiDii the volume remains constant and the change in 0 is given by 
= (\ loir, = O lSlng, = +0-1666. 

(B.Sc. 1037.) 

Ex. The air in the cylinder of an internal combustion engine at the beginning of the 
cnmyiressinn stroke occupies 2-5 cii. ft., the pressure is 15 lb. per sq. in., and the tem- 
yiei.iture is 100° C. It is compressed to 0-2 eu. ft., and the pressure is then 400 lb. per 
sq. in. Heat is now added at constant volume until the 
pressure reaches 800 lb. per sq. in. Find the change of 
entropy during each operation, and state ^\hether it is 
an increase or decrease. 

Assume that the specific heats of air remain constant, 
and (7^ = 0-238, 6^^ = 0-109. 

The change in 0 during compression 




BOO Lb. per So. In. 


400 Lb per Sqi In 
0-^ Cu. Ft. 



Also 

hence 


Fig. 77. 


400 /2-.5\" 

-]5=(o-2)’ 

9*10 

^ = 1'*^. r = = 1-407, R = (238-169) x 1-400 = 96-6, 

IbO 

Tim HT r 1^ ^ 144 X 2’5 1 r" n 

j>v = uRT. Mass of air = „„„ = 01^ lb. 


15 Lb per 5 q In. 
2-5 Cu, Ft 


373 X DC-6 


Also 


i^i^'i 

T 
^ 1 


. 7^2 

T ■ 


15x2 5 


Change in 0 during compression 

= 0-15 X 0-169 = -0-00684. 
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-t 2 P 2 


800 


= 01f)9x0-)51og,°-^^= + 00175 . 


(B.Sc. 1938.) 


Ex. Mixture of gases. 

A mixture consisting of 1 volume of CO, to 4 volumes of Ng occupies 4 cu. ft. at 15 lb. 
per sq. in. and 20° C. If it is then compressed to 100 lb. per sq. in., according to the law 
15 — find its final temperature and its change in entropy. 

The volumetric heat for COg = 7-3. The volumetric heat for N 2 = 5-0. The difference 
in volumetric heats = 1-98. 

The change of 0 per mol of gas when compressed according to is given by 



Volunifttric 

Molecular 



1 

Constituent 

analysis 

weight 

M 


% vM 

% vK, 1 

i CO. 

1/5 

44 

7-3 

8'Sl 

1-450 j 

4-000 

! 1 

4/5 

28 

5-0 

! 22-40 


31-21 


7-44 

n = M5 
y-n = ^ 
021 


5-46 
1 98 

7 44 


U-21 293 

Change in 0 per mol = , x 5-46 logp- = — 1-888. 

U' 1 0 o i 0'i5 

15 ^73 

Volume of gas at n.t.f. = 4 x x = 3'80() cu. ft. 


3-806 


= 001063. 


Fra ction of a mol — , 

o.)iS 

Change in 0 ^ — 0-02. 

Temperature entropy diagram for a gas. 

The three variables 0, T, p or 0, T, v of the previous equations may be plotted 
in the T0 plane by keeping ^ or 1 ; constant, thus: 

With^ constant, equation (7), p. 186, becomes 

{4 relative to 0“ C. = log, - - log, . 


( 1 ) 
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Selecting values of 'p^ = 14-7, 2 x 14-7, 4 x 14-7, etc., log^ — becomes log^ 1, 

log„2, log, 2x2, etc., and the result of varying is a family of curve."!, the 
liorizontal distance between which, at the same temperature level, is constant. 



Fiff. 7B. Toinpcratiire rntroyiy diaRTam for a pciTL'ct pas. (Not to scale.) 


By (1), the equation to the first curve is 


% 


0 = + 


The second curve is 
The third curve is 


¥i = <'yJog.2^^-7l“g,-2- 
<> = C^\og,§-^-2^log,2, 


and so on. The deducted term causes the curves to move to the left (see Fi^. 78). 

To obtain the constant volume curves a similar procedure is adopted, the 
ratio -CgM in equation (4), p. 1 SC being taken as 1, 2, 4, 8, etc. and -J, etc. 
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The pound molecule T<f> diagram. 

When a number of gases have to be dealt with, the use of one pound as a unit 
on v\hn*h to calculate ^ would involve Ihe construction of separate diagrams for 
iM( li gas, because of the changes in and for each gas. Had the “mol” been 
adopted as the unit, then the constancy of volumetric heats for all gases having 
the same number of atoms per molecule would enable one chart to be used — to 
a tan degree ot api)ro\imation — ovei normal temperature ranges. 

Tor a diatomic gas, 6^ in equation (7), p. 1 8t), is replaced by 7 and Q in (4) 
1)> 5, whilst i?/ J = 1-985. Substituting these values in the appropriate equations 
gives the change in 0 per mol. 

Moie pictise values of and aic 

= ()-8 + 0-00055 T, 

C; = 4-S1 + 0-00055 T, 

Principal changes in state of gases on the Tff> diagram. (1) Isothermal 
expansion (Constant temperature). 

If the temperature remains constant during a pressure volume change the 
opciatioii IS represented by a horj/.oiital stiaight line on the T'ij) diagram, and a 
hyperbola on the pi; diagram. 



Fig. 79. Isothermal operatiDn, 
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Now since the temperature remains constant there is no gain in internal energy, 
and therefore 

Heat added = Jr dji = Work done 

Pa 

» / , 7 ^ -^1 Pi -^1 

Change m 0 = ({ig- W = = "r^^^Se-- 

j P2 

(2) Constant volume operation. 

If the operation takes place at constant volume no external work is done, the 
whole of the heat supplied, — going to increase the store of internal 
energy. 

The change in ^ = (0a -0i) = C^loge^* = C^log,^^. 

Pi 



Fig. 80. Constant volumo operation. 

(3) Constant pressure operation. 

The heat supplied during a constant pressure change may be divided into two 
parts: 

(i) That which does external work. 
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(ii) That which increases the store of internal energy. 

The work done = (vz — Vj) = (Cp — C^^) (Tg-Ti). 

T V 

The change in 0 = Cp log,, log* . 

ll Vi 



Pl^l P1V2 


l£ 

D 

I/) 

in 

u 

It 

D. 


‘Work Done •Pijj 




Volume 
= Cp(T2-T,) 

= iCp-Cy){T,-T,) 


Fi^ HI. Cnn'^t ant pressure operation. 


(4) Constant entropy operation (isentropic). 

In this operation no heat Q is added from an external source, 



= 0 . 


On the T(/) chart, Fig. 82, therefore, the operation is represented by a vertical 
straight line, which, although it does not subtend an area, yet the work done 
may be represented on the diagram by subtracting the final internal energy 
T)EC from the initial energy ABC, i.e. the work = ABED or, since the constant 
volume curves are parallel, Area, DEC = AEG, and therefore the work is also 
represented by the hatched area of both and pv diagrams. 

WH E 


13 



Fip:. 83. Polytropic operation. 
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(5) Polytropic expansion, pv". 

In practice, expansions and compressions follow the law pv'^ = c, where n has 
a ^ alue intermediate between 1 and y; so the curve which represents this opera- 
tion, on the Tcj) diagram, lies in the area bounded by an isothermal and an 
adiabatic through point (1), Fig. 83. 

The change in ^ due to polytropic expansion is given by equation (3), p. 187, 


thus: 


02 01 



Tr 

T,' 


By varying the ratio the expansion curve may be plotted on the Tcj) 

thagram. 


Ex. Polytropic and constant pressure compression. (B.Sc. 1.034.) 

Derive expressions for the change in entropy per lb. of gas when being compressed 
(h) according to pu” = f ; (^) at constant pressure. 

C'ompressed air at 120 lb. per sq. in. and at 20° C. 

IS supplied to an air motor. It passes first through 
a preheater, which raises the temperature to 77° (\ 

The index of expansion in the motor is 1-3, the ratio 
of expansion being 4:1. = 0-17, (7^ = 0-238.) 

Find j)ei lb. of air {a) the increase in entropy in the 
prehealer, (h) the decrease during expansion. 

kSce p. 1 S() for proofs. 

^'i 


(“) 



02-01 = 


IniTease in 0 in preheater 
•irjo 

- 0-2381og,^,^^^ 0 04235. 
Inciease in 0 during expansion 

- 0-17 3 1) = 0 02354. 



Throttling of a gas. 

Ilirottling operations cause beginners considerable difficulty, because, in 
common with adiabatic operations, there is no interchange of heat with an 
c\tcrnal source, but with a reversible adiabatic operation the entropy remains 
constant, whereas throttling increases entropy. 

To understand this apparent paradox, consider a cylinder made from heat- 

msulating material, and fitted with two pistons, between which is placed an 
orifice. 



196 Entropy 

Let piston (1) move inwards at such a rate as to maintain pressure constant, 
and piston (2) move outwards to maintain the pressure constant; then Ber- 
noulli’s equation for adiabatic horizontal flow through the orifice is 


jm _^2 , ^2 , /K jm 


Also for continuity of flow, 




EipuiVALCNT Isothermal 



QQ IAbsdlute Zero ^ 

Fi^. Bo. Tliiottliiig ojjt^iatioii. 


If the orifice is small compared with the size of the cylinder, the high hinetic 
energy, generated in the orifice, will be dissipated as heat and Tg — Kj whence 
equation (1) reduces to 

P\ Pi 

i.e. the total heat before throttling is equal to the total heat after throttling. 

With adiabatic expansion through the orifice itself, the total energy remains 
constant, in agreement with Bernoulli’s equation, but a large portion of this 
energy is in kinetic form, so that the caloric heat after expansion is not equal to 
the caloric heat before. 


* Soo p. 319. 
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Up to the end of the adiabatic expansion through the orifice the throttling and 
uliahatic operations are identical; beyond this, however, the throttling process 
IS irreversible, in that the acquired kinetic energy is frittered away as heat which 
rclieals the gas, whereas with an adiabatic operation it could be returned by 
fitting an expanding tube, as in an ideal injector, so as to compress the gas to p^. 

The heat cliange during an irreversible operation is not given by 

1 e. the area subtended by the apparent direct path of the operation, but we 
must follow reversible processes to arrive at the final state. In this particular 
case the processes are adiabatic expansion followed by reheating at constant 
pressure, whereas the direct path is an isothermal, since for no loss of calorie 
heat the total heat initially must equal the total heat finally, and 

if then = Ti and the hatched areas in Fig. 85 arc also equal. 


Ex. Total heat and entropy of a throttled gas. (B.Sc. 1933.) 

l)(‘hnc* tlr total heal of a substance. 

Find the total heat of 1 lb. of air at 100 lb. persq. in. and 100*’ C. If 1 lb. of air under 
tliese pondilions is passed through a throttle valve w ithout a gain nr loss of heat through 
the walls of the valve and the jiressure is reduced to 50 lb. per sq. in., find the ehange in 
eidrnfiy of the air. (C\ = 0-238; (\, = 0-l()9.) 

The total heat of a gas is the sum of the iutenvid energy and the pressure energy, and 
IS iisuallv iii'-asured relative to 0^ C. 

Total lnNit of 1 lb. of air sit 100 lb per sq. in. and 100° (\ is given by 

= r„(r2-7’,) + ^'(rj-7;,) = U-238xlU0 = 23-8c.H.r. 

Change m 0 at constant temperature 

= = (023H-0](i9)log,2= +0-047B5. 

J Pi 


Fx. Otto cycle. 


Draw the pi; and T0 diagrams for an Otto cycle in which 1 lb. of air at 141b. per sq. in. 
and 90° C. is compressed to one-fifth of its initial volume, after which heat is supplied 
at constant volume to raise the pressure to 500 lb. per sq. in.; adiabatic expansion then 
restores the air to its original volume. ((7„ = 0-17; y = 1-41.) 

Ihe pressure at any point on the expansion or compression stroke is given by the 
expression 


P2=Pl 



cnee the two curves (1,2 and 3, 4) may be readily plotted against pv axes, since the 
initial state of the air, the explosion pressure and the value of n are given. 

On the T(l> chart the adiabatic operations are represented by vertical lines 1, 2 and 



o 

in 

tL 



Pressure in Lb. per Sq. In 
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Fig. 88. pv diagram for Diosol cyck. 



Fig. 89. Ttfi diagram for Diosol cyclB. 
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Ex. The Diesel cycle. 

Draw the^u and Tf/> diagrams for a Diesel cycle in which 1 lb. of air at 14 lb. per sq. in. 
and 90° C. is compressed through a ratio of 14 to 1. Heat is then added until the volume 
is 1-7 times the volume at the end of compression, after which the air expands adia- 
batically to its original volume. (Take Cj, = 0-239 and y = 1-41.) 

The pi; diagram is plotted from the gas relations 


PiVi _ Tpn'ij, 


and p 2 = Pi 



The change in {j> is given by 

f loSr ^ + Cr • 

d Vy 1 I 

At constant pressure, ^ 2 ~^i = 

At constant volume, 


EXAMPLES 

1 . Find the change in 0 when 1 lb. of air at n.t.p. is compressed to 2 cii. ft. at 555° C. 

absolute. (Cp — 0-2375; = 0-1 09.) Ans. —0-0051 Hank. 

2 . One-tenth of a pound of air has its temperature raised, at constant pressure, from 

0° C. to 100“ C. What is the change in 0? Ans. 0-0074 Hank. 

3. Show that when a gas expands the heat supplied during expansion is given approxi- 
mately by the product of the change in 0, and the mean absolute temperature during 
expansion. 

4. Calculate the change in entropy when 1 lb. of air changes from a temperature of 
330° C. absolute and volume 5 cu. ft. to a temperature of 555° C. absolute and volume 
20 cu. ft. 

Tf the gas expands a c cording to the la wpi;^ = c, calculate the heat given to or extracted 
from the air during expansion and show that it is approximately equal to the change in 
0 multiplied by the mean absolute temperature. 

Ans. 0-1915. Index of expansion, 0-63; Heat added, 79-5 C.H.TT.; by the approximate 
method, 80-3 c.n.u. 

5. Find the change in 0 when 2 lb. of air are compressed to one-fifth of the initial 
volume, from an initial temperature of 280® C. absolute and pressure 14-7 lb. per sq. in. 
absolute 

(a) when the compression is isothermal; 

(&) when the compression is adiabatic; 

(c) when the temperature at the end of compression is 330° C. absolute. 

Using the values of 0 obtained, find the heat rejected from or received by the air in 
each case. Ans. —0-2205, 0, — 0-165 c.H.u.; — 61-8, 0, —50-4 o.H.u. 
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(B.Sc. 1925.) 

6. A quantity of air having a volume of 2 cu. ft. at atmospheric conditions of 14-7 Ib. 
|)(M’ sq. in. and 15° C. is compressed according to the law = c until its pressure is 
i20 lb. per sq. in. Find the change in internal energy, and the change in entropy of the 
lUr The specific heats are (7, = 0-159; Cj, = 0-23R. 

Ans. +2-33 r.Ji.r.; -0-0797 Rank. 

(B.Sc. 1932.) 

7. IVrivB a general expression for the change of entropy taking place when a mass 
ol gas expands. 

In a gas engine the compression ratio was 6 to 1 . The temperature and pressure at the 
beginning of compression were 80° C. and 14 lb. per sq. in. The compression index was 
1-32, and combustion took place approximately at constant volume the maximum 
pressure attained being 360 lb. per sq. in. The specific heat of the mixture at constant 
pressure and at constant volume can be taken as 0-25 and 0-18 respectively. Find the 
change in entropy per lb. during (a) compression and (ft) combustion. 

Am. 5*2-0, = log, 1^ + ^. log, 0-0225; 0-1585. 

il J Vj 

(B.Sc. 1939.) 

8. Derive a general expression, in terms of the initial and final temperatures and 
^ oJumes, for the increase in entropy of a gas when heated. Hence find the change in 
entropy, state whether it is an increase or a decrease, when a quantity of air which 
Of cu])ies 1 cu. ft. at a pressure of 500 lb. per sq. in. and 1000° C. expands to atmospheric 
pi cssurc, the index of expansion being 1-35. 

Avs. 02- 01 = C* + ppr lb. ; 

during expansion 02 - 0i = ^ lop. ; 
increase in 0 fnr 1 ru. ft. of air = 0 015. 
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Dalton’s laws. 

On p. 25 it was proved that, in the case of a mixture of perfect gases, each gas 
exerts the same pressure as it would if it occupied the vessel alone. The same is 
approximately true of a mixture of vapours which do not interact, the mass of 
a vapour to saturate a given space being independent of the other occupants of 
the space and depends only upon the prevailing temperature.* 

A special, and important, case of such a mixture is that of the moisture ladened 
atmosphere,t where, in addition to air, we have water vapour or steam, the state 
of which depends upon the degree of saturation. On a hot dry day the steam is 
superheated and invisible, at nightfall it may partially condense and form a fog. 
Before condensation, however, the steam becomes dry and saturated at a pressure 
which depends upon the prevailing temperature, J and whicli may be found from 
steam tables. In this state the air cannot accommodate any more steam without 
a rise in temperature, whilst, should the temperature fall, condensation of the 
surplus steam is inevitable. 

For a given barometric pressure the presence of steam causes the partial 
pressure exerted by the air to be leas than the barometric pressure, according to 
the relation given by Dalton: 

Total pressure = Partial pressure of air -h Partial pressure of steam. 

The partial pressure of the steam cannot exceed the pressure corresponding to 
the temperature over the water surface from which the steam is coming, and in 
general it will be less, so that evaporation will go on; but without a fall in tem- 
perature it would take an infinite time to saturate the air, or, more correctly, 
the space. 

In connection with air-steam mixtures we are usually interested in two things, 
the degree of saturation, and the heat content of the mixture at the given 
temperature. In condenser problems it is often the pressure and specific volume 
of the air which we require (see p. 395). 

Now it should be observed that the presence or absence of air plays no part in 
the evaporation or condensation that goes on in the space containing the liquid, 
although we speak of the air as saturated (i.e. humid air), partly saturated, or 

• It is assumed that the saturation line of any vapour present is not changed by tho 
presence of other vapours or gases, and that there is no change in tho heat capacity in any 
of the constituents. 

t Another important case is tho charge in a petrol engine, but it presents considerable 
difficulty because of the different boiling-points of the various fractions of the fuel. 

X See p. 128, on vapours. 
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bone dry, and we base our calculations on one pound of air* and its associated 
^ ajiour, rather than upon a pound or cubic foot of the mixture. In a closed 
vessel containing a liquid together with air we may, as a fair approximation, 
regard the air as saturated if the vessel has been closed for some time at constant 
teiniierature. 

(B.Sc. 1935.) 

Ex, The volume of a small experimental boiler is C cu. ft. When under atmospheric 
pressure of 15 lb. per sq. in. at a temperature of 15° C. it contained 1 cu. ft. of water, the 
rest of its volume being occupied by air. The fire was lighted, and when the temperature 
inside the boiler was 141° C. the stop valve was still closed. Find the pressure when this 
temperature was reached. 

Neglecting the slight change in the volume of the water, and the initial water vapour 
in the boiler, find how much heat had been given (ff) to the air, (&) to the steam formed. 
Fni air (\, = 0-238 and C, = ()-17. 

At 141 ° C. the partial pressure of the steam = 54-00 lb. per sq. in. absolute 

Air j)ressure, neglecting the initial water vapour at 15° C. 



Total jirossure in boiler at 141 ° C. = 75-56 lb. per sq. in. absolute 


R 

And Miiee fv = wRl\ 


= 1400 (0-238 -0-17) - 95-2. 


15x144 (6-1) 
95-2 (273 + 15) 


0-394 lb. 


Heat given to air = 0-17 x 0-394 [141 — 15] = 8-44 c.n.u. 

Volume of steam formed = 5 cu. ft., and with a specific volume of 7-928 the weight 
of steam formed = 0-031 lb. 

Heat supplied per lb. of steam formed at constant pressure 

= (654-5-15)= 639-5 c.Ti.u. 

But in this case the steam is generated at constant volume, so we 

54 X 144 

must subtract the external work = , - — x 7*928 = 44-0 

1400 

Heat supplied to steam per lb. = 595-5 C.H.u 

Net heat supplied to steam in vessel = 0-631 x 595-5 = 376 u.h.u. 


Ex. Mixture of water and air. (B.Sc. 1938.) 

A mixture of water and air is heated in a closed vessel. At a particular instant, when 
the pressure is 70 lb. per sq. in., the temperature is 146° C. Find 
(ff) the weight of air associated with each lb. of steam ; 

(6) the pressure in the vessel when the temperature has increased to 192° C., there 
being still some liquid present. 

* See example “Cooling tower”, p. lS47. 
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Take iJ = 96 ft. -lb. per degree Centigrade in the characteristic equation for air. 
Total pressure = 70 lb. per sq. in. 

Partial pressure of steam at 146“ C. = 62 

Partial pressure of air at 146° C. =8 lb. per sq. in. 

Specific volume of steam = 0-944 cu. ft. per lb. 


pv = wRT. 


w = -. 


pv 

RT 


8x 6-944 X 144 
96 X (146 + 273) 


= 0 1 987 lb. per lb. of steam. 


Air pressure at 192° C. 


8(19^273) 
146 + 273 


8-88 lb. per sq. in. 


Steam pressure at 192° C. = 190 00 

Total pressure = 198-88 lb. per sq. in. at 192" C. 


Ex. Air in Lancashire boiler. (B.Sc. 1933.1 

During the “warming up” process in a Lancashire boiler the water stands at the 
usual level. When the fire is lighted the temperature of the boiler is 18° C., the pressure 
in the boiler being atmospheric = 14-7 lb. per sq. in. Find the pressure in the boiler 
when the temperature has been raised to 150-5° C. 

Steam is drawn off dry and saturated at 192° C. What w eight of air per lb. of steam 
will it at first contain ? 


Total pressure initially 

= 14-7 lb. per sq. in. absolute 

Partial pressure of steam at 18° C. 

= 0-306 

Partial pressure of air 

= 14-394 lb. per sq. in. absolute 

Partial pressure of steam at 150-5° C. 

= 70-076 lb. per sq. in. absolute 

Partial pressure of air = 14-39 ^“ 27 ^+^^ 

= 2093 

Total pressure at 150-5° C. 

= 91-006 lb. per sq. in. absolute 

Partial pressure of steam at 192° C. 

= 190-12 lb. per sq. in. absolute 

r273+ 192”! 

Partial pressure of air = 14-39 + 18 

= 23-0 lb. per sq. in. absolute 

Specific volume of air at 192° C. = ^ 

23x144 

= 13-47 cu. ft. per lb. 

Specific volume of steam at 192° C. 

= 2-432 cu. ft. 

2-432 

Air associated with 1 lb. of steam = 

13-47 

= 0-1807 lb. 


Ex. Mixture of air and steam. (B.Sc. 1939.) 

A boiler is half filled with water at 15° C. and 14-7 lb. per sq. in., the remainder of the 
volume being occupied by air, and the stop-valve closed. The temperature is then 
raised to 200° C. Find 

(a) the pressure which will now be registered by the gauge; 

(b) the weight of air which will leave the stop-valve per lb. of steam when the valve 
is first opened at this pressure. 
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Take B = 96. 

The total pressure initially = 14-7 lb. per sq. in. 

Saturation pressure of steam at 15° C. = 0-248 

Partial pressure of air = 14-452 lb. per sq. in. 

Let 2v be the volume of the boiler, then the weight of air present 


14-452 X 144i> 


00753i;. 


The specific volume of steam at 15° C. is 1246 cu. ft. per lb., and as this is 
immensely greater than that of the air present in the boiler, we may neglect the mass 
of vapour at 15° C. 

The specific volume of dry saturated steam at 200° C. is 2-042 cu. ft. per lb., and 
if .r is the reduction in the volume of the water due to the formation of the steam, 

V 

tlie weight of steam formed = — lb. 

The weight of water at 15° C. = q 

m. ^voight of water at 200“ C. = 0-01602 + Jo00042^0-7- 
The total weight of water plus steam is invariable. 


V _ v-\-x v — x 
■■ 0(t]602^2l)42''’001853’ 


will'll 


:c = -0-1497y. 


The negative sign indicates that the thermal expansion of the water more than 
oflsets the reduction in volume due to the generation of steam. 

The weight of air per lb. of steam 


0-07531; 

('i; + !r)/2"042 ' 


0-0753 X 2-042 


For the air 


1 -\-x/v 
T T ' 

i 1 ^ 2 


= 0-18 lb. 


T V 473 1 

■■■ ^^=^-/:.-+-:^ = '^-^“^28S^0-:8503” = 27-9 lb. per sq. in. 

Saturation pressure of steam at 200° C = 225-0 

Total absolute pressure - 252-9 lb. per sq. in. 

Barometric pressure = 14-7 

Gauge pressure = 238-2 lb. per sq. in. 


Ex. Mass of vapour associated with 1 lb. of air. 

Find the mass of vapour associated with 1 lb. of air at 70° F. if the total absolute 
pressure is 0-8 in. Hg. 

hiom steam tables the saturation pressure corresponding to 70° F. is 0-739 in., hence 
the partial pressure of the air is 0-061 in. 
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But and at n.t.p. = 30 in., = 492 and Vi = 12-39, whence 

3 (^ 5^0 ^ 

0“061 ^ 492 ' 


X 7cVo X 12-39 = 6560 cu. ft. per lb. 


Specific volume of dry saturated steam at 70° F. is 871 cu. ft. per lb. 


C51)0 


Mass of vapour associated with 1 lb. of air = ^ — = 7-53 lb. 


Ex. Weight of vapour and its pressure in a condenser. 

The volume of a condenser, which contains 01 lb. of air with the steam, is 98 cu. ft. 
The temperature is 45“ C. and there is some water at the bottom of the condenser. Find 
the weight of vapour and the pressure in the condenser. 


^ . ... , 14-7 X 12-39x31 8 

fepecinc volume oi air present = — ^ — =- v^. 


Now O-li’o = 98. 

14-7x12-39x318 noirn. 

273x980 - = 0-2] 6 lb. per mj. in. 

Partial pressure of steam at 45° C. = 1-307 

Total pressure in condenser = 1-583 lb. piu* sq. in. 

Specific volume of steam at 45° C. = 248-4 cu. ft. per lb. 


98 

Weight of steam present = ^ = 0-394 lb. 

Weight of air present =0-1 

Total weight of air and vapour in the condenser = 0-494 lb. 


Humidity. 

The amount of water vapour present in a gas is know n as the humidity of the 
gas, and is a quantity of im])ortance in air conditioning, condensers, cooling 
towers, etc. 

Absolute humidity (a.h.) is the number of pounds of water vapour in one 
pound of dry air.* When expressed as the percentage absolute humidity, 
it is the number of pounds of w ater vai)our carried by one pound of dry air at 
the prevailing temperature, divided by the number of pounds of vapour that one 
pound of dry air would carry when saturated at the same temperature, multiplied 
by 100. 


Relative humidity (r.h.) is defined as 

Actual weight of water vapour per cu, ft. of air at temperature T 
Weight of vapour to saturate a cu, ft. at temperature t° (i.e. the 

density of steam at temperature t) 

* When we speak of dry air we mean that it was dry before its association with steam, 
and even when so associated we look upon it els having a separate existence. Some authors 
define a.h. as the number of grains of steam contained in 1 cu. ft. of dry air. 
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'j'liis ratio is the same as 

Absolute humidity for the given conditions 
Absolute humidity at saturation 

and may be expressed in terms of the pressure thus: 

Actual weight of water vapour per cii. ft. of air at temperature t° is the density 
of the superheated steam at partial pressure 



But superheated steam obeys approximate!}^ the laws of perfect gases, so with 
llic lemppiature constant ^ 

lidice 

Ps Ps 

Partial pressure of steam present at temperature t 
~ Partial pressure of steam when the air is saturated at temperature t' 

Dew point is the temperature at which the vapour changes from superheated 
steam to diy satuiated steam; any further reduction in temperature causes the 
deposition of dew, the R.n. tlien being unity. 


Expression for absolute humidity. 

To obtain the absolute humidity per mol of gas, we have pv = 27 HOT, and 
since the equivalent molecular weight of air is 28 97, then the specific volume 
of the air at the prevailing temjicrature T is 

2780T 

^ X 2K-97 ■ 

Tlic steam, in being superheated, will also obey approximately the universal 
gas equation, so that its specific volume is 

2780r 

'•■“ftVni”"-!*''’’- 

wlicre is the partial pressure of the steam, and 18 its molecular weight. 

Mass of steam associated with one lb. of dry air (since in the mixture both 
air and vapour share a nommon volume) 

= - (Ain- 

' P„x 28-97 2780T 28-97 p„ ‘ 
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If the pressures are measured in inches of mercury and the barometer stands 
at 30 in., then, by Dalton’s Law, 

= 30 ; 


whence 


Absolute humidity = 


J:« Pv^ 

28-97 (30 -pj' 


(3) 


Humidity curves. 

By selecting various tem 2 )eratures, the partial pressure of the steam, when the 
air is saturated, may be obtained from steam tables, and, by inserting this value 
in equation (3), above, the absolute humidity may be calculated for saturated air. 
For example, at 100° F. the juessure of dry saturated steam is 1-926, whence 
substituting this value in equation (3) gives 


A.H. 


Id 1-UZb 

— . X ^ = 0-0427 lb. of vapour per lb. of bone-dry air. 

28-97 (30- 1-926) ^ ^ 


Continuing in this way, for various temperatures, the 100 % relative humidity 
curve may be plotted (Fig. 90). 

For relative humidities less than 100 % use is made of equation r.h. — PpJPs 
to determine for substitution in (3), thus: 


J8 (R.H.)p, 
28-97 (30- (R.H. )pj‘ 


(4) 


Taking the previous examjjle with R.n. = 50 %, 

18 0-5x 1-926 

^ 28 S)7 ^ (30-0-5 xi-n2()) " P'"’’ Ijone-dry air. 


By taking various temperatures the 50 % r.h. curve may be j^lotted, and so on 
for other relative humidities until a whole family of curves is obtained, as in 
Fig. 90. 

A horizontal line drawn on these curves suffircs to show the unsatisfactory 
nature of r.h. from an engineering standpoint, when we are concerned with the 
heating or cooling of air, a temperature rise causes a rapid diminution in r.h., 
although the absolute humidity remains unchanged. 

It should also be observed, from the definition of R.H., viz. 


A.H. at given conditions 
A.TT. at saturation 


that on substituting from equations (3) and (4), above, the equation obtained is 
not mathematically exact: 


R.H. = 


18(b.h.)jj, 


28-97(30 -jDg) 


28-97(30- (e.h.)^>,) 






30 -j). 


30-(E.H.)jj, 


Since is always small, the error in regarding 


as unity will be small. 
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Drying by means of warm air. 


Associated Volume 
DF Steam at 
Bardmetpi^ 
Pressure 


A wet material may be dried by the passage of a current of warm unsaturated 
air over it; since this operation takes place at constant barometric pressure, the 
partial pressure of the steam formed cannot go to increase the total pressure, as 
the air supply is already at barometric pressure, and the total volume is not 
confined in any way. The steam formed, 
therefore, may be regarded as increasing 
the volume of the air by an amount 
which depends upon the humidity of the 
air and its temperature. The process may 
be experimentally illustrated by taking 
a large flask and introducing some ether, 
afterwards corking and shaking the flask. 

The ether is evaporated at constant 
volume and if a supply of heat main- 
tains the temperature of the flask, and 
its contents, constant, then the pressure 
in the flask will exceed atmospheric by 
an amount equal to the jiartial pressure of the ether. 

If the cork should blow out, the pressure is at once released, and we can imagine 
the ether separating and being expelled by the air in the flask to be later com- 
pressed or expanded isothermally to atmospheric pressure Pgj its volume 

is given by 



Specific Volume df 
Bdne Dry Air 
Barometric Pressure] 


Fig. 91. Humid volume. 


Pz 


( 1 ) 


This of course involves the assumfition that the vapour follows the laws of 
a perfect gas. In the case of (ether or) water vapour, to raise its pressure to 
atmospheric, while its temperature is that of the atmosphere, is impossible. We 
might therefore regard some of the air as expelled and assume that its pressure 
is reduced to barometric pressure minus the partial pressure of the steam (this 
is actually the case). 

The increase in the total volume of the air, due to this isothermal reduction in 
pressure, is given by 


Pz-P\ 



P^z\ 

1 -PlIPzl 


V, 


and sincopilp^ is small the change is given approximately hy^v, as before. 

Pa 

Now with moist air, the steam is more often than not superheated, and its 
pressure is small; so that it will obey approximately the law of a perfect gas, i.e, 
•pv = wRT, whence 

Pz "^v^z 


(2) 
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We know that a mol. of steam at n.t.p. displaces 358-6 cu. ft. [quite an 
impossible condition, of course, but one which we can use as a step in computa- 
tionj and since the molecular weight of steam is 18, the specific volume of steam 
3 ) S ■ G 

at N.T.P. is ' — , whence equation (2) per lb. of steam becomes 



358-6 T. 
^ 492 


(with T in °F.). 


But 1 lb. of air, of absolute humidity a.h., contains a.h. lb. of steam. 

Final volume of the steam, when its pressure is hypothetically raised to 
iiurnial barometric pressure at the prevailing temperature 


. . 358-6 

= — 


( 3 ) 


This is the amount by which the volume of air has increased, at constant 
temperature due to its pressure having been reduced by that of the steam, 
whilst the total pressure remained unchanged. 


Specific volume of dry air, 


Since the equivalent molecular weight of dry air is 28-97, and one mol at n.t.p. 
dLsj)laccfi 358-6 cu. ft., then the specific volume at temperature ^°F., and normal 
barometric pressure, is 


_ 358-6 /« + 46()\ 
^ ^J7 [ '492 7 


11-57 + 0-0251^. 


( 4 ) 


This curve is plotted on the humidity chart. 


The saturated volume of humid air is the volume, in cub. ft., of 1 lb. of dry 
air, when it is saturated with steam at constant barometric pressure. 

From equations (3) and (4) this becomes 


V = [11-57 + 0-0251t] + (A.H.) 


358-6 

~ X 


(r + 460 ) 

492 '^' 


(■">) 


The graph of this equation is plotted on the humidity chart. 

11 the humidity is less than that at saturation, then we multiply (a.h.) in 
equation ( 5 ) by the relative humidity (r.h.) or interpolate between the air and 
vapour curves to obtain the humid volume. 


The humid heat, j, is the number of heat units required at constant pressure to 
raise 1 lb. of air and its associated steam through one degree in temperature. 

Since the specific heat of air, at constant pressure, is 0-24, and that of low 
I)ressure steam approximately 0-45, the specific heat, s, of the mixture is 

s = 0-24 + 0-45 (a.h.). 

Since 5 is a linear function of (a.h.), it is plotted on an ordinate of (a.h.) on the 
humidity chart instead of on the temperature base. 


14-2 
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Curve of latent heat. 

If the water supplying the vapour is at the sain e temperature as the atmosphere, 
then the only heat to be supplied, per lb. of air, is the latent heat to evajiorate 
(a.h.) lb. of water. A eurve of latent iieats, on a temperature base, is therefore 
convenient for facilitating comijutations. 

Adiabatic humidification curves. 

In most operations of drying, or humidification, little or no heat is supplied 
from an external source; the humidity changes being effected by an exchange of 
heat between ^vater and air, so that we may regard the operation as adiabatic. 



On this basis tlic total heat entering the humidifier (Fig. 92) must be equal to 

the total lieat leaving, and if we regard the specific lieat of w ater as unity, the 

heat removed on evaporating the water from temjierature into dry steam at 

per lb. of air, is , ^ , r ^ 

(A.H.,-A.J1.i)(^-/,„ + Lj). (I) 


As a consequence of this evaporation the temperature of the moist air falls 
from to /g. releasing heat to the extent of (0-24+ 0-4r>A.n.j) — b.t.u. per lb. 

of air circulating. 

Equating these two quantities, 


(A.n.2-A.n.i)(^2-«^, + L,) = (0-24 + 0-45A.Ti.,)(/i-y (2) 

Although this equation is in its sirajdest form, as it makes no allowance for 
superheating the steam, yet it is not easy to solve, since a.h. is a function of 
temperature. 

Graphs offer the simplest means of solution, and even so further simplification 
is desirable, thus; 

If the water were supplied at temperature the equation would become 


(a.11.2 — a,h.i)L2 = (0-24 + 0-45a.h.i) (fj — 


We know /g, A.ji.g, at saturation, and Lg, which may be obtained from the 
humidity chart; we have therefore 


A.H-i 


(A.H.g)Lg-0-24(^i - GJ 
L2 + 0-45(/i-fg) 
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Since is great compared with the other terms in the denominator, the relation 
between A.K.^ and is almost linear (see humidity chart). 

A large number of these lines may be quickly plotted by first equating the 
numerator to zero, so as to evaluate when a.k.^ = 0, and then taking the other 
point on nhe line at the intersection of the temperature ordinate with the 100 % 
humidity line. 


Ex. On the use of the chart. 

Determine the initial humidity of air at 150° F., if, after passage through a humidifier 
of infinite surface area, it leaves saturated at 100° F. 

Fig. 93 shows the solution of the problem on the humidity chart. The initial humidity 
IS 0 0306 lb. per lb. of bone-dry air, and the gain in humidity is 0 0124 lb. per lb. of air. 



Ex. Air at 175° F. and 15% r.tt. is passed over some wet material and emerges 
saturated. Determine the saturation temperature, the amount of water evai)Orated 
per lb of dry air, and tlie air to be supplied to evaporate 1 lb. of water. 

On the humidity chart, the initial a.h. = 0 043 

By following an adiabatic line to the 100 % humidity curve the tempera- 
ture = 110° F. and the a.h. = 0-05!)5 

Increase in moisture content per lb. of air = ()■()! 65 

Air per lb. of water = = 60-6. 

00165 


Dehumidification. 

In the tropics, or in deep mines, the humidity is often too great for the comfort 
of human beings, whilst in places, like telephone exchanges, depositions of 
moisture may cause electrical shorts; it is therefore desirable to condition 
the air by removing some of this moisture. Many methods are available, but 
the most economical of all is refrigeration. 
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In this method the moist air is passed over a cold surface which condenses part 
of its moisture, but still leaves the air saturated at a low temperature. A glance 
at the humidity chart will show that by raising the temperature of the dehumidi- 
fied air, the relative humidity decreases raj)idly, so that the air is now capable of 
taking up further moisture. 

In winter this process takes place naturally, the outside air being saturated at 
almost freezing point, but, after being heated indoors, its (r.h.) becomes so small 
that the air dries the mucous membrane and thereby produces a sensation of 
stuffiness. 


Ex. Air at 75°r., having a R.ir. = 90 %, is moled down to 40° F., after wdiich it is 
reheated to 95° F. Determine the final R.n. and the heat quantities involved in the 
conditioning. 

From the humidity chart the initial a.h. — 0 01 7 lb, per lb. of air and the a.h. at 
40° F. saturated = 0 005 lb. per lb. Hence the reduction in moisture content per lb. 
Dfair = 00121b. 

The dew point for the air at 75° F., r.h. = 90 %, is 72° F. ; hence the superheat in the 
steam = 3°F. L at 72° F. = 1053 n.T.u. per lb. 

Hence total heat in 1 lb. of air at 75° F., R.ll. = 90 %, is 

(75 - 32) X 0-24 + 0-017[(72 - 32) + 1053 + 045 x 3] = 28-92 b.t.it. 

Total heat in 1 lb. of saturated air at 40° F. 

= (40-32)0-24 + 0-005f(40-32) + ]071J= 7-32 
Heat to be removed per lb. of air = 21 -hO n.T.u. 

During reheating the a.h. remains constant, but the R.n. falls to Hi %. Tlie heat 
required 

= [0-24 + 0 005x0 45] [95 -40] = 13-3 n.T.u. 

The specific or humid heat could have been obtained directly from the humidity chart. 


Ex. Evaporative condenser. (B.Sc. 1932.) 

A low vacuum surface condenser uses the film evaporation method (evaporative 
condenser). The heat from the steam is transmitted through the tube walls and is taken 
up by a water film moving over the tube surface. The water partly evaporates into an 
air stream. The temperature of the water film remains constant at 50° C. The air enters 
in a saturated condition at 12° C. and leaves, saturated, at 30° C. The heat to be ex- 
tracted from the steam amounts to 500 c.H.U. per lb. 

It is estimated that an evaporation rate of 0-0007 lb. per sec. per sq. ft. of surface 
should be allowed. Determine the air flow and the surface necessary per 1000 lb. of 
steam per hr. 

The saturation pressures of steam at 12° and 30° C. are, respectively, 0-42 and ] -26 
in. Hg. For dry air take pv = 0-6607^ and for steam pv = l-OllT, where p is in lb. per 
sq. in., V in cu. ft. per lb. and T is absolute temperature. Specific heat air = 0-24, 
barometer = 30 in. 
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The problem is illustrated in Fig. 94. 


Specific volume of dry air = v^ = 


0-6607' 


Spocific volume of superheated steam = = 


1071T 


Absolute humidity = ^ “ = ^ ~ = 0*621 — . 

V, 107 IT Va 


.(1) 



Fig. 94. 


Butj?a + p, = 30 in.; hence (1) becomes 

A.ji. = 0621 



On leaving the condenser A.ii.g ^ 0*02725 
On entering the condenser A.H.j = 0 008K2 

Increase in humidity — 0 01H43 lb. per lb. of air. 


This is provided by evaporation of the water film, at 30° C., for, although the liquid 
film is at 50° C., the saturated air is at 30° C. The elevated temperature of the film 
permits heat removal direct to the air by convection. 

The heat removed per lb. of air is the total heat in the air leaving the condenser minus 
the total heat in the entering air. 

Total heat per lb. of steam at 0*42 in. Hg relative to 0° C. = 602 c.H.U. 

Total heat per lb. of steam at 1*26 in. Hg relative to 0° C. = 616 c.H.u. 

Heat supplied by the condenser per lb. of air 

= [0 24 (30 -12) + 616x0*02725 -602x0 00882] = 15*78 c.H.u. 


/, Air flow in lb. hr. 


500,000 

15-78~ 


31,650 lb. per hr. 


Film evaporation in lb. sec. 


31,650x0*01843 

3600 


0*1621. 


Area required = 232 sq. ft. 
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Determination of humidity [Wet and dry bulb thermometers]. 

Although the moisture content of airmay be determined accurately by chemical 
methods, engineers usually eni2)h)y the wet and dry bulb thermometers, or hair 
or paper hygrometers. With wet and dry bulb thermometers advantage is taken 
of the temperature de})ression which often accompanies evaporation. 

In the wet and dry bulb arrangement the air tem])erature is measured by an 
accurate mercury thermometer, whilst the bulb of a second thermometer is 
enclosed in cloth which is kej)t moistened. The difference between the temj)crature 
indicated by the thermometers is a measure of the humidity of the air. 

If a drop of water, having a surface area A, is at temperature the corre- 
sponding saturation pressure being and this drop is jdaced in unsaturated air 
at temj)crature f the partial pressure of the acjueous vapour being the 
instantaneous rate of evaporation is given by 

^ ) units of mass per sec., 

M'hcre k is the diffusion coefficient through the gas film or drop. 

If the drop is colder than the ambient air, then, by Newton’s law, the in- 
stantaneous rate of heat transfer H = — where h is the coefficitmt of heat 

transfer through the gas film which surrounds the drop. 

This heat transfer will increase the temperature of the drop, but reduce the 
rate of evaporation until ultimately the surroundings supply the latent heat L 
of vaporisation, so that the heat balance becomes 

II = hA(f-iJ = wL = l^AIAp.-pp). 

h 

whence the ])artial pressure of the water vapour is given by 

Ps ^.s)* 

In this equation t is the dry bulb temperature, that of the wet bulb, and 
the saturation jjressure which may be obtained from sttuim tables when is 
known. 

Although the above equation,* when modified, forms the basis of all humidity 
charts, yet the velocity of the air over the thermometers affects the rate of 
evaporation, and it should be observed that the wet bulb temperature is higher 
than the dew point. 

* A rnoro comploto equation is 

Pv. = P,- O-0n03G7pj, [l + ’] in. Hg. 

where = Barometric pressure in in. Hg, p^ = Saturation pressure in in. Hg, t = Tempe- 
rature of dry bulbs, = Temperature of wet bulbs. 
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The Sling Psychrometer has been introduced to ehminate the effects ot air 
velocity. In this instrument the thermometers are attached to a board that may 
be revolved by hand at 100 to 200 r.p.m, for about 14 sec. so as to secure stable 
conditions. 

Glaishcr* has tabulated values of wet and dry bulb temperatures together with 
relative humidities and dew points. From these tables psychrometric charts of 
the form shown in Fig. 95 may be constructed. 

As an Bxam])le on the use of this chart obtain the absolute humidity, the 
relative humidity, and the dew point of moist air, if the dry bulb reads 80° F. 
and the wet bulb 60° F. 

TJie intersection of the wet and dry bulb temperatures locates ])oint B, from 
which the r.h. = 28-5 %. A horizontal through B defines the dew point G as 
42-7 ’F. and the absolute humidity as 0-0045 lb. per cu. ft. 

If we were given the R.H., the dew point and the a.h. could be obtained from the 
humidity chart (Fig. 90), but as a rule these quantities are unknown. 

Ex. Ts there more heat in air at 100°F. dry bulb and 80° F. wcl bulb; or in air at 90° F. 
dry bulb and wet bulb? 

This problem is best solved by the j oint use of the psychrometric and humidity charts. 

From the psychrometric chart for 100°n.B. and 80 °w.b., r.ii. = 41 %, dew point 
-7]“F On referring these values to the humidity diagram, a.h. = 0-0172, humid 
heat = 0-244, L = 10511. 

Total heat relative to 32° F. 

= 0-24 [7 1 - 32] + 0-0 1 72 [(71 - 32) + 1 053] + 0-244 [100-71] = 35-23 b.t.tj. 

At no°i).B. and w.B., a.h. = 0-031 lb., L = 1043 b.t.u. 

Total heat relative to 32° F. 

= 0-24[90-32] + 0031[(90-32) + 1043] = 48-02. 

Ilcnce there is more heat in air when saturated at 90° F. than with a R.ir. of 41 % at 
100° F. 

Ex. If air is heated out of contact with water, does the wet bulb temperature rise as 
well as the dry? 

If no water is present the a.h. is invariable, but, since heat is supplied, the dry bulb 
temperature must rise. 

Peferring the problem to the psychrometric chart, an increase in dry bulb tempera- 
ture at constant A.ii. is bound to cause an increase in wet bulb temperature. For 
example, heating air at 80° F. D.B. and 70° W.B,, at constant a.h., to 100° F, d.b. 
produces a wet bulb temperature of 76-3° F, 

Ex. On air conditioning. 

On a winter day the atmospheric air was at 35° F. and 65 % r.ii. After passage 
through a washer it emerged saturated, and later it was passed through a heater which 

* “Psychrometric Tables” by C. F. Marvin ore publislied by the U.S. Department of 
Agriculture, 1915. 
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raised ita temperature to 70° F. and its r.h. to 50 %. Determine 
(fi) the water supplied by the washer per lb. of air; 

(6) the temperature of the moist air leaving the washer and the heat to be supplied 
by it per lb. of air; 

(c) the heat to be supplied by the heater. 

From the humidity diagram, 

A.H. at 70° F. and 50 % R.n. = 0-008 
A.n. at 35° F. and 65 % r.h. = 0-003 

InfTease in a.h. = 0 005 lb. per lb. of bone-dry air. 

Tliis is the water to be added by the washer per lb. of air. 

The saturation temperature rorresponding to an a.h. of 0 008 is 51 °F. This is the 
temperature of the air leaving tlie washer. 

By extrapolation, the dew point for a 35° F. T).b. and r.h. = 65 % is 2^i° F. 

Total heat at 35°F. D.u. and 65 % r.h. relative to 32° F. 

= (35 - 32) 0-24 + 0 003 [26 - 32 + 1070 + 0-45 (35 - 26) | = 3 !)5 b t.u. 

At 51 °F. saturated, the total heat 

- (51-32)0-24 + 0008[(51-32) + 1005] = ]3-23b.t.u. 

Heat to be supjilied by waslier = 9-28 b.t.h. per lb. of air. 

For A.H. — 0 008, humid heat — 0-242, heiiee additional heat to raise the temperature 
to 70° at c-oii'^tant a.h. 

= 0-242 [70 — 51 J=^ 4-6 b.t.u. per lb. of air. 

£x. On dehumidification. 

Air at 90° F. dry bulb and 82° F. wet bulb enters a eooler whieh reduces its temperature 
to 70° F. Find the dewpoint, the weight of vapour condensed and the heat to be removed 
per lb. of dry air. 

From the ps> chrometric chart dew point =78-6° F. ; r.h. = 70”{,. 

A.H. at 90° F., 70 % R.H. = 0 02] 5 lb. per lb. of air 
A.H. at 70° F. Saturated = 0-0160 

Vapour condensed = 0-0055 lb. per lb. of air 
Total heat at 90° F., 70 % R.ii., relative to 70° F. 

- (90-70) 0-24 + 0-0215[7S-6-70+ 1049 + 0-45 (90-78-6)1 = 27-65 b.t.u. 

Total heat at 70° F. relative to 70° F. = 0 016 x 1054 = 16-87 

Heat to be removed per lb. of air = 10-78 b.t.u. 

Humidity changes shown on a T(f> diagram. 

During the heating or cooling of moist air we can consider the steam indepen- 
dent of the air, and take such a mass of mixture that it contains 1 lb. of steam, so 
that the thermal changes of this mass may be referred to a Tip diagram. From 
the definition of relative humidity it should be observed that the density of the 
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vapour, whether saturated or partially saturated, must be measured at the same 
temperature as the saturated air, so it seems reasonable to consider, at first, the 
isothermal heating of moist air. 

For simplicity, select a temperature where the specific volume of dry saturated 
steam is 1 cu. ft., then the intersection of this isotherm with constant volume 
lines of 2, 3, 4, etc. cu. ft. will define points where the R.h. is etc., since the 

total mass of the vapour is unaltered, but the volume has been doubled, trebled, 
etc. 



The intersection of the isotherm with the constant pressure line defines the 
partial pressure for the particular state of the steam, and the ratio of this pressure 
to that where the isotherm cuts the saturation curve (at the dew point) is also 
approximately equal to the relative humidity. For example, if = 10 lb. per 
sq. in., then the intersection with the constant pressure lines 8, 6, 4 and 2 defines 
relative humidities of 0-8, 0-6, 0-4 and 0-2. 


Constant pressure heating of vapours shown on the T(f) chart. 

In general air-steam mixtures are heated at constant total pressure, the a.h. 
remaining constant, and the r.ii. varying as shown by the intersection of the 
A.H. line with R.H. curves in the humidity diagram. 

For example, starting with saturated air at 50“ F. and heating it to 125° F., the 
A.H. remains constant at 0*008, but the R.H. is reduced to 10 %. 

On the diagram 50° F. correspond to 018 lb. per sq. in. On drawing this 
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constant pressure line in the superheated field it is found that it intersects the 
125° F. isotherm where the saturation pressure is approximately 2 lb. per sq. in. 

O' 18 

Hence R.H., from the Tij) diagram, = 0-09, which, considering the scale 

of the diagram, is a sufficiently close approximation. 

Hence we can regard the partial pressure of the steam as remaining constant 
during the heating of moist air at constant total pressure out of contact with 
water. 

If only steam were present, continued cooling beyond the dew point would 
proceed at constant tenijierature until all the steam was condensed. 



97. Coiislaiii pressLU'L' heatinj^ of vajioiiris. 


The presence of air, ho^^ evei, causes the tem])erature of the steam to fall, with 
the lesult that, as condensation proceeds, the composition of the mixture by 
cjglit alters, and the partial pressure of the steam is reduced. The change in the 
mass of steam present precludes the extension of this process on the T(j) chart. 

Humidity changes due to compression. 

11 e consider 1 cu. ft. of dry air at such a temperature that it may associate 
with 1 lb. of dry saturated steam, and this mixture is compressed adiabatically 
li om point in Fig 90, to B, where its volume is I cu. ft., its relative humidity 
is considerably reduced, and subsequent cooling at constant volume produces a 
saturated vapour at C. Further cooling causes condensation, until at D, where the 
niixture assumes its initial temyierature and the steam its initial partial pressure, 
there is only ^ lb. of dry saturated steam present. 

If therefore the water thrown out of suspension is drained away, and the 
remaining mixture is allowed to exjiand isothermally to its initial pressure, the 
relative humidity will be The low temjierature which attends adiabatic expan- 
sion causes still more drying of the air, and this method of Air conditioning is 
sometimes employed on deep mines, where the rock temperature may be 140° F., 
and both main and auxiliary machines are driven by compressed air. 
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Characteristic constant for moist air. 


As explained onp. 210, the superheated steam and air will obey approximately 
the laws of perfect gases. 

For the steam, when the relative humidity is r.h., and the satui ation pressure 

is 

(u.u.)j),v = w,R,T. (1) 


For the air, 


p^v = w^Jt^T. 


( 2 ) 


Total mass of mixture = (»’,+ = w = - 

-* \A^A ^3 J 

For the mixture. 


and by Dalton’s law. 
By (3) and (5) in (4), 


Tf- ^ 
wf’ 

{p^ + (R.H.)pJ=p. 


R = 


{p-(R .H.)pJ ^ (R.H.)p, 


R3 


R. 


For air, 






..(3) 

..(4) 

..(0) 

..( 6 ) 


Obviously tho changB in from is most marked when p approarhed p^, 
or the temperature is fairly high, so as to make p^ ap|)roach the partial pressure 
of the air. 


Ex. Calculate the characteristic constant for saturated air at 120° F., if the baromct cr 
is 29-92 in. What is the air pressure i 

Total pressure = 29-92 in. 

of steam at 120° F. = 3-44 

Partial pressure of air = 20-48 


E = 


96-1 



100 - 3 . 


Ex. On a certain day it was found that the vapour pressure was 0-4 in. Hg when the 
air temperature was 20° C. and the barometer 29-4 in. Hg. Find the relative humidity, 
the weight of vapour per cu. ft., the temperature at dew point, density of mixture and 
characteristic gas constant for mixture. 

From steam tables the vapour pressure at 20° C. is 0-69 in. Hg, whence 
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Wright of vapour per cu. ft. = (ii.H.) density of steam at 20° C. 

= 0-58 X 0001077 = 0-000625 

Density of air at n.t.p. = 0 0S08 lb. per cu. ft. 

i2Q-4 — 0-41 273 

Density of air in atmosphere = 0-0808 ^ x = 0-07275 

•10 ^ Jd 

Density of mixture = 0-073375 

The saturation pressure corresponding to 0-4 in. Hg is 53° F. This is the dew point 
temperature. 

For the mixture = wRT, and if we consider 1 cu. ft, 

p 201 14-7x144 

wT 211-02 (l■073375 x 2!l3 


Alternatively by equation (6), p. 222, 


R = 


29-4 

(29-4 -0-4) 04 

i)6-l “■'■1544 


£)0-7. 


The adiabatic expansion index for an air steam mixture. 

Let V be the specific volume of the mixture, be the mass of air and be the 
mass of steam in 1 lb. of the mixture. 

Let 2)a ^he partial pressure of the air, 

be the partial i)ressure of the steam, 
be the adiabatic index of the air. 

Jig be the adiabatic index of the steam, 
n be the adiabatic index of the mixture, 

be the specific heat, at constant volume, of the air, 
r,., be the specific heat, at constant volume, of the steam, 
be tlie specific heat, at constant volume, of the mixture. 


'i’bcn = 1 lb., (1) 

the total pressure of the mixture. (2) 

The change in internal energy is given by two expressions: 






If we regard as invariable, and zero, then 
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P a‘>’u 

JK-l) 


^Vi-a T, 


( 3 ) 




T 
? ^ » 


(4) 


pv 


per Ib. 


(5) 


But the internal energy of the mixture is the sum of the energies of its con- 
stituents. 

. Vu'^n ^ 

■■ n-r 

Also = 0 . 


- I ^ P 

n„- 1 n,- 1 n - 1 


(C) 


EXAMPLES 

1 . On a certain day the relative humidity is 76 the barometric pressure is 14-2 lb. 
per sq. in., and the temperature of the air is 65° F. Find (a) the pressure of the water 
vapour, (6) the pressure of the dry air, (c) the density of the water vapour, (d) the dew 
point. 

Given (1) saturated vapour pressure at 65“ F. = 0-616 Hg, (2) weight per cu. ft. of 
steam at pressure = 0'46H in. llg and temperature 57° F. = 5-lDl grains. 

Ans. (a) 0-23 lb. per sq. in.; (6) 13-97 lb. per sq. in.; (c) 0-000732 11). per cu. ft.; 
(d) 57 ^F. 

2. What is the ratio of the density of dry air at a temperature of 80° F. and absolute 
pressure of 14-7 lb. per sq. in. to the density of the atmosphere having a relative humidity 
of 80 % and the same total pressure and temperature What is the dew point of the 
atmosphere in this condition'? 

At 80° F. saturation pressure = 1-022 in. Hg; at 73-2° F. saturation pressure = 0-8176 
in. Hg. Density of steam at 73-2° F. (pressure 0-8185 in. Hg) is 8-782 grains per eu. ft. 

Ans. 1-009 and 73-2° F. 

3. Compression of moist air. 

An air compressor takes in a supply of air at 14-7 lb. per sq. in., temperature 60° F., 
relative humidity 80 % and in the first stage raises its pressure to 58-3 lb. per sq. in. 
How much water vapour is deposited in the intercooler per cu. ft. of air compressed il 
the temperature is 80° F.*? 

Density of water vapour at 80° F. = 10-934 grains per cu. ft. ; pressure of water vapour 
at 80° F. = 1-022 in. Hg. Density of water vapour at 60° F. = 5-745 grains per cu. ft.; 
pressure of water vapour at 60° F. = 0-517 in, Hg. Ans, 0 000248 lb. 
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4. Air supply to boiler. 

At a certain load a boiler requires 174,000 lb. of moist air per hour to support 
combustion. If this air is supplied to the boiler at a temperature of 90° F., the absolute 
pressure of 14-5 lb. per sq. in., and the relative humidity of 85 %, find the weight of 
water vapour that enters the furnace per hour with the air. 

Given saturation pressure at 90°F. = 1-408 in. Hg., density of steam at 1-196 in. Hg, 
84 87“F. = 12-68 grains per cu. ft. Ans. 4460 lb. 

5. Preheating air. 

Air of 50 % R.H. at 80° F. is heated to 140° F. What are the initial and final dry 
bulb temperatures, the dew point and the final r.h. ? Ans. 67° F. ; 85° F. ; 10 % . 

6. Air conditioning. 

For drying paper, air containing G grains of moisture per rii. ft. was removed from the 
room containing the paper, passed through a drier, which reduced its moisture content 
to (/ grains per cu. ft., and then returned to the room. 8how that the time to reduce the 
moisture content from 6r, to G^ is given by 



7. Mine ventilating air. 

Surfai-e air ut 70° F. dry bulb and 60° F. wet bulb is sent down a 4000 ft. deep shaft. 
H ruito compression of the air causes the dry bulb temperature to rise to 92° F., and the 
shaft is dry, rletermine the R.ii. at the bottom of the shaft and the reading of the wet bulb 
tliermonieter. Ans. 28%;68°F. 

8. Dehumidification by refrigeration. 

Miiiiufacturers of refrigerating plants offer to devaporise 1000 cu. ft. of free air per 
min., \vhen it is eompressed to 80 lb. per sq. in. gauge, for an expenditure of 7-5 H.P. 
t^omincnt on this offer. 

Ans. About 860 u.T.ir. must be removed per 1000 cu. ft. of free air, if, after com- 
pression, the air is enoled to 100° F. With a coefficient of performance of 3 the power 
required is 6-75 li.r. — hence the maker’s offer is possible of attainment. 

9. Air conditioning by compression. 

With a view to increasing the output per man from a deep mine, the management 
considered conditioning the underground air by converting the steam engines to run 
on compressed air and discharge their exhausts into the workings. 

If this conversion involves a capital expenditure of £10,000, and on this amount the 
annual charges are 5 % investment cost, 2J % maintenance, and an annual sinking 
fund contribution so that the loan may be paid off in 10 years (if this amount is allowed 
to accumulate at 5 % compound interest), and in addition the cost of winding is increased 
by two pence per ton of ore raised when the output is 800 tons per day, what is the total 
increased cost per ton of ore mined? 


WH c 


13 



CHAPTER IX 


THE RECIPROCATING STEAM ENGINE 

The term “reciprocating” is applied to engines in which the piston moves back- 
wards and forwards in a stationary cylinder, and is used to distinguish this type 
of steam engine from rotary engines, where the power-developing component 
rotates as in turbines of various types. 

Reciprocating engines were the first successful engines to be developed, and even 
now they are the most reliable of all power producers.* With units developing 
more than 750 h.p., however, they cannot compete, on the score of thermal 
efficiency, with compounded steam turbines, and in no circumstances with the 
internal combustion engine; so that they are now being displaced to a large extent. 

Thermal efficiency is not, however, the sole criterion in the selection of power 
plant, and if a supply of cheap fuel is available, or if steam is required for process 
work, the installation of a modern type of reciprocating engine would still be 
justifiable. 

The ability to use any fuel, low first cost of the machinery, and ease of 
repair are the main reasons for the retention of the reciprocating steam engine 
for marine propulsion. 

Construction. 

Engines are usually of the vertical or horizontal type, depending upon whether 
the axis of reciprocation is vertical or horizontal. 

Economy of floor space renders the vertical engine suitable for marine work, 
whilst for stationary work the accessibility of the horizontal engine is responsible 
for its extensive use. 

Cylinder arrangement -t 

Fig. 98 shows a steam engine in its sinij)lest form, the components, necessary 
for its operation, being named on the sketch. To secure greater economy of 
steam, or to allow the engine to start in any position of the crank, more than one 
cylinder is employed, giving rise to the compound engine described on p. 258 or 
the twin-cylinder engine as employed on some steam locomotives, winches and 
winding engines. 

On the value of expansive working. J 

For a given size of cylinder the work done per stroke is obviously greatest when 
the pressure remains constant throughout the stroke, but it will be seen from 

♦ Reliatility of steam engines. At Moiroa Colliery, Llanharan, a ast of Beiliss ami 
Morenm high-speed tandem compound comprossors were started up in 1914 and ran 
continuously until 1918, when they were dismantled and found to bo in good condition. 
Iron and Coal Trades Review, July 14, 1922. 

f A simple engine may be described as one in which each cylinder receives steam direct 
from the boiler. 

1 James Watt was responsible for the introduction of expansive working. 
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Fin. 118. “Tangye” vertical steam cnginB. 
Part list for enf^ine 


(1) Cylindor lubricator 

(2) Cylinder 

(3) Exhaust pipe 

(4) Cylinder drain 
(3) Slipper lubricator 

(6) Crosshead 

(7) Engine frame 

(fi) Connecting rod big end 

(9) Crank 

(10) Eccentric 

(11) Holding down bolts 

(12) iSndplate 

(13) Elywhoel pit 


(14) Governor 

(15) Main steam l)ipB 

(IH) Throttle control valve 

(17) Gland and stuffing box 

(18) V alvo rod guide 

(19) Eccentric rod 

(20) Coimerting rod 

(21) Governor bolt 

(22) Flywheel 

(23) Main bearing lubricator 

(24) Pedestal bearing 

(25) Wallbox support 

(26) Crankshaft 


I^ig. 99 that such a procedure leads to great extravagance of steam. The extra 
work shown by the fully hatched area is obtained without the consumption of any 
more steam and therefore without the expense of any more fuel; hence expansive 
engines develop the greatest power per unit mass of steam, whilst non-expansive 
engines develop the greatest power per unit cyhnder capacity. 

At the present time the only non-expansive engines in operation are direct 
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acting pumps, winches where reversing is effected by a valve, and therefore the 
piston valve controlling the steam to the cylinder has neither lap nor lead,* and 
rolling mill engines where great and intermittent power has to be developed. 
The extravagance of such engines is, however, sometimes reduced by usin^ the 
exhaust in turbines or in feed heaters. 


Extra Wcrk Dut to Expansion from td ^ 



Ex. pv and charts for steam engines. (B.Sc. 1932.) 

Give sketches of the theoretical pv and charts for the following cases, and calculate 
for each the value of the ratio, actual work per lb. of steam /theoretical work per lb. of 
steam. 

(1) The steam cylinder of a pump taking steam at 90 lb. per aq. in., 0 98 dry, for the 
whole stroke, and exhausting at 17 lb. per sq. in. The consumption rate is 62 lb. per 
H.P. per hr. 




Fig. 100. 


• See p. 230 
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(2) A reciprocating steam engine taking steam at 150 lb. per sq. in., dry, saturated, 
expanding to the release pressure of 12 lb. per sq. in. and exhausting at 2-5 lb. per sq. in. 
The consumption rate is 17 lb. per h.p. per hr. 


Case (1). 


Theoretical work per lb. = (90 — 17)0*98 x 4 913 x 144 
= 50,670 ft.-lb. = 36-2 c.n u. 


Ratio: 


Actual work per lb. 
Actual 2282 


33,000 X 60 

= , ’^—..- = 22-82 c.ii.u. 
1400 X 62 


Theoretical 36*2 


= 0 63. 


^ .n. A ^ 1 1 lu 33,000x60 „ 

Case (2). Actual work per lb. = x 17 ^ ^ c.H.u. 



On the Rankine cycle. 

Total heat at 150 lb. per sq. in. = 6C6’5 c.H.u. 
Sensible heat at 2*5 lb. per sq. in. = 56*8 
Heat supplied — 609*7 

Heat rejected = 0*81 x 564 = 456*7 


Ratio: 


Work done 
Area of A A BC 
Work done 

Actual _ 83*2 
Theoretical 131*8 


= 1530 
= 21-2 
= 131*8 


Valves. 

To produce reciprocating motion of the piston steam must be admitted to, and 
exhausted from, the cylinder, and to effect this valves are employed. The types 
of valves in common use are: 

(1) The simple slide valve. 

(2) The piston valve. 

(3) The Corliss valve. 

(4) The drop or double-beat valve. 
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Before making a comparison of valves and their operating mechanisms, which 
are known as valve gears, we must know exactly what we want the gear to effect. 
There are four things to be done. 

The steam must be admitted just before the end of the stroke so that the 
beginning of the outward motion of the piston will be performed under the full 
pressure of the steam. Next the supply of steam must be cut off before the end 
of the stroke in order to produce expansive working, whilst to avoid wastage of 
energy due to throttling or wire drawing the valve must close rapidly at cut off. 

To prevent undue back pressure on the piston during the exhaust stroke the 
exhaust valve must open before the end of the expansion stroke to release the 
steam. 

Finally, to secure greater economy in working, and to relieve the bearings of 
inertia loads, the exhaust valve must close before the end of the exhaust stroke 
to produce compression or cushioning. 

Nearly 200 years ago the valves which controlled the supply of steam to the 
cylinders of pumping engines were operated by boys, and it was due to the 
ingenuity of a boy named Humphrey Potter, who was anxious to play marbles 
in the engine room rather than work the valves, that mechanically operated 
valves were introduced. 

For traction work, for mine haulage, and for marine propulsion, it is important 
that the engine may be capable of being easily and quickly reversed, and this is 
an important factor in the selection of a simple and reliable valve gear. 

The simple slide valve.* 

This valve (Fig. 102) is virtually an inverted box having broad flat faces truly 
machined so that sliding contact between the valve and the port face, as shown 
in Fig. 104, is steam tight. 

Admission and release of steam are effected by the edges of the valve as the 
valve is reciprocated over the port face. In its most elementary form the face of 
the valve, which controls admission and release of steam, is the same width as 
the steam port, and the eccentric, which is the usual drive for a valve, is set 90° 
ahead of the crank. With such an arrangement, however, the engine would be 
non-expansive, there would be no cushioning, and no admission before the end 
of the exhaust stroke. 

To permit expansive working the width of the valve face is increased to overlap 
the port when the valve is in mid-position; this is known as steam or outside 
lap. Overlapping on the exhaust side of the port is known as exhaust or inside 
lap, and when positive it produces cushioning, when negative it gives a freer 
exhaust. Pre-admission is produced by setting the eccentric in advance of the 
90° position by the angle of lead or angle of advance. 

• This brilliant invention was due to Murdock in 1799, although Murray reduced it to 
its present form in 1801. 
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Advantages of the slide valve. 

(1) It is simple in construction, and easy to repair when worn. 

(2) It has simple driving gear, and is easily reversible. 

(3) Various degrees of expansion may be obtained by different settings of the 
valve gear. 

(4) It runs well at all speeds if the steam is not superheated. 

Disadvantages. 

(1) The cut off cannot occur earlier than at |-th8 of the stroke without intro- 
ducing excessively high compression. 

(2) There are considerable friction losses. 

(3) The steam is supplied and exhausted through a common port, which is 
therefore alternately heated and cooled, so that condensation losses are con- 
siderable.* 

(4) The dimension of the ports or passages which convey the steam to and 
from the cylinder are so great as to involve a large clearance volume, about 25 % 
of the swept volume. This increases the steam consumj)tion. 

(5) Flat surfaces generally are difficult to lubricate, and are liable to warp; 
hence the valve is not suitable for controlling the admission of highly superheated 
steam. 

(6) In large engines the intense load on the valve due to the unbalanced 
steam pressure causes loss of useful work owing to friction. This also results in 
considerable wear of the valve and driving gear. 

Improvements on the simple slide valve. 

Friction may be reduced by shielding a portion of the upper surface of the 
valve from direct pressure by means of a relief ring, whilst in large valves a further 
reduction in the energy to drive the valve may be effected by shortening the travel 
or length of stroke of the valve through the use of double ports (see Fig. 105). 


Steam Chest Cover 



Fig. 105. Double ported valve fitted with a relief ring. 
* See p. 249. 
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Fig. 106 illustratea a modern form of balanced slide valve made by Andrews 
and Cameron of Kirkintilloch. 

The essential difference from the one shown in Fig. 105 is that the relief ring, 
with its unavoidable leakage, is replaced by a bridge piece which is initially kept 
in contact with the flat ported slide valve, and port-face, by means of a flat 
spring which bears on the steam chest cover. 



Fig. 100. 


Essentially the valve is a rectangular piston valve, and because of this it 
occupies less space than a conventional j^i&ton valve; the wear is less and is 
more easily corrected. 

Meyer expansion valve. 

To increase the range of cut off without introducing high compression Meyer 
devised a small expansion valve to work on the back of the mam valve. 

Reference to Fig. 107 will show that the central portion of the main valve is 
really an ordinary slide valve except that its top face is machined parallel with 
its bottom face and provides a surface over which the expansion blocks 
reciprocate. 

Apart from controlling admission, release and compression the main valve 
also controls the latest cut off, so that the engine would run with this valve alone. 

For earlier cut offs the supply of steam through the end ports in the main 
valve is controlled by the expansion blocks which are driven by an eccentric set 
at about 90° ahead of the main crank. 

A swivel joint allows the expansion valve spindle to be revolved whilst the 
engine is in motion, so that the right- and left-hand screws — ^which connect the 
expansion blocks to the spindle — may vary the distance between the blocks and 
thus alter the cut off. As an alternative the distance between the blocks may be 
kept constant and the travel of the expansion valve varied. 
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The piston valve. 

A piston valve may be considered as a slide valve coiled into cylindrical form 
about the axis of reciprocation (see Fig. 108). This coiling relieves the valve of 
unbalanced forces due to steam pressure, and, with inside admission, the gland 
is also removed from the h.p. steam, otherwise it does not possess any major 


Expansion Blocks 




Fig. 108. Section of piston valve and a portion of ateam cylinder. 


advantage over the slide valve. Reduced clearance and the fact that it cannot 
be lifted off its seat under undue compression caused by "linking up”, i.e. short- 
ening the stroke of the valve by moving the reversing link towards mid-position, 
as is done when locomotives coast downhill, favour its use on locomotives. 

The valve is difficult to keep steam tight and occupies considerable space. 
The Corliss valve.* 

If a slide valve were taken and coiled about an axis perpendicular to the axis 
of reciprocation we would virtually have a Corliss valve, except that only a 

♦ Corhas, an American, invented this valve in 1850; although he was not brought up 
to engineering, or even connected with it, nevertholosa he had a flair for it. 
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portion of the original valve, and one port, could be used for controlling the 
admiJ? 5 ion of steam. This therefore necessitates the use of two admission valves 
and two exhaust valves per cylinder (see Fig. 109), these valves being operated 
by a wrist plate that is driven by a single eccentric. 



Fig. 109. Cyliiidur fitted with Corliss valves and operating gear. 


Advantages of the Corliss valve. 

(1) The use of independent steam and exhaust ports reduces condensation as 
M^ell as the clearance volume. The quick and easily varied cut off is also conducive 
to great economy of steam. 

(2) The power to drive the valves is small because of the small angles through 
which they oscillate. 

(3) In horizontal engines the exhaust valves occupy the lowest position, so 
that cylinder drainage is almost perfect. 

(4) Separate steam and exhaust valves permit of independent adjustment of 
the points of admission, cut off and release. 
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Disadvantages. 

(1) The valves and barrel in which they work, through being discontinuous 
along their length, are not easy to machine precisely. 

(2) The edge of the valve is liable to catch on the edge of the port unless the 
valve is very rigid against bending. 

(3) The sliding surfaces make the valve unsuitable for the admission of super- 
heated steam. 

(4) If the cut off is to be sharp some form of trip gear* must be employed, and 
this limits the speed of the engine to about 150 r.p.m. 

Drop valves (Double-beat valves). 

In Fig. 1 10 is shown a mushroom valve, from which it will be seen the effective 
force resisting o])ening of the valve is approximately — 

If now a similar valve is attached to some spindle, as in Fig. Ill, and the pres- 
sures are arranged to oppose each other, a balanced system will result; so that, 


\ Press.p, ' 



Valve Spindle 


1 


Fig. ] 10. 



neglecting friction and inertia, no force will be required to operate the valve. 
In addition to this obvious advantage, when this valve is used to control the 
steam supply to a cylinder, the valve gear allows a sharp and widely variable cut 
off, the clearance volume is often small because the valves can be placed close to 
the cylinder bore. The main advantages of this valve are: absence of sliding 
parts permits the use of superheated steam, separate valves for admission and 
exhaust reduce cyhnder condensation (see p. 249) and allow admission and ex- 
haust events to be set independently, and the lift need only be one half that of 
a mushroom valve. 


* S 00 p. 238. 



I'he Reciprocating Steam Engine 237 

The main disadvantages of drop valves are their high initial cost owing to the 
comphcated casting, the diflftculty of making both valves to seat simultaneously, 
and that at high temperatures the valve and casing expand differently. 

If the valve is o])eratcd by trip gear it is not easily reversible. 



Fig. 112. Cylinder fitted with drop valves. 


By the use of drop valves, operated by cams, the modern steam engine follows 
closely internal combustion engine practice. The main difference is that the cams 
are frequently oscillated by eccentrics driven by a lay shaft which extends the 
whole length of the engine, and runs at the crank-shaft speed; whereas in four- 
stroke internal combustion engines the lay shaft runs at half the engine speed. 
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Trip gears. 

In all trip gears variation in the cut off is obtained by breaking, at an instant 
determined by the governor, the connection between the valve and the eccentric. 

In the gear shown in Fig. 113 the duration for which A and B are in contact is 
determined by the radius r, and the height h of the lever connected to the governor . 
With an increase in speed h increases, and the gear trips earlier. After tripping the 
combined action of a spring and a dash pot close the valve. 



Oil-operated valve gear. 

The noise, wear, and limited speed of conventional trip gear can be avoided 
by using oil under pressure for lifting the drop valves. One form of oil-operated 
valve is shown in Fig. 114, where a hollow plunger A is reciprocated by an eccentric 
carried on a lay shaft. 

On the outward motion of the plunger oil is drawn through the ball valves B, 
which close on the return stroke, so that the pressure in the chamber D is raised 
sufficiently to lift the drop valve through the medium of the differential piston E. 

Lifting continues until the oil ports F are uncovered by the governor sleeve 0. 
This action causes immediate release of the oil pressure in D, whereupon the drop 
valve is brought rapidly — ^though gently — to its seat by the combined action of 
a s])ring J and a dash pot H. The operation is then repeated. 

Advantages of oil -operated valve gears. 

(1) A wide range of cut off is possible without imposing a limit on the engine 
speed. 

(2) Very little effort is required by the governor to vary the cut off. 
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When a condensing uniflow engine is set to run non-condensing the additional 
clearance spaces, which are situated in the cylinder cover and are valve con- 
trolled (see Fig. 115), are put into communication with the cyUnder barrel so as 
to limit the compression pressure. 



Fig. 115. Uiiiflow oiigiiiB rylinrlnr. 


Valve gear of the uniflow. 

The extremely short period which the valve is open requires a valve gear of 
the positive type, such as the “Lentz gear” (see Fig. 116). In this gear the 
number of joints is reduced to a minimum by fixing the cam roller direct on to 
the valve s])indle. 

Pressure volume and temperature diagrams. 

In Fig. 117 is shown a diagrammatic section of a uniflow cylinder with typical 
pv and temperature curves. 

Since the steam chest covers the cylinder end, heat radiated from it keeps the 
steam in contact with it fairly dry, whereas the steam in contact with the piston 
suffers a progressive increase in moisture content consequent on the conversion 
of heat into mechanical work. In Fig. 117 this increase is indicated by the density 
nf black dots. 
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On rompression the steam is dried and superheated, and a steady state exists 
between the temperature of the cylinder and the steam temperatuie, upon the 
maintenance of which depends the efliciency of the engine. 




h- 


Fig. 117 Diagraminat ir bcrtion thiough uyliiiclDr of uniflow unguie. 

Suitability for superheated steam. 

Because of the use of drop valves, the absence of packing in single-acting 
engines, and the large exhaust area, the engine is eminently suited for using 
superheated steam, although the natural reduction in cylinder condensation of 
the uniflow engine does not allow the same increase in thermal efficiency to attend 
the use of superheated steam as in other types of engines. 
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Single -cylinder uniflow engine. 

The high efficiency obtainable from a single cylinder enables compound ex- 
pansion to be dispensed with, whilst the length of the double-acting cylinder 
makes the horizontal engine the most suitable type, engines 75 ft. in length not 
being uncommon. 

Unfortunately, a single cylinder gives poor mechanical balance, and a very 
variable crank-shaft torque; so that the engine must run slowly, and must also 
be provided with a large flywheel. Further, high compression, as in the Diesel 
engine, reduces considerably the work done per stroke; hence the engine is 
massive for the power developed. The exhaust ports weaken the cylinder where 
it should be strong, and special provision for draining the bottom side of a 
vertical cylinder must be made. 

Advantages of the uniflow engine. 

(1) High efficiency for all sizes of engines. 

(2) Simple and robust design. 

(3) The foundations are less costly than those of a compound engine of the 
same economy. 

(4) The steam consumption per b.h.p. per hour is almost constant at all loads. 
(Compare fuel consumption and indicator diagrams with those of the Diesel 
engine.) 

(5) The mechanical efficiency is high, because of the few moving parts. 

(fi) The uniflow engine responds well to the governor, since steam receivers, 
used in compound engines, are absent. 

(7) The cut off is well defined and variable over a wide range, and as a result 
there is greater economy of steam than in the case of throttle-controlled engines. 

(8) The thermal efficiency of a onc-cyhnder uniflow engine is as great as that 
of a triple expansion engine when fitted with slide valves. 


ESTIMATION OF THE POWER DEVELOPED BY A 
STEAM ENGINE 

The expansion curve. 

Leakage and re-evaporation in the cylinder of a steam engine make prediction 
of the actual expansion curve difficult; so it is customary to consider that the 
expansion is Hyperbolic, i.e. it follows the law pi; = c. The simple expression 
for power that results from this assumption may then be rendered more exact 
by multiplying it by an empirical coefficient known a.s the Diagram factor. 
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Expansive engine without clearance or compression. 


Let V be the swept volume, r the hypothetical ratio of expansion, i.e. the total 
swejit volume divided by the swept volume at cut off — or the valve setting of the 
engine in terms of the fraction of the stroke at which cut off occurs; then from 
Fig. 118 the net work done 


r r 


\og,r-p^v. 


If this work is represented by a rectangle of length v, the height of the rect- 
angle represents to scale the Mean effective pressure (m.e.p.) on the piston. 

/. Ideal M.E.r. = y [1 + logg r] -Pb- (1) 

Tlio A\ ork done ])er stroke 

= Force x Distance moved in direction of the force 
= M.E.P. X Area of piston x Length of stroke = PLA. 

PLA N 

U.P. developed = , 

wlicic N is the number of elfective strokes per minute, 

A is the area of the piston in sq. in., 

L is the length of stroke in ft., 

P is the mean ellective pressure in lb. per sq. in. 


The effect of clearance on the work done. 

The effect of clearance is to sliift the pressure axis to the left (Fig. 1 1 8), and 
tlierefore to increase the total volume at any point on the expansion stroke. 

Let av be the clearance volume, then the true ratio of expansion = Total 
volume at end of expansion divided by the total volume at the beginning of 
j?;(l + u) 
r{lir-\-a)' 

Total Mork done per stroke 


expansion = 


M.E.P 




When a = 0 it will be seen that (2) becomes (1), above. 


( 2 ) 
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The effect of clearance and compression on the work done per stroke. 

To effect economy in steam consumption (see p. 254), and also to relieve the 
bearings of shock due to inertia loads, it is customary to stop the exhaust before 
the end of the exhaust stroke, and to compress the steam trapped in the cylinder. 
The immediate effect of the compression is to reduce the power developed by an 
engine of a given size, and also to reduee, to a greater extent, the steam con- 
sumption, so that the net result is a gain in economy. 





Fig. 118. 


Let hv be the volume of steam trapped in the cylinder towards the end of the 
exhaust stroke; then from Fig. 118 the work done on hyperbolic compression 

I 1 & 

= ^i^oi;logg-, and that done on exhaust = j)^(v a v — hv), 

Oj 

The modified form of equation (2), p. 243, then becomes 


( 3 ) 
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It should be observed that this is the most general expression for the work 
done, and that when 6 = a, equation (2), p. 243, results, whilst when 6 = a = 0, 
equation (1) results. 


The actual work done (Diagram factor). 

The frictional resistance that attends the high velocity flow of steam, and also 
heat losses and imperfections in the valve gear, cause the actual work done to 
be less than that given by equation (3). In design work, therefore, advantage 
is taken of the simple form of equation (1) for estimating the ideal M.E.P., the 
actual M.E.P. being from 0-6 to 0-85 times this. 

In Fig. 119 an actual indicator diagram is superposed on the ideal diagram 
which ignores clearance and compression. 



Diagram factor 




actual M.E.P. 
^[l + log,r]-p, 


Ex. Hypothetical indicator diagram. 

Steam is admitted to a single- cylinder engine at a pressure of 200 lb. per sq. in. abso- 
lute, and cut off takes place at J of the stroke. The back pressure is 17 lb. per sq. in. 
absolute and the clearance ratio is iV- Draw the hypothetical indicator diagram and 
obtain the mean effective pressure, assuming a diagram factor of 0-8. 

If the cylinder is 8 in. diameter, and the stroke is 10 in., calculate the l.H.P. developed 
when the engine speed is 250 r.p.m. 

r = 4, a = -A- 


M.E.P. 


200 


+ 200 



-17 


= 50 + 701ogg 3-143 — 17 = 113-1 lb. per sq. in. 
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Actual M.B.P. = 0-8 X 113-1 = 90-6 lb. per sq. in. 

1131 xn-x 64x10x250x2 _ 37-7 x x 60 x 25 
I.H.P. - 4 >ri2x 33,000 “ 3'300 

Actual i.H.P. = OiS X 71-8 = 57-4. 


Ex. Cylinder diameter and horse-power of a locomotive. (B.Sc. 1930.) 

The steam supplied by the boiler of a two-cylinder locomotive is dry and saturated 
at 195 lb. per sq. in. The driving wl e^ls are 6 ft. 6 in. diameter. Calculate the diameter 
of the two cylinders which have 28 in. stroke so that the tractive force at 20 m.p.h. may 
be 4-5 tons when the cut off is at 0-5 stroke. Assume a mechanical efficiency of 80 % and 
take a diagram factor of 0 G5 which neglects clearance, has hyperbolic expansion and 
exhausts at 18 lb. per sq. in. 

What is the i.h.p. of the engine at this speed? 


H.P. to be developed on the draw bar 


20 

60 


x88x 


4-5 X 22£0 
550 ~ 


537-0. 


20 88x60 __ 

r.p.m. = -X = 86-2. 

60 7T X 6-5 

H.P. to be developed per cylinder 

„ 28 Ax 86-2 537 1 

-2XPX ~().S^2' 


M.E.P. X Area of piston 


537-0x198,000 

'0-8'x^8x86-2x'2 


= 27,550, 


M.E.P. = Diagram factor Pbj 

= 0-65^\^'^ (l + logg2) — IhJ = 95-5 lb. per sq. in. 


27 750 

A = - ’ -. Diameters 19j in. 
yo'O 

I.H.P. of engine at this speed = 


537 0 

o-s“ 


= 672. 


Ex. Cylinder dimensions for an engine having clearance. 

Find the diameter and stroke of a double-acting steam engine which shall develop 
30 indicated horse-power at 180 r.p.m. Make the following assumptions: Steam 
pressure = 100 lb. per sq. in. by gauge; exhaust at atmospheric pressure = 15 lb. 
per sq. in. absolute; cut off at 0-4 stroke; clearance = 10 % swept volume; diagram 
factor 0-8; stroke = 1-5 diameters. 

M.E.P. = 0*8 |ll5 j^0-4-|- (0-4 + 0-l)logp^^^q^^jJ — 15| = 61-1 lb. per sq. in. 

PLAN 
“ 33,000 ’ 

where N is the number of working strokes per minute. 
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nd-_ \-5ri nd^ ei-lTri^x 180x2 

L -4- - J-X 12’ "32’ “32x33,000 

d = 7*68 in. 

Stroke = 11-5 in. 


Ex. Cut off and throttle control. 

Assuming hj^porbolic expansion, a diagram factor of unity, and neglecting clearance 
volume, calculate the steam consumption and horse-power developed in the case of a 
single- cylinder engine 12 in. diameter and 18 in. stroke, running at 150 r.p.m., if 

(1) The inlet pressure is kept constant at 100 lb. per sq. in. and the back pressure 
constant at 15 lb. per sq. in., and the ratio of expansion has values 

2, 3, 4, 5, 6, 8, 10, 15. 

(2) The ratio of expansion is kept constant, and the back pressure constant at 15 lb. 
per sq. in., but the inlet pressure has values 

100, 90, 80, 70, 60, 50, 40, 30 lb. per sq. in. 

Take the constant ratio of expansion as 3. 

Plot curves on a horse-power base showing the steam consumption per hour, and also 
per horse-power hour. Neglect ry Under condensation. 


M.E.r. = |^^(H-log,r)-j5j]. (1) 

(m.e.v.)LAN 18 7rxl22 300 

“ 33,000 ~ ~ ^ 12 ^ 4 ^ 33,000' 

H.p. = 1'541 ivi.e.p. (2) 

The specific volume of dry saturated steam at lOD lb. per sq. in. is 4-45 cu. ft. per lb 
The swept volume of the cylinder is 1-177 cu. ft.; hence, neglecting condensation, the 

1177 

mass of steam in the cylinder at cut off is lb., and the steam consumption in 

1 177 4730 

= — - ,.x 300x60 (3) 

rx4-45 r ' ' 

By assigning the given values to r equations (1), (2), (3) will give the information 
required for plotting curves 1 and 2, Fig. 120. 


Throttle control. With r constant and equal to (3) the steam consumption 


1-177 

3 X Specific volume 


X 300 X 60 = 


7062 


Specific volume' 


( 4 ) 


By taking pressures of 100, 90, etc. the corresponding value of the specific volume 
can be obtained from steam tables, and hence equations (1), (2) and (4) evaluated. The 
results are plotted in curves 3 and 4, Fig. 120. 
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Fig. 120. 


Estimation of the steam consumption of an engine from the indicator 
diagram. 

If the steam has dryness x at the point of cut off, and the specific volume at 
pressure is then the total weight of steam present 

This steam has not been supplied entirely from the boiler; because a mass 
X 6/r^plb. was trapped on the exhaust stroke, being the specific volume at 
pressure . 

Hence the net steam supply per revolution, for a double-acting engine, is 


2 


*1 


V X h\ 

J ’ 


At a speed of N r.p.m. the steam consumption per hour for a double-acting 


engine 


= 120JVr— (a +!/»•) --^-1. 

v,,_\ 


•( 1 ) 


♦For the meaning of tho symbols see pp. 243, 244. 
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Over the pressure range commonly covered by reciprocating engines the 
relation bet\^een pressure and density of steam is approximately linear, i.e. 


Density/) = - = (mp-\-c), 

whence, by (2) in (1), 

Steam per hour = ^ - h(mp^ + c)J lb. 


( 2 ) 

( 3 ) 


If N and X remain constant, whilst the power output is controlled by throttling, 
the only variable in 3 is p ^ ; so that a linear relation should exist between the steam 
consumption and the H.P. chest pressure, so long as x is unchanged. 


I.M.E.P 


Hence 


of engine = Diagram factor D.r. (1 H-log^r) ■ 
fp. ^ , 12LAN 

r fi.H.P. X 33000 "I 

^ 1+ 1^ j 


•( 4 ) 


by (4) in (3). 

Steam in lb. per hour 


rf n.H.r. 33000 "I l/n + l/r\ ,, 

- LI n: loiTr L 2LAX(„.y.) +)’>J + ')( ^ - ) - '■(’"A + ')J ■ 


Hence a linear relation should exist between the steam flow and the t.h.p. 
This was established experimentally by Willans in 1 888, and is known as Willans* 
line. 11 is applicable to turbines as well as reciprocators. Fig. 120 compares the 
steam consumption for throttle and cut off control. 


Quality of the steam in an engine cylinder. 

In a simple type of steam engine, using saturated steam, between 20 and 50 % 
of the total weight of steam supplied per stroke is condensed before the point of 
cut off is reached, although subsequent re-evaporation prevents it issuing as a 
stream of water from the exhaust pipe. 

Mr 1). K. Clark, in his book The Steam Engine, first drew attention to this 
phenomenon, but engine drivers were well aware of it years before. 

The causes of the presence of water are: 

(1) Wetness in the steam supplied from the boiler due to forcing the boiler. 
This carrying over of water into the main steam pipe is known as “Priming”. 
Wetness may also be caused by radiation from the steam pipe. 

(2) Condensation in the cylinder due to the high-pressure saturated steam 
meeting a surface previously chilled by the exhaust steam. This is considered the 
most important of the three causes of cjlinder condensation. 

(3) Radiation and the performance of mechanical work at the expense of the 
internal energy in the steam cause condensation after cut off. 
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The extent to which condensation occurs during expansion depends upon the 
ratio of expansion, the speed of the engine, and upon the surface available for 
radiation. With a moderate ratio of expansion in a small engine, there is often 
sufficient heat available in tlie engine cylinder to cause re-evaporation on the 
expansion stroke and, always, on the exhaust stroke. 


To find the dryness after cut off. 

A calibrated indicator diagram will give the volume and pressure at any point 
of the stioke, but it can give no indication of the weight and condition of the 
steam present. To obtain the dryness fraction of the expanding steam the exhaust 
steam must be condensed, and its rate of flow thereby determined. From this 
ineasurenieiit ‘'cylinder feed” 

Total weight of exhaust steam 
Number of strokes occupied in exhausting the steam' 


The cylinder feed, however, represents but a portion of the contents of the 
cylinder, since the steam trapped in the clearance space, during compression, 
may be regarded as never exhausted. Neglecting leakage, total weight of wet 

V 

steam in cylinder at cut off = Cylinder feed-j . 

vb is the total cylinder volume at the commencement of compression where the 
steam may be regarded as dry and saturated, having a specific volume . 

The weight of dry steam accounted for by the indicator diagram is equal to the 

Rvp])t volume vjr at eut off-f- Clearance volume av 
Specific volume of dry saturated steam at the cut off pressure p' 

By the definition of dryness fraction x, p. 130, 

Dryness fraction at cut off = t , — ; . 

yg(Lylinder feed -\-vx bjv^^) 

By reference to steam tables the specific volume of dry saturated steam at 
pressures Pa, P 3 , etc. may be obtained, 
and on multiplying these volumes by the 
total mass of steam in the cylinder the 
saturation curve (Fig. 121 ) may be plotted 
on the indicator diagram. 

From this curve, in the absence of leak- 
age, the ratio aejab represents the dryness 
fraction at any particular point during 
expansion, the mass of steam represented 
by the length cb being known as the miss - | ^ 

ing quantity. Alternatively the missing 
quantity may be regarded as the difference f 21 . 

between the actual weight of steam present in the cylinder and the indicated 
weight of dry saturated steam. 
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Ex. Dryness fraction of steam in a cylinder. (Senior Whitworth 1922.) 

Determine the drynesa fraction of the steam in a cylinder at 0-7 of the stroke from the 
follo\iing data: 

Cut off 0-5 stroke; clearance 8 %; pressure of steam at 0-7 of stroke = 601b. per sq. in. 
absolute and at 0-8 of return stroke on compression curve = 19 lb. per sq. in.; 
r.p.m. = 100; steam condensed per min. = 991b.; volume of 11b. of steam at 601b. per 
.sq. in. == 7 03 cu. ft.; volume of 11b. of steam at 19lb. per sq. in. = 20-8 cu. ft.; swept 
v ulumc = 3-75 cu. ft. 

Discuss assumptions made in answering the question. 


Swept volume at 0-7 of stroke = 0*7 x 3-75 

= 2-62 cu. ft. 

Clearance volume = 0 08 x 3-75 

= 0-3 

Total volume at 0*7 stroke 

= 2-92 cu. ft. 

3 75 


Mass of cushion steam = (0-08 + 0-2) ^ 

= 00504 lb. 

9 9 

Cylinder feed for d.a. engine = 

= 0-495 

Total mass in cylinder 

= 0-^.4^ lb. 

2-92 

Indicated mass after cut off = _ 

= 0-4150 

7-03 


Missing quantity 

= 0*1 304 lb. 

.'. Dryness fraction = _ /* = 0-762. 

•' 5454 


Assumptions. Leakage is ignored. Cylinder feed and cushion steam are taken as 
dry saturated. 


Ex. Jacketed cylinder. (B.Sc. 1924.) 

The pressure indicated at cut off in the cylinder of a jacketed steam engine is 751b. 
per sq. in., the volume is 0-45 cu. ft. and dryness fraction of steam is 0'73. If the values 
of pressure and volume at release are 34-2 and 1-05, find the heat which passes through 
the cylinder walls during expansion. Assume = c. 

Heat added = Work done + Change in i.E. 


Work done = 1 

n — \ 


n — if 



To determine n, we have 

7»x0.45-. 342x1.05., 


/. n = 0-928. 


7^x144x0-45 

“rO-928-T)^ 




0 929 - 1 ' 
0 929 


“ ^^~0~0T2~ |^(2-193)>‘*«“-1J = 4250ft.-lb. 
The change in I.E. = 
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To evaluate we must know the dryness fraction at the end of expansion, thus; 
Let V, be the specific volumes of dry saturated steam, and w be the mass of steam. 

wxiv,^ = 0-45, 3-, = 0-73, w,, = 5-82, v,, = 1216. 

0-45 

■■■ ’" = 0-73-x5-82 = ‘^-^^^“''’- 
At the end of the expansion, = Vn. 

1 -05 X 0-73 X 5*82 




0-45 X 12-16 


= 0-817. 


h at 751b. per sq. in. 

= 153 0 c.H.u. 

h at 34-2 lb. per sq. in. 

= 125-8 

X; at 75 lb. 

per sq. in. 


at 34-2 lb. per sq. in. 



= 0-73 X 505 

= 368-0 

= 0-817 x 523-2 

= 427-0 

ih 


= 521-0 


= 552-8 

PjVj 75 X 

144x0-73x5-82 

= 32-8 

PjVj _ 34-2 X 144 X 0-817 X 12 ] 0 



1400 

J 1400 


I.E.j 


= 488-2 

I-E.2 

= 517-9 



( 1 .E. 2 - 1 .E. 1 ) = 

2!(-7 c.H.u. per lb. 



Change in i.E. 

of the cylinder 

. , 045x2!l-7 



Work done 


4250 

” 1400 “ 



Heat added in 

c.H.u. 

- 6-19 



Solution using the diagram. 

Knowing the condition of the steam at the beginning and end of the expansion, the 
heat added may be scaled from the T(j) diagram, as shown in Fig. 122. This area 
measures 0-7 by 16-4 in., and represents 57-4c.ii.u.; 
hence the heat added to the actual steam 

= 0 1059 X 57-4 = 6-08 c.H.u. 

The additional work, in excess of that done on the 
Kankinc cycle, is represented by the triangle ABC 
and scales 0-208 u.H.u. 


Ex. Expansion of steam, and heat loss to cylinder 
walls. (B.Sc. 1939.) j 

Steam of dryness fraction 0-96 expands in a cylinder 
from a pressure of 300 lb. per sq. in. down to 15 lb. 
per sq. in., the expansion following the law^^v^'®^ = c. 
Determine the final state of the steam and the heat 
exchange which occurs between the steam and the 
cylinder walls per lb. of steam. 



Fig. 122. 
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Specific volume of steam initially = 0-96 x 1-543 = 1-481, 


253 


300xl-481i“2 = 15xt)i"*. 

1 


Final volume = 1-481 x = 27-85 cu. ft. 

Specific volume at 151b. per sq. in. = 26-27; hence the steam is superheated. 

2-24:16(77-464) 


27-85:^ 


15 


Final total heat = 650-3 c.ii.u. 

Degree of suiierheat =25"^ C. 

Tiix) V 73 V ) 

Heat arhlerl = Work done -|- Change in i.E. = - J ^ +11 2 - 

p^v.—p^r^ 

Work dune on expansion -= 


144 

1400 X 0^ 


[300x1-481-15x27-85] = 133-7 c.ii.u. 


Fin.il total heat = 650-3 

Initial total heat = (219 + 0-96x450) = 650-5 
(hiin in total heat =—0-2 


PiVi-p,V2 

J 

Cain in t.e. 
Work done 

Heat added 


= +2-674 

^ 2-474 C.II.U, 

= i:)3 7 
- 136-174 


Methods of reducing cylinder condensation. 

Superheating,* 

It i.s well established that in the absence of nuclei on wliieli condensation can 
proceed, the steam temperature may be dro])ped considerably below saturation 
temperature without undue condensation taking place. One of the best methods 
of combating cylinder condensation is therefore to superheat the steam so as 
to remove the droplets of water. Unlike a saturated vapour a change in the heat 
content of a superheated vapour is accompanied by a change in temperature. It 
follows that a reduction in temperature of the vapour tends to suppress the heat 
loss. A wet vapour has also better heat transmission qualities, and, since its 
density is greater, the leakage through a given opening is also greater. 

* Superheating waa introduced by Trevithick in 1820, but Hirn of Alsace was the first 
to discover the reason for improved economy (le55). 
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One of the most noticeable improvements that attend the use of superheated 
steam in an engine of suitable design is the flat specific steam consumption curve, 
and the specific steam consumption is almost independent of the size of the engine. 

The major difficulties with superheated 
steam are: 

(1) control of the superheat tempera- 
ture; 

(2) thermal expansion; 

(3) the cutting action of the steam on 
the valves; 

(4) accumulation of soot on the super- 
heater tubes; 

(5) lubrication of the cylinder and 
valves. 

(6) creep of metals when subjected to 
stress at high temperatures. 

Because of these difficulties 750° F. 
appears to be the safe upper limit of 
temperature, and even then special 
metals must be used. 

Jacketed cylinder. 

James Watt introduced the steam 
jacket to reduce cylinder condensation, 
but because of its hmited surface, temper- 
ature difference and the short time available for heat flow it is effective only on 
slow speed engines. 

Reheating. 

The defects of the steam jacket may be avoided in multiple expansion engines 
by directing the exhaust steam from each cylinder to a separate heater which 
may be incorporated in the boiler or fitted on the engine where it is supplied with 
highly superheated steam. In the North Eastern marine engine, illustrated in 
Fig. 124, there are three cylinders, the high-pressure and intermediate cylinders 
being placed at the ends of the engine so as to accommodate poppet valves, the 
reheater lying horizontally between these cylinders. Superheated steam, on its 
way to the high pressure cylinder, flows through U tubes in the reheater, whilst 
the steam exhausted from the high-pressure cylinder passes over the outside of the 
tubes. I 

• Proc. Inst, Mech. Eng. p. 300 (1905). 

t A numerical example on this engine is given in the Appendix. 



I 

< 

LiJ 

h 

C/3 

J 

< 


B.H.R 

Fig. 123. Comparative curves showing 
the performance of a high-apeed triple 
expansion engine using steam having 
various degrees of superheat.* 
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B V reheating it is possible to maintain the steam in a superheated state througli- 
niit the entire expansion, whereas on the straight Rankine cycle this would 
iii\ olve unmanageable superheats. 

Obviously with the exhaust superheated the heat loss to the condenser per lb. 
of steam flowing is greater, but the smaller specific steam consumption, conse- 
quent on improved efficiency, causes the net heat loss to be less tlian with wet 
steam. 



Fig. 124. 



Cylinder proportions and rotational speed. 

l"iom a consideration of the surface area exposed to high temperature, and also 
in respect of the clearance volume which must be supplied with high-pressure 
steam at each working stroke, and which makes little contribution to the work 
done, the long stroke engine is superior to the short stroke engine. 

Conduction of heat, however, depends upon time as w^ll as surface area, so the 
higlier the rotational speed the smaller the condensation. However, to limit the 
piston speed and inertia forces the stroke must be shortened, and this produces 
a disproportionate increase in the percentage clearance volume. 

With high-speed engines it is, therefore, imperative that the ports are short, 
and the mechanical clearance, between the piston and cyhnder cover, reduced to 
a minimum. 
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COMPOUND ENGINES 

On p. 227 it was shown that the work done per lb. of steam could be considerably 
increased by allowing the steam to exj)and, but m practice it has been found that 
to avoid a greater loss from condensation than gain from expansion, the expansion 
ratio per cylinder is strictly limited. Willans’ experiments on steam engines led 
him to conclude that, from an economy standpoint, the ratio of expansion per 
cylinder should not exceed r 

Pressure range, cut off to exhaust, lb. per sq. in. 

— 

This condition, however, docs not restrict the Total expansion ratio, 
because, if cylinders are arranged in succession so tliat after expansion in one 
cylinder the steam is exhausted to the next, and so on, any expansion ratio may 
be obtained, and yet^per cylinder, Willans’ condition may be satisfied. 

This arrangement of cylinders gives rise to what are known as Compound 
triple and Quadruple expansion engines. 

The cyhnder which receives the high-pressure boiler steam is known as the 
High-pressure (ir.p.) cylinder, the last stage of the expansion being performed 
in the low-pressure (l.p.) cylinder, whilst in triiile or quadruple expansion engines 
we have first or second intermediate pressure (i.P.) cylinders. 

In very large engines —for example, when the l.p. cylinder exceeds lOOin. 
bore — it is customary to fit two l.p. cylinders, thereby producing a fr)iir-cylinder 
triple expansion engine. Two l.p.’s are also used on high speed engines. 

The famous Webb’s compound locomotive had the reverse of this arrangement ; 
there were two ir.p. cylinders and one l.p. cylinder which produced t he character- 
istic exhaust note of these engines. 

Advantages of multiple expansion.* 

13y expanding the steam successively in two or more cylinders the following 
improvements result: 

(1) The temperature range per cylinder is reduced, with a corresponding 
reduction in condensation. 

(2) The loss from cylinder condensation is not cumulative, because re-evapora- 
tion in the early stages of expansion allows the later stages to exjiand the steam 
still further. 

The loss by condensation is therefore restricted to the l.p. cylinder. 

When using superheated steam compounding becomes less effective so that 
quadruple expansion engines are not now made, and the two cylinder compound 
is tending to displace the triple. 

(3) Lighter cylinders may be employed than in the case of a simple engine,^ 
because for a simple engine to utilise the same expansion ratio as a compound 

• Compoiinriinp was the invention of Hornblowor, 1781. 
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entwine would involve a cylinder strong enough to withstand the h.p. steam and 
\oluiriinous enough to contain the L.p. steam. 

(4) Leakage past valves and piston is reduced because of the reduced pressure 
diflVrence across these components. 

(5) The greater economy of steam makes the fire boxes of transport vehicles 
last much longer than in the case of simple engines. 

(()) A simple t3rpe of valve gear may be used, even with a large total expansion 
ratio; since even then the expansion per cylinder may not be more than three to 
one, so that the slide valve may be employed. This advantage is particularly 
N aluable in the case of reversible engines. 

(7) The steam may be reheated after expansion in one cylinder, and before 
entering the next. This method, which was introduced by Mr Weir, arrests 
cylinder condensation. 

(8) The forces in the working parts are reduced, as the forces are distributed 
over more components. 

(0) The turning moment is improved if the tandem arrangement is avoided. 
Even if sim]3le cylinders have the same crank arrangement as a compound, the 
turning effort is not so uniform because of the greater pressure difference in the 
simple engine. 

(10) ]\Iechanical balance may be made more nearly perfect, and therefore high 
speeds are possible. Speed itself is conducive to improved thermal economy, and 
if, as frequently happens, the driven machine runs at a high speed, direct coupling 
is possible. 

(11) The engine may start in any position. This is of advantage in marine work, 
locomotive work and mining work, although for winding in mining it is said that 
tlie cage is more difficult to manipulate with a compound engine than in the case 
of the simple engine, because of the steam in the receiver (p. 258). 

(12) By making the cranks and connecting rods identical fewer spare parts 
need be stocked. 

(13) In the event of a breakdown, the engine may be modified to continue 
working on reduced load. This is a valuable asset in marine propulsion. 

(14) The cost of the engine, for the same power and economy, is less than of a 
simple engine, because of the very heavy “Scantlings” (i.e. connecting rods, 
etc.) that would be required if all the work were done in one cylinder. Althougli 
more numerous, the scantlings of compound engines are much lighter and 
Iherefure cheaper. 

Methods of compounding. 

To ensure interchangeability of parts it is customary to arrange the cylinders 
with equal strokes, and to adjust the crank angles so as to secure reasonable 
balance and torque, combined with the ability to start in any position. Frequently 
all these conditions cannot be satisfied simultaneously, so a compromise has 
to be made, which often results in theii.P. cylinder exhausting at a time when the 

W H E 


17 
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L.p. cylinder is not requiring steam. Provision must therefore be made in the 
form of a receiver for the storage of the steam. 

In most engines the connecting pipes and steam chests have sufficient volume 
to prevent undue pressure fluctuations on the exhaust from the H.P. cylinder. 


Estimation of cylinder dimensions. 

A problem which presents considerable difficulty to beginners is that of 
estimating cylinfler dimensions of a compound engine by first concentrating on 
the L.P. cylinder, and regarding it as capable of 
developing the combined power of the H.P. and 
L.p. cylinders, wdicn supplied with the same 
mass of high-pressure steam as originally sup- 
plied to the H.P. cylinder. 

That, in the absence of condensation and 
other losses, this is true may be appreciated 
from Fig. 125, where the separate indicator 
diagrams for the ii.p. and l.p. cylinders are 
combined on to a single diagram, abede, the 
average height of which is representative of 
the power of the engine, and is known as The 
mean effective pressure referred to the 
low-pressure cylinder. 

In this diagram we assume that the expansion curve is continuous so that the 
swept volume of the l.p. at cut off is equal to the total swept volume of the H.P. 

Now consider the effect of making the l.p. cut off earlier, but leaving the h.p. 
cut off unchanged. At cut off the l.p. cylinder is now incapable of containing the 
expanded steam from theii.r. so the h.p. piston on its return stroke must compress 
this steam until the volume can be accommodated. This compression raises the 
receiver pressure and increases the work done by the l.p. cylinder at the expense 
of the h.p. In the limit, when the l.p. cut off volume is equal to the H.P. cut off 
volume, the negative work done on compression is equal to the positive work so 
the II.P. cylinder becomes ineffective and the L.p. takes the entire load, although 
not with the same economy of steam. 

The M.E.p. referred to the l.p. cylinder may be computed from the equation 



diaera 


where R = 

expansion. 


M.E.p. = Diagram factorx (1 +logg i?) , (1) 

Swejjt volume of l.p. cylinder 


Cut off' volume of h.p. cylinder 

M.E.p. xLxAxNx2 


i.ii.p. = 


33,000 


and is known as the Total ratio 

( 2 ) 


of 


In the design of an engine the power, speed, initial pressure and back pressure ‘ 
Pb are usually known, so from the equations (1) and (2), with a tentative value 



The Eeciprooating Steam Engine 259 

of the diagram factor, there are but two unknowns: the length of the stroke L 
and the area of the piston A, 

Xnw the length of the stroke is determined by the rotational speed N, and the 
ability to lubricate the piston — and it is inadvisable to run with piston speeds in 
excess of 850 ft. per min. 

Average piston speed = 2LN f.p.m. (3) 

From equations (1), (2) and (3) therefore the bore of the L.P. cylinder may be 
readily determined. 

For the H.P. cyhnder the conditions are not anything hke so rigorous, since we 
could arrange this bore so as to secure 

(c/) An equal temperature drop per expansion to obtain economy of steam. 

(6) Equal development of work by the h.p. and L.P. cylinders to give a uniform 
turning moment. 

(f) Equal initial loads on the pistons so 
that L.P. and H.P. rods and gear may be 
stressed to the same extent. 

In practice it is customary to strike a 
mean between equal initial loads and equal 
work — a compromise which causes a loss 
of energy due to unrestricted expansion in 
the receiver (see Fig. 126). 

Although this pressure drop after release 
is wasteful, yet it is partly counterbalanced 
by the drying effect on the steam which it 
])roduL*es. 

For equal initial loads on the pistons 

(Pi— Pg) area of h.p. piston = (P3— Pf,) area of L.P. piston. 

If this condition is satisfied, the work done per cylinder is 



Fig. 126 . 


H.p. work per stroke = 
L.P. work per stroke = 


m V I 

— h-?(lH-log fi)— pg?;™ diagram factor, 

-^^^(l + loggr2)-Pi,'y4 diagram factor, 

. J 


where is the expansion ratio for the H.P. cylinder and that of the L.P. cylinder. 


Ex. Cylinder dimensions and receiver pressure. 

Estimate the cylinder dimensions of a compound engine to develop 500 i.h.p. at 
120 T.p.m. Initial pressure 120 lb. per sq. in. absolute; back pressure 4 lb. per sq. in. 
absolute; allowable piston speed 500 f.p.m.; ratio of cylinder volume 3-5; diagram factor 
0 S5; cut off in H.P. at 0-4 stroke. 


17-2 
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If cut off in L.P. is at 0-53 stroke, determinB the approximate L.P. receiver pressure 
and compare the initial loads on the pistons. 

Assume no clearance. 

Total ratio of expansion = = — = li. 

^ 0-4 

*-F4 

M.E.P. for the whole engine referred to L.P. 


= ^^(1 + log, R)-V^ 


Pi 

R 

120 

8-75 


(H-2-31ogip8-75)-4 = 39*5. 


Actual M.E.P. = 0-85 x 39-5 = 33 0 lb. per sq. in. 



2 PLAN 33 0A x 500 

I H r = = — = 500. 

33,000 33,000 


T^. . .r /33,000 4 . 

Diameter of l.p. = j x =35-4 in. 

N 3J‘b TT 


35-4 

Diameter of ir.P. = , — 

V3'5 


Stroke 


500 X 12 

2x12F 


= 18-93 in. 


— 25 in. 


For hyperbolic expansion = pgVg. 

^1^1 

Receiver pressure pg = 25-9 lb. per sq. in. 


^120xF_ 

‘ “ b.75x0-53F' 


Load -On J’s) ^ '•'2 gt^okes being equal) 

Load on L.p. (Pg-Ps) V 4 

(120-259) 1 _l-22 

“ (25-9 -4-0) ^3-5“ 1 ■ 


Ex. Cylinder diameters for developing equal powers. (London B.Sc. 1922.) 

A compound engine is to develop 125 h.p. at 110 r.p.m. Steam is supplied at 105 lb. 
per sq. in. and the condenser pressure is 3 lb. per sq. in. Assuming hyperbolic expansion 
and an expansion ratio of 15, a diagram factor of 0-7 and neglecting clearance and 
receiver losses, determine the diameters of the cylinders so that they may develop 
equal powers. Stroke of each piston = l.p. cylinder diameter. 


M.E.P. 


referred to l.p. = 0-7 
= 0-7 


{1 + log, r}-p,] 
[*^{l + log,15}-3] 


= 16 lb. per sq. in. 



10 X (i^Trt^x 110 ^ ^ 
12 >ax 33,000 
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Equivalent Sinsle Cvlinder Ensiic? 
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^^,/l25x 4x12^0^0 ^ 26-16 in. 


16 X 77” X 110x2 


1 Vi 

Work done in h,f. = +^i^i loge - -i>2^2i 

P2 


but Pil\ =P2^'2' 


Work done in ii.P. = l^i^ilogp — . 


1 Ih 

Work done in L.P. = p^v^^ ^ 

P2 

Kqiiating work done in h.p. cylinder to that 
done in the L.P. cylinder: 

J^l'^^l log. = i^2^2 + J>2^2 logc ^2 -Pt,V^. 

.■. PuV.^=PiVi[^-^^ofr,r^-\og,ril 



Fig. 128. 


Whence 

But 


log/=‘ = p‘^='-ll. 

L^i"! J 

^ = 15 (given). 


also 


U = 


and Ti = 


^ ^2 1 ^3 '*^1 

log.-^ = log, _ X , 




log, -log. 15 = 


3x15 

ro5 

4 


= 0-572 or 


7’ 


1 = 15x1-772. 


llatio of expansion for H.P. cylinder = ^ = 5 - 16 ; 


also 

Hence 


Vj V9 5 - 16 ' 


15 


Ratio of L.P. expansion — J ^ ^ 2-905. 

T7 1 r ^ 26-163 7Td\ 

Volume of n.p. = . x ^ x 26-16, 

4 2-905 4 


/26-162 

2-905 

.*. Pylinder diameters are 15-33 and 26-16 in. 


33 in. 
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Ex. Power developed by a compound locomotive. (B.Sc. 1934.) 

What are the advantages of compounding; and what factors govern the ratio of 
cylinder volumes employed 1 

Estimate the horse-power developed by a four- cylinder compound locomotive given 
the following particulars: Steam pressure 400 lb. per sq. in.; exhaust 20 lb. per sq. in.; 
diameter of the two h.p. cylinders 10 in.; diameter of the two L.P. cylinders 20 in.; 
stroke 26 in. for all cylinders; h.p. cut off at 0-55 stroke; L.P. cut off at 0-35 stroke; 
r.p.m. 140. 

Assume hyperbolic expansion; and take a diagram factor of 0-65. Neglect clearance 
effects. 

Work done per stroke, assuming hyperbolic 
expansion, 


JiV 

= — {l+log.rl-pftV. 

M.E.P. of H.P. cylinder = — {l+log^rj— pg* 


M.E.p. of L.P. cylinder = ^-{1 +loger 2 }“Pb> 


Ratio 


TT.P. volume 
L.P. volume 


W_v 

V 


■ n rn 0*55 
. . 0 d5i; = V, 


p,-400 Lb. PER S 9 . In. 



|h.i> 


^ — 0-35 — A' 

g L.P. 














Y//////////////////////////A 


)O^ = Z0Lb.per59.In;. 


Fig. 129. 


and for hyperbolic expansion 


n.Kc 

::^Fx400 = 0-35Fxy3. 

. 4 X 55 1 , 

. . = — j- x^ = 157 lb. per sq. m. 

M.E.r. of H.p. = 0-55 X 400 |l + log„y-g^|- 157 

= (220 X 1-5971) -157 = 194-5 lb. ppr sq. in. 
Actual M.E.P. = 194-5 X 0-65 = 126-3 lb. per .sq. in. 

.E.p. of L.P. = 0-35x 157|l+log,^ ^gj-20 

= (54-9 X 2-0498) — 20 = 92-5 lb. per sq. in. 

Actual M.E.P. = 0-65 x 92-5= 60- 1 lb. per sq. in. 

_ 2 FLAN _ P x ttD^ x 2 x LN 
~ ”337K)0~ “ 4^337000 “ 


M 


^P)c,D^ 


7T 14( 
2^^( 


140 X 26 


PD^ 


000x12 69-2 
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i 2x126-3x100 „ 

For the two H.p. a, the h.p. = . - = 365-2 

u9-2 

,, , , ,, 2x60'lx400 

For the two L.P. s, the H.p. = = 695-0 

69-2 

Total horse-power = 1060-2 


(Senior Whitworth 1924.) 

Ex. Indicated horse-power of a compound engine having clearance. 

Find the ratio of cylinder diameters for a double-acting condensing steam engine. 
The steam supplied is at 150 lb. per sq. in. gauge, and the exhaust 2 lb. per sq. in. 
absolute. Cut oif in each cylinder to be at half 
stroke. Clearance volume 10 % in each case. Total 
expansion ratio 10, assuming a diagram factor of 
70 %. Calculate the i.h.p. if the steam used per 
hour was 2400 lb. 

Tf the total ratio of expansion is reckoned on the 
swept volume, then 

-'"= 10 . ( 1 ) 



Ratio of cylinder volumes = ...(2) 

By (1) in (2), 

Ratio of cylinder volumes = J x 10 = 5. 

Ratio of cylinder diameter = y'S = 2-235 . 

M.E.F. with clearance = + (sdb p. 243). 

To determine j)^ the expansion curve is assumed continuous,* since but one diagram 
factor IS given, so that j)^v[ = 7)3 Vg. 

'“Lluljd- -S' 

^^3 = 33 lb. per sq. in. absolute. 


M.E.P. ofii.p. _ l65j^l-|-(2+-iV)logp^j^^i”jJ — 33 = 109-3 lb. per sq. in. 

M.E.P. of L.P. = 33 + (1 + 4) log, (!^!“)] - 2 = 26-46 lb. per sq. in. 

Since nothing is said about the dryness after cut off we must assume the steam dry 
and saturated, and if we consider 1 lb. of steam is used per stroke the specific volume 

at 165 lb. per sq. in. is 2-78. The mass of steam remaining in the H.P. clearance at 33 lb 
per sq. in. ia 

V2 __ Vo 

r6^2^ ~r2^’ 

where 12-57 is the specific volume at 33 lb. per sq. in. 

• Soe p. 270 on combining indicator diagrams. 
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Total volume at cut off = O-GVj = 2-78^1 + . whence 

Vj = 4-813 cu. ft., 1)4 = 24-065. 

Work done per lb. of steam = 144[109-3 x 4-813 + 26-46 x 24-065], 


, 2400 X 144 X 1163 

Ideal I.H.P. gjj ^ 

Actual i.H.P. allowing for a diagram factor of 70 % is 142 h.p. 


Ex. Trial of a compound steam engine. (B.Sc. 1932.) 

The following data were obtained in a test of a compound steam engine withjcylinders 
11-5 and 27-5 in. bore, and stroke 20 in. : Steam pressure at stop valve, 170 lb. per sq. in. ; 
temperature at stop valve = 187° C.; condenser vacuum 26 in. with a 30 in. barometer; 
cut off iiiii.P. cylinder at ^ stroke; i.n.p. = 260; b.h.p. = 235; r.p.m. = 140. Steam used 
per hour = 4700 lb.; circulating water per hour = 66,000 lb.; hot well temperature 
= 45° C.; inlet and outlet temperatures of circulating water = 12-5° and 50° C. 



Draw up a heat account for the test in c.H.u. per min. 

Find the overall diagram factor, and the efficiency relative to the Rankine cycle, 
both with reference to the indicated work. 


Total heat per min. in steam above 0° C. = x 667 1 


Sensible heat in feed 

Total heat supplied by boiler per min. 


4700 

60 


X 45 


66 000 

Heat rejected to circulating water = — (50 — 12 - 5 ) 


Heat equivalent of i.H.P. = 260 x 


33,000 

1400 


XJ + ■ 1 X i: 33,000 

Heat equivalent of B.H.P. = ^35 x-^—- 


Heat equivalent of F.H.P. 

Heat unaccounted for (radiation, etc.) 


= 52,350 

= 3,525 
= 48,825 c.H.u. 
= 41,230 

= 6126 

= 5540 

= 586 
= 1469. 
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u.P. volume at cut off 
L.P. volume 


1 TTX 11-52 


3 4 

TTX 27-52 


x260. 


X26-0. 


/27-5\2 

Hypothetical expansion ratio = x 3 = 1713. 


170 


M.E.P. referred to L.P. cylinder = ^[l+log,17'3]-l-95 = 36 15 lb. per sq. in. 

The actual m.e.p. may be computed from the equation 


I.H.P. = 


PLAN 
33,000 ■ 


260x33,000x12x4 _ 
2 X 26 X TT X 27-52x 140 


23-8 


Diagram factor = = 0-658. 

36- 15 


Rankine efficiency. 

// at 170 11). per sq. in. and 187° C. = 667-1 


= 324-8 X 1 -5057 

= 509-0 


1581 


= 4-6 

Net work 

= ]()2-7 

Rankineeffirieney = — 

= 26-4%. 

Thermal efiieiency = 

= 12-53% 

12-53 

Relative efficiency = 

= 47-5%. 


Ex. Triple-expansion engine. (B.Sc. 1938.) 

A triple-expansion engine is supplied with steam at 180 lb. per sq, in. and the con- 
denser pressure is 3 lb. per sq. in. The overall expansion ratio is 13. Neglecting clearance 
effects, assuming no pressure drop at release in the high pressure and intermediate 
pressure cylinders, and assuming hyperbolic expansion, determine the ratios of the 
cylinder volumes, taking the high pressure cylinder as unity, in order that equal powers 
uiay be developed in the three cylinders. 

With this arrangement, what would be the initial steam forces on the three pistons? 

Ihe work done per stroke = i.m.e.p. volume. 

The I.M.E.P. = (1 +]og„ r) 
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The back pressure for the h.p. cylinder ia p,, and that for the i.p. p^-, so that the 

V V 

work done by these cylinders respectively is log^ and pg Vg ^ • 

V2 

The total work done by the engine 

= i.M.E.r. referred to the l.p. x 

= I ’ [1 + log, 13] - 3 ] = 46-4 x 144 x 

{ to J 


For equal powers, 
Butpi^i =p2^2' 


, 4fi4x 144x^4 

l’i^ilog,^;=l>2r2log,^^ = - - ^ i 


. 4G-4xi;4 

lorr, - = lofT, ^ 


3x ISOxt;/ 


■(1) 


and , i.e, the ratio of expansion for the h.p. cylinder, is equal to the ratio of 

expansion rj for the I.P. cylinder. 

The total 
is given by 


The total ratio of expansion R = ^ = 13 and the relation between Vu, rjj and R 


riiriri = R= “x 


V. 


rL = 


13 

rii' 


.( 2 ) 


By equation (1), 


By (3) in (2), 


40*4 X 13 

rji- 

= 3-05. 

1 L P- volume 

~ 3 U5^ ~ ~ l.p. volume ' 


(.3) 


Hence the cylinder volumes are ii.r. 1, i.p. 3-05, l.p. 4-2G. 

If the cyhnders have the same stroke, the areas of the piston will be proportional to 
the cylinder volumes, and the initial forces on the pistons will be 

(Pi-p2)^BT.3 (p2-P3)4h.p.x3 05, (P3-P£,)^HP 4-26. 


But 

Hence the forces are 


P2 = T: 


Pi 


3-05 * 


305 3 052- 


4 - 5 ¥ 5 )- 

i.e. the forces on the h.p. and i.p. are equal, and that on the l.p. 0*576 of the force on 
the H.P. 


Use of the diagram for proportioning a compound engine 

Because of the number of unknown quantities involved, the proportioning of 
the cylinders for an actual engine is usually more difficult than the solution of some 
hypothetical examination question. 
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For instance, although the expansion ratios of individual cylinders may be 
known from a consideration of the valve gear, the overall expansion ratio is 
obtained only after solving a transcendental equation. 

To avoid this difficulty set down the expansion line on an {4 diagram, and use 
the volumes and pressures given by this diagram to check the balance of power 
from the conventional pv equations, as illustrated by the following example: 

It is desired to investigate the possibility of building a compound fighting 
engine to give 50 kw. at 500r.p.m. Each double acting cylinder is to develop 
equal power. 

Main steam pressure 1651b. per sq. in. abs. dryness 0 97, pressure drop over 
governor valve 10 % of the main steam pressure, back pressure 10 lb. per sq. in. 
abs. 

Dynamo efficiency 85 %, mechanical efficiency of the engine 85 %. 

Diagram factors: overall 0-6 h.p. 0-85, l.p. 0-55. 

Determine the cylinder sizes, cut offs, and specific steam consumption. 



Fig. 132. 

The pressure in the steam ohest will be 0-[) x 165 = 148-3 lb. per sq. in. Setting 
this off on the diagram gives a reheated condition of 0-088, and a direct 
adiabatic heat drop 2 to 5 of 100. If we assume a reheat factor of 1-05, and 
efficiency ratios, h.p. 0-75, l.p. 0-55, the receiver pressure may be obtained as 
follows. 

Cumulative heat drop = 1-05 x 100—200 = (a.h.d.)hp.H-(a.h.d.)lp. (1) 

For equal work 0-75(A.H.D.)np = 0*55 (a.h.d.)lp . (2) 

By 2 in 1 (A.H.D.)n.p + 1-363 (a.h.d.)h.p.^200 

(a.h.d.)hp = 85. 

Setting this length off vertically below point 2 gives a receiver pressure of 
48 lb. per sq, in. 
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Useful work in h.p.^64b.t.tt., and for the l.p. 67 b.t.u. 

Taking a receiver pressure of 50 lb. per sq. in., to obtain greater equality of 
work, gives theH.p. work, 61'5 and L.p. 60-5 b.t.u. 


33,000x60 

Speeifie steam consumption = — 


211b. per H.p. per hr. 


The cylinder sizes cannot be obtained from the rate of steam flow and the 
conditions given by the diagram, since the conditions refer to the steam 
outside the cylinders. 

However, the volume ratios given by the diagram will be indicative of those 
obtaining in the actual engine; so long as the actual expansion curve is not widely 
diff’erent from the Rankine. 

On this assumption 

^ ^ 0-08Kx3-l 

n 1- j 1 0-916 X. ■18-4 

Cylinder volume ratio = - ^4-4 

0-943 X 8-5 


The low efficiency ratio of the L.P. causes the actual cycle to depart widely from 
the Rankine, so an accurate determination of the l.p. cut off could not be made 
from the diagram. Instead, make use of the pi; diagram, and on the assumption 
that the expansion line is continuous 

0-4 X H.p. volume X 148-3 = l.p. cut off volume x 50. 


L.P. cut off' = 


0-4 X 148-3 


50 


X 


H.p. volume 
L.p. volume ' 


Taking a volume ratio of 4, the l.p. cut off- 0*3, and the overall ratio of 
4 

expansion = =10. 

For harmonic valve gears the cut offs are so early as to necessitate the use of 
negative exhaust lap. 


Cylinder proportions by conventional equations 


Stroke = 


600 X 12 
2 X 500 


7-2 say 7 in. 


M.E.P. referred to l.p. = 0-6 1^148-3 - loj = 23-41b. per sq. in, 

I H p _ 50 X 1-34 _ 23-4 X 7 X x 1000 
■ ■ ■” 0-852 ~ 12 X 33,000 ’ 


■ • ^LP. = 224sq. in. Dj,, = 17in. 


L.P. volume _ 

h.pT volui^e ^ ^ = ® 



269 


The Reciprocating Steam Engine 

To check the balance of power it follows that for equal strokes (M.B.P.)h.p, 
should equal (m.b.p.)lp.. 

(m.e.p.)h.p. = 0-85 1^148-3 j - 5oJ 

= 541 lb. per sq. in. 

(M.E.P.).p. = 0-55 [so - lo] 

= 12-7 lb. per sq. in. 

^up (m.b.p.)„p = 56-75 X 54-1 = 3070, 

(m.e.p.)lp = 227 X 12-7 = 2880. 

Consirlering the tentative values of the diagram factors this balance is fairly 
good, but it could be improved by making the l.p. cut off earlier — or the h.p. 
cylinder bore smaller. 

Total i.H.P. = + 

12x33,000 

« ■ 1 50x 1-34 „„ 

Required h.p. = — — ^ = 93. 

O' 

The disagreement in power is due to the separate diagram factors not being 
corrertly related to the overall diagram factor. For the cut-off worked to in the 
H.p. it is more than likely that the diagram factor will be less than 80 %. If so, 
this will give a better balance of power and a total power more nearly equal to 
that desired. 

Power control by throttling. 

If the initial pressure in the h.p. eyhnder is reduced, the cut off remaining 
unaltered, then the terminal jiressure in that cylinder must also be reduced, and 
ill consequence the admission j)ressure to the l.p. cylinder will also be lower. 



Fig. 132 n, Throttled condensing engine. 


The result is a diminution in the power developed in each cylinder, the ratio of 
the work done in the l.p. cylinder to that in the h.p. cylinder tending to increase. 
This is the converse of cut off control. Further, since the control is by throttling, 
the steam consumption of the engine in lb. per min. will follow Willans’ Law. 
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Power control by cut off. 

It follows from the relation jOj reduced without any alter- 

ation in Vg or in , the terminal pressure must bo reduced in proportion to 
the reduction in This change in p^ reduces the work done in the l.p. 
cylinder (see Fig. 133) without making a great alteration in the power developed 
by the ii.P. cylinder, because the reduction in H.P. work due to the contraction 
in the volume is compensated for by the increased pressure range p^ to pg ■ 



Fip. 133. Variable cut off in h.p. cylinder constant in l.p. cylinder. 

To counteract this disparity of work the cut off in the l.p. cylinder should take 
place earlier so as to build up the receiver pressure, thereby increasing the L.P. 
work at the expense of the h.p. (see Fig. 134). This variation in l.p. cut off will 
not affect the steam consumption or the total work done. 

From an economy standpoint power control by varying the point of cut off 
is to be preferred to throttle control, because the available heat drop is not 
reduced. 



Fig. 134. Variable cut off in l.p. cylinder constant in h p. cylinder. 

The combination of indicator diagrams for a compound engine. 

In order to combine the indicator diagrams for a compound engine, and thereby 
demonstrate — on a common scale — the departure of the actual diagrams from the 
ideal, we must first obtain the average indicator diagram for both sides of the 
H.p. cylinder and both sides of the l.p. cylinder. 

A convenient way of doing this is to trace the diagram for, say, the crank end 
of the cylinder, superpose this on the diagram for the other side of the piston and 
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sketch a mean line between the two curves. Alternatively average the correspond- 
ing ordinates on the two diagrams and plot these on an absolute pressure base as 
shavvm in Fig. 135. From a knowledge of the cylinder sizes, and the strength of 
the indicator springs, the average diagrams can be calibrated for both volume and 
pressure. Before transferring these diagrams to common axes we must first set 



Fig. 135. Average indicator diagrams. 

off the clearance volumes from the pressure axis, and then plot the average 
diagrams, using the corresponding clearance axis, to uniform pressure and 
volume scales (see Fig. 136). 

The saturation curve is plotted as described on p. 250, but in this case it does 
not form a continuous curve, because of the different masses of clearance steam 
in the H.r. and L.r. cylinders, and also because of condensation in the receiver, 
the water produced being drained away by a steam trap. The smaller percentage 
clearance of the L.P., together with the receiver loss, cause the l.p. saturation 
curve to fall inside the h.p. curve. 

Ex. Fig. 135 represents the average indicator diagram taken from a compound engine 
having the dimensions h.p. bore 8-728in. ; l.p. bore 15-76in. ; stroke 22 in. ; h.p. clearance 
volume 0-0B66 cu. ft.; L.P. clearance volume 0174; steam drained from the receiver 
0-6735 lb. per min.; l.p. exhaust 16-5 lb. per min.; r.p.m. 106-5. 

Combine the indicator diagrams and sketch the saturation curve. 

, TT 8-7282x22 

cylinder = ^ — = 0-762 cu. ft. 

= 0-0B66 
= 0-8486 cu. fb. 

7T 15-76^ x2'' 

Swept volume of l.p. cy]indcr = ^ x ^-^3 “ ^ 2-481 cu. ft. 

Clearance volume — 0-174 

Total volume = 2-655 cu. ft. 


Swept volume of h.p. 
Clearance volume 
Total volume 
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Steam passing through H.P. per stroke, i.e. the cylinder feed of H.P. 


16 - 5 + 0 - 67 ^ 
2 X l()6-5 


0-0806 lb. 


Cylinder feed of l.p. 


16-5 

2x106-5 


= 0 0775 lb. 



FifT. 136, Combined indicator diagrams for a 60 h.p. comy)onnd engine 
('^teain jaekotcd). 


Cushion steam in high-pressure cylinder. Taking a point on the compression curve 
where the pressure is 30 lb. per sq. in., the volume of steam is 

X 0-762+0 08CC = 0-12 cu. ft. 

specific volume of dry saturated steam at 30 lb. per sq. in. is 13-74 cu. ft. per lb. 

0-12 

Mass of cushion steam = — = 0-00S73 lb. 

13-74 

Cushion steam in low-pressure cylinder. Taking a point on the compression curve 
where the pressure is 8 lb. per sq. in., the volume of steam is 


X 2-481 + 0-174 = 0-2955 cu. ft 
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Specific volume of dry saturated steam at 8 lb. per sq. in. is 47-3 cu. ft. per lb. 

2-655 


Mass of cushion steam = 


47-3 


= 0 00624 lb. 

0-0806 

0-00873 


Total mass of steam in h.p. at cut oflF = 0-08933 

0-0775 

0-00624 


Total mass of steam in l.p. at cut off = 0-08374 


Whence by selecting various pressures, and their corresponding specific volumes, the 
following tables were compiled from which the saturation curves were plotted; 


Pressure, lb. j)er sij. in. 

70 

00 

.50 

40 

3l> 

21i i 

SjiHCiliR vnluine 

5-70 

6-57 

7-00 

9-21 

11 51) 

1571 1 

Actual vuluino 

or.i4 

0-5S0 

O-OS,") 

0-S23 

1-033 

1-403 j 








PressuT f*. lb. per sq. in. 

1>C. 

20 

1 

10 

12 ' 

8 


Specific volume 

ir)-?! 

1 20-07 

24-7 

32-30 

47-29 1 


Actual vuluiiiB 

l-.TUi 

1-OH 

2-007 

2-700 

3-904 1 



EXAMTLl^S OX THE SIMPLE STEAM ENGINE 

12 . Effect of expansion index on work done. 

In the hypothetical diagram, no cushioning, no clearance, prove that the mean effec- 
tive pressure is given by / , « 

= n-r 

if the law of expansion is = constant. 

In three different cylinders the diameter is 1 ft. and the length of stroke I ft. 9 in., 
steam is admitted at 85 lb. per sq. in. (gauge), and the back pressure is 3 lb. per sq. in. 
absolute. Find the work done per stroke and per cu. ft. of steam in each, if 

in the first cylinder pv = constant, 
in the second cylinder = constant, 
in the third cylinder = constant. 

T is equal to 4 in each case. 



^715. 11,220, 8170; 10,375, 7550; 12,270, 8920. 
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13. Compression in steam engines. 

In a steam engine the clearance is 5 % of the volume swept by the piston in one stroke, 
and the back pressure is 17 lb. per sq. in. If compression begins at 0’3 of the stroke from 
the end of the exhaust stroke, find the pressure at the end of compression. 

Also find where compression should begin in order that the pressure at the end of 
compression may be 851b. per sq. in. 

Assume hyperbolic compression. Ans. 1191b. per sq. in.; 0-2 of stroke. 

14. Indicated horse-power given mean effective pressure, speed, etc. 

The diameter of a steam engine cylinder is 40 in. and of the piston rod 5 in. The mean 
effective pressure on the back end of the piston is 40 lb. per sq. in. and on the crank end 
42 lb. per sq. in. The stroke of the piston is 4J ft. If the speed is 1 20 r.p.m., find the i.h.p. 
developed. Ans. 1C72 h.p. 

15. Hypothetical diagram; clearance, release, compression. 

The clearance volume of a double-acting steam engine is 8 % of the effective volume. 
The diameter is 12 in. and the stroke 15 in.; cut off 35 %; release 95 % and compression 
88 % of the stroke. Assuming that the expansion and compression curves are hyper- 
bolic, draw the theoretical indicator diagram lor a pressure range 80 to 15 lb. per sq. in. 
absolute. 

If the diagram factor of the engine is 0-7, find the h.p. developed at 120 r.p.m. 

Ans. 32 H.P. 

(B.Sc. 1930.) 

16. Bore and stroke of double-acting engine with clearance and compression. 

Calculate the bore and stroke of a double-acting steam engine which will develop 
50 I.H.P. at 180 r.p.m. when supplied with steam at 901b. per sq. in. and exhausting at 
15 lb. per sq. in. Take a clearance volume 10 % of the swept volume; cut off at 0-42 of 
the stroke and compression = 0-80 stroke. Assume diagram factor = 0-9 and that 
expansion and compression are hyperbolic. Ratio: Stroke/Diameter = 1-5. 

Ans. Bore 9^ in.; Stroke, 14 h in. 

17. Cylinder volume allowing for clearance and compression. 

Find the volume of the cylinder of a double-acting, non- condensing engine to give 
1000 I.H.P. when the speed is 100 r.p.m. from the following data: Boiler pressure = 1501b. 
per sq. in. gauge; pressure at end of compression = 75 lb. per sq. in. absolute; ratio of 
expansion = 3; diagram factor = 0*909; clearance ratio = 1/9. 

Assume pi; = constant for expansion and compression. Ans. 1412 cu. ft. 

18. Trial of a simple steam engine. 

The following observations were made during atrial of a single cylinder steam engine: 

Steam used per hour = 126 lb. 

Revolutions per minute = 100*4 (mean). 

M.E.P. (average both diagrams) = 16*8 lb. per sq. in. 

Brake load = 143-7 lb. 

Spring balance reading = 39*7 lb. 

CyUnder diameter = 8-5 in. 

Cylinder stroke = 1 ft. 0 in. 

Effective brake radius = 1*95 ft. 
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Calculate the the mechanical efficiency, and the steam used per I.H.P. 

per hr. 

Ans. I.H.P., 5'8; B.H.P., 3-87 ; Mechanical efficiency, 66-7%; Steam per I.H.P. per hr., 
21-72 lb. 

19. Heat supply and thermal efficiency. 

A steam engine uses 8*56 lb. of superheated steam per i.h.p. hour. The admission 
pressure is 15(^ lb. per sq. in. and temperature 300° C.; Cp = 0-53. 

If the exhaust pressure is 2-85 in. of mercury, calculate the heat supply per i.h.p. 
per minute, and the thermal efficiency. Ans. 97-6; 24*15 % . 

20. Mean indicator diagram weight of cushion steam, etc. 

The diagrams on Fig. 137 were taken on a double-acting steam engine, cylinder 
diameter 8-73 in.; stroke 22 in.; clearance 11-C % of effective volume. At 102 r.p.m. the 
steam sui)plied was 13-8 lb. per min. Barometer 30*47 in. 



(1 ) ill aw to the same scale the mean diagram of the card. 

(2) Calibrate the diagram. 

(3) Find the h.p. developed in the cylinder and the thermal efficiency. 

(4) Find the weight of cushion steam. 

(5) Find the weight of steam in the cylinder during expansion. 

(G) Draw the saturation curve, and find the apparent dryness of the steam in the 
c\ liudcr at cut off and rcJcnsc. 

(7) Draw the hyperbolic curve through the point of cut off. 

(8) Find the real -and apparent ratios of expansion. 

(9) Through the point of cut oft' draw the adiabatic. 

= c. 

Jns. H.p. = 23-5; 7-24%; 0 00G471b.; 0 074071b.; a: = 0-762 and 0*838; Real ratio 
of expansion, 2*61; Apparent ratio of expansion, 3*17. 

21 . Trial of a simple engine. 

The dimensions of a double-acting, non- jacketed, simple vertical steam engine are as 
follows: cylinder diameter = 8*47 in.; stroke = 12*1 in.; piston rod diameter = 1-45 in.; 
brake wheel diameter = 3*90 ft. 

The diagrams in Fig. 138 were taken during a trial in which the following observa- 
tions were made: 

Duration of trial — 40 min. Total revolutions =4973. 

yteamused = 287 lb. Gauge pressure = 33 lb. per sq. in. 

Barometer = 29*95 in. Heavy brake weight = 113*5 lb. 

Spring balance reading = 24*1 lb. 


IB-2 
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Calculate: 

(1) Brake horse-power, (2) Friction horse-power. (3) Indicated horse-power. 
(4) Mean effective pressure. (5) Mechanical efficiency. 

(0) Weight of steam used per i.H.r. hour, and per B.H.p. hour. 

(7) The total heat per lb. of steam, dry and saturated, reckoned above water at 
100° C. 

(8) The heat units supplied to the engine per i.h.p. minute. 

(9) The thermal efficiency. 

Spring 32 


Fig. 13 H. 

Determine the percentage of the stroke, and also the crank angle, measured from the 
inner dead-centre at which the events of cut-off', release, and compression take place. 
Connecting rod is 5-95 cranks. 

Ans. 4-12 H.P.; 15-6 lb. per sq. in.; 13-51 lb. per sq. in.; i.h.p., G15; r.H.P., 2-03; 
Mechanical efficiency, 67-1 ; 70, 104-2 lb. per hr.; 553 c.h.u., 702 c.ir.u.; 3-06; Cut off, 
54%, 89°; Release, 95-5%, 155°; Compression, 7-3%; 302°. 

22. Heat balance sheet for a condensing engine. 

A condensing steam engine running at 102-8 r.p.m. develops 53-2 i.h.p. It is loaded 
with a friction brake of radius 4 ft. 11 in., and the heavy weight and spring balance 
readings are 533 and 40 lb. respectively. 

The following observations were also made: 

Barometer = 30- 1 in. 

Condenser vacuum = 23 0 in. 

Steam used per hour = 1 1 80 lb. 

Cooling water temperature rise = 28-04° C. 

Gauge pressure = 05 lb. per sq. in. 

Condensed steam temperature = 57° C. 

Cooling water per hour = 19,950 lb. 

Make out a heat balance sheet for the engine, showing the heat received and rejected 
by the engine per minute. 

Calculate the mechanical and thermal efficiencies and also the dryness of the steam 
entering the condenser. 

Atis. Heat supplied reckoned from 0°C., 12,960 O.H.u.; Heat converted into work, 
1257; Heat in cooUng water, 9540; Heat in feed, 1120; Heat unaccounted for, 1043; 
Mechanical efficiency, 89-1 %; Thermal efficiency, 10-6 %\x = 0-855. 

23. Throttle control. 

A steam engine of 500 i.h.p., governed by varying initial pressure, takes 18 lb. of 
steam per i.h.p. hour at full load, and 22 lb. at half load. 
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Another engine of the same type and power takes \1\ lb. at full load and 23 lb. at 
half load. 

Find the total consumption of steam in each, if put to work on a variable load as 
folio v\s. 3 hr. at 3 load, and 2 hr. at | load. Ans, 34,500 lb.; 34,250 lb 

24. Dryness fraction and missing quantity. 

Find the dr;smess fraction and missing quantity in the case of an engine where the 
pressure is 00 lb. per sq. in. absolute, volume 0*5 cii. ft. and mass of steam 0 08 lb. 

Ans. 0-87; 0-01 lb, 

25. Missing quantity. (B.Sc. 1939.) 

Make a list of observations necessary in order to draw up a heat balance for a steam 
eniriru and its condenser. 

Describe, with reference to an indicator diagram, how the “missing quantity^’ of 
steam in the cylinder could be determined, and discuss briefly the means used in practice 
to reduce this loss. 

26. Thermal efficiency. 

The cvlmder of a steam engine is 18 in. 
diameter by 24 in. stroke and the clearance 
IS S 2 % of the stroke volume. The indicator 
diagram taken on the engine is given in 
Fig. 139 and the apparent rlryness of the 
sttNim at point P on the CApansion line is 
0•74. The pressure calibration line on tJie 
rliagram is 50 lb. per sq. in. above atmo- 
s]ihcre. The boiler gauge is 83 lb. per sq. iri., 
the barometer is 29-8 in. of Hg, the steam 
supply is dry and saturated and the exhaust 
is toatmosphere. Find the thermal efficiency 
of the engine. Ans. 9-(i2%. 

27. Initial condensation. (Junior Wliitworth 1930.) 

Contrast the performance of a simple engine as regards hor.se-power and steam 
eonsiimption with that of one of the same dimensions in which there was no initial 
condensation of steam. 

Illustrate your answers by sketches of indicator diagrams and possible results. 

28. Heat flow through cylinder walls. (Senior Whitworth 1925.) 

One pound of steam expands in a cylinder from a pressure of 170 lb. per sq. in. to a 
pressure of 3-8 lb. per sq. in. absolute. The change of volume during the expansion is 
from 2-7 to 95 cu. ft. Find the amount of heat passing through the cylinder walls 
during expansion. 

, Ans. The expansion is dry saturated heat added = 122- 6c.h.u.; 71 = 1-067. 


(B.Sc. 1!)30.) 
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EXAMPLES ON COMPOUND ENGINES 


29. Indicated horse-power given mean effective pressures. 

Steam at 110 lb. per sq. in. gauge ia supplied to a compound double-acting ateam 
condeiifling engine having h.p. cylinder 10 in. diameter; l.p. cylinder 18 in. diameter; 
stroke 18 in. Determine the i.h.p. developed by the above engine when running at 300 
r.p.m. if the m.e.p. in the h.p. and l.p. were 23-3 and 19-0 lb. per sq. in. respectively. 

30. Indicated horse -power of a compound engine. 

Steam at 90 lb. per sq. in. absolute is supplied to a compound double-acting con- 
densing engine havingH.r. cylinder 10 in. diameter; l.p. cylinder 18 in. diameter; stroke 
8 in. What would be the i.ii.p. developed by the above engine running at 300 r.p.m. 
with cut off in h.p. cylinder at 0-5? Diagram factor = 0-75; back pressure = 5 lb. per 
sq. in. absolute. 

Neglect clearance and assume expansion hyperbolic, Ans. 80-6 h.p. 


31 . Equal initial loads, ratio of cylinder volumes, receiver pressure, low pressure 
cut off, work done. 

In a two- cylinder compound engine the admission pressure to the high pressure 
cylinder is 80 lb. per sq. in. absolute, cut off at 0-5 stroke. The release pressure in the 
L.P. is 8 lb. per sq. in. absolute and the condenser pressure 2 lb. per sq. in. absolute. 

Assuming hyperbolic expansion and equal initial loads on the pistons, estimate the 
ratio of the cylinder volumes, the mean pressure in the receiver, the point of cut off in 
the L.P. cylinder and the ratio of work done in the two cylinders. 

^ 715 . Ratio of volumes, 1 to 5; 151b. per sq. in.; L.P. cut off, \ ^ stroke; Ratio of 

L P 

work done, '= 1-042. 

H.p. 


32. Cylinder volumes for a compound engine. 

For a two-cylinder compound engine, find the cylinder volumes uncorrected for 
clearance and compression for these data: 

Indicated horse-power = 540. 

Revolutions per minute = 114. 

Initial pressure = 225 lb. per sq. in. absolute. 

Back pressure = 20 lb. per sq. in. absolute. 

Terminal expansion pressure = 30 lb. per sq. in. 

Diagram factor = 0*75. 

Aifis. L.p. volume = 10-28 cu. ft.; h.p. volume = 4 cu. ft., for equal initial loads. 


33. Cylinder dimensions. (B.Sc. Part I, 1937.) 

A compound double-acting steam engine is to develop 25 b.h.p. at 300 r.p.m. Cal- 
culate the dimensions of the h.p. and l.p. cylinders, given the following particulars: 
Steam supply pressure = 125 lb. per sq. in. 

Back pressure in condenser = 3 lb. per sq. in. 

Cut off in H.P. cylinder at 0-5 stroke. 

Mechanical efficiency = 87 %. 

Overall diagram factor = 0-65. 

Stroke of each cylinder = 1-25 times the diameter of the l.p. cylinder. 

Take the total number of expansions as 10 and assume hyperbolic expansion and 
neglect clearance effects. Ans. h.p. = 4-11 in.; L.P. =9-2 in.; Stroke = 11-5 in. 
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34. Cylinder dimensions and separate powers. (B.Sc. 1932.) 

A compound steam engine is to develop 350 i.ii.p. when taking steam at 125 lb. per 
sq. in., and exhausting at 2 lb. per sq. in. The rotational speed is 140 r.p.m. and the 
jji'-ton speed about 500 ft. per min. The cut off in the ii.P. cylinder is to be 0-4, and the 
c\ Under volumes ratio 3*7. Allow a diagram factor of 0-83 for the combined cards and 
determine suitable cylinder dimensions. 

If the diagram factor for the H.P. card alone may be taken as 0-85, determine the 
separate powers developed in the two cylinders when the L.P. cut off is arranged to give 
equal initial loads on the pistons. 

Assume hyperbolic expansion and neglect clearance effects. 

Ans. Stroke, 21 J in.; h.p. diameter, 15 Jin.; l.p. diameter, 29 Jin.; H.P. developed 
in ir.P. cylinder, 158-6; H.r. developed in l.p. cylinder, 191-4. 


35. Valve adjustment on compound engine. (Junior Whitworth 1930.) 

How are the i.h.p. and the thermal economy of a compound steam engine affected by 
adjustments of the L.P. cylinder valve? 

36. Equalising the power. 

A compound steam engine of 500 i.h.p. is found to be developing 300 I.h.p. in the 
H.P, cylinder and 200 i.H.r. in the l.p. cylinder. If it were considered desirable to divide 
the })ower more equally between the two cylinders without appreciably changing the 
total po^\ er of the engine, state what you would do. Illustrate your answer by sket dies 
of the indicator cards before and after the change. What effect would you expect the 
change to have upon the steam consumption of the engine? 

37. Low pressure cut off for maximum thermal efficiency. (B.Sc. 1924.) 

The two cylinders of a compound steam engine have the same stroke, and the ratio 
[)t jiiston diameters is 1-8. Assuming hyiierbolic expansion and neglecting clearance, 
find the point of cut off’ in the J..P. cylinder which will theoretically give the maximum 
efficiency if the cut oft' in the h.p. cylinder is at half stroke. 

A scries of trials on the engine made at ajiproximate constant speed in which the 
])oint of cut off in the L.P. cylinder was varied gave results as follows: Condenser 
pressure = 2-75 lb. per sq. in.; steam supply — dry saturated at 92 lb. per sq. in. 


L.p. cut off 

0-225 

0-254 

0-33!) 

0-350 

0-508 

0-67 

ILH.P. 

41) 

57 

5t)-5 

66-1 

54-4 

47-6 ; 

Steam per hour (lb.) 

10(30 

1214 

liSO 

1165 

1190 

1000 1 


riot on an L.P. cut-off base a curve of thermal efficiency (b.h.p basis). 

Ans. Theoretical cut off, 0-385; Steam per b.h.p. per hr.: 21-62, 21-32, 20-9, 20-77, 
21-87, 22-9; Thermal efficiency: 10-85, 11-0, 11-23, 11-3, 10-73, 10-25; Best cut off, 0-35. 

38. Cylinder proportions for a triple expansion engine. 

In a triple expansion engine to develop 2000 i.h.p. at a piston speed of 700 ft. per min. 
the volume of l.p., i.p. and h.p. cylinders are to be in the ratio 1 : 2-5 : 7-5. The steam 
chest pressure is 170 lb. per sq. in. gauge and exhaust pressure 4 lb. per sq. in. absolute. 
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Taking a diagram factor of 0-65 and cut off in H.P. cylinder at 0 65 of the stroke, 
calculrile the diameters of the cylinders and state a suitable stroke. 

Ans. H.P. 30 in.; m.p. 34 Un.; l.p. CO in.; Stroke 42 in. 

39. Compound engine. (B.Sc. 1929.) 

The following particulars refer to a double-acting compound engine: H.P. cylinder: 
diameter 10 in.; cut off 0 32 stroke; clearance 10% of swept volume. L.P. cylinder: 
diameter 18J in.; cut off 0-42 stroke; clearance 7 % of swept volume. 

If the engine is supplied with steam at 90 lb. per sq. in. and exhausts into a condenser 
at 4 lb. per sq. in., estimate the m.e.p, in each cylinder and the totaln.P. developed when 
running at 100 r.p.m. Take a diagram factor of 0-8 for the H.P. and 0 7 for the l.p.; 
assume hyperbolic expansion and neglect cushioning but take account of clearance. 

Ans. M.E.P. 34 lb. per sq. in.; 9*8 lb. per sq. in.; h.p. 32-26 stroke. 
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CHAPTER X 


REFRIGERATION 

The process of refrigeration consists of the removal of heat from a body that is 
[•older than its surroundings. 

Originally the word Heat referred to the sensation of heat upon the nerves of 
the human body; thus we have blood heat, white heat, etc. It would appear 
that an object, at a lower temperature than that of a human being, is deficient 
in heat or — as some people believe — has none at all. 

Actually the flow of heat from a hot body to a cold body does not depend upon 
the amount of heat at all, but upon the temperature which is analogous to pres- 
sure in mechanical engineering or voltage in electrical engineering. A natural 
How of heat, then, requires a positive temperature gradient, and even then, it 
does not follow that the fall in temperature of the hot body is equal to the rise in 
temperature of the cold body, since temperature changes depend upon mass and 
.specific heat as well as upon heat changes. In fact most refrigerators produce 
cold by a change of state from liquid to vapour, this change taking place at the 
lowest temperature in the refrigerating system. 

This principle is employed in countries where ice is harvested in winter, and 
stored for the jueservation of food in summer. 

Methods of lowering the temperature of a fluid. 

Since heat may be described as a condition of molecular activity; it follows 
that, when we wish to reduce the temperature of a fluid, we must first reduce the 
store of molecular energy. This reduction can be effected by causing the fluid to 
do mechanical work at the expense of heat contained in it, as occurs in an adiabatic 
ex]iansion. 

The other methods employed depend upon different principles, thus: 

(1) The small increase in specific heat of air with a reduction in pressure will 
l^ermit a slight reduction in temperature ( C. for each atmosphere drop in 
l)rcssurc) even if no external work is done. This is known as the Joule-Thomson 
cooling effect, 

(2) If the pressure over a liquid is lowered sufficiently, evaporation will com- 
mence, and if heat cannot flow into the liquid from an outside source, then the 
liquid will draw heat from itself, with a consequent reduction in temperature, or 
change of state. 

This is the oldest and most widely used meth od of cooling, and upon it we depend 
for maintaining a constant body temperature. 

In the same way the tropical savage cools his drinking water by storing it in 
porous vessels. 
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In their simplest forms the machines which operate on the methods outlined 
expel, and thus waste, the working fluid after cooling has been effected. To avoid 
this waste in the case of method (2) the vapour may be absorbed by a substance 
for which it has a chemical affinity* . It may be adsorbed by some porous material, 
e.g. charcoal, or better still by silica gel,f from which it can be driven oS 
ultimately by the application of heat to the gel. Alternatively the vapour may be 
compressed mechanically in a vaj)our compression machine until its temperature 
is so high that the heat extracted during evaporation, together with the work 
done during compression, may be rejected to some natural sink, i.e. the atmosphere 
for a river. 

It is the necessity for the addition of heat to produce cold that is so puzzling 
to the beginner. This addition follows directly from the Second law of thermo- 
dynamics, which states that heat cannot flow, unaided by an external agency, 
from a cold body to a hot body. Just as water cannot flow uphill unaided. 

The application of the Second law in Nature indicates that the direction of 
all natural changes is one of degradation. 

The cold air machine. 

The first cold air machine was invented by Dr Gorrie of New Orleans in 1845, 
and operated as follows: During compression of the air heat was removed by spray 
injection (see p. 92) and during expansion brine was injected into the cylinder 
with the object of sui)plying heat to the air at the expense of a reduction in tem- 
perature of the brine. The chilled brine was then circulated to the cold store. 

Later, through the work of Lord Kelvin, Gifford and Coleman, a machine 
was developed in which air was compressed — cooled at constant pressure prior to 
adiabatic expansion — after which the chilled air was heated at constant pressure 
in effecting the desired cooling by direct contact of the air with the body to be 
cooled (see p. 290). J The air was then recomi)ressed and the cycle repeated. 

Of all refrigerators the cold air machine has theoretically the highest efficiency, 
but, because of the low specific heat and poor conductivity of air, in practice the 
cold air machine has the lowest efficiency, the efficiency being about one-tenth 
that of a vay)our compression machine when working between the same tem- 
perature limits. 

Absorption machine. 

This machine depends for its operation upon the use of two substances which 
have an affinity for each other, but in which the union may be broken easily by 
the application of heat. 

* Absorption in the case of a solid is a capillary action whereby a fluid is drawn into small 
crevices. All liquids will absorb a certain proportion of gas. Adsorption is a surface action 
that may be regarded akin to condensation. 

t See p. 284. 

{ This is known eis the Open cycle and is tho only air cycle which had any extended use. 
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The principal combinations are sulphuric acid and water, or ammonia and 
water. 

It w as in 1810 that Leslie conceived the idea of using suljDhuric acid to absorb 
water vapour; and carried out his plan by placing two saucers under a bell jar 
wdiicli was attached to a very powerful vacuum pump. 

The vacuum caused rapid evaporation of the water, the vapour from which 
w as readily absorbed by the sulphuric acid, which was agitated to prevent surface 
dilution. 

With moderate insulation this machine will rapidly produce ice, but, because 
of small air bubbles released from the water under the low pressure, and frozen 
ill it, the ice is opaque and spongy. 

The Electrolux refrigerator (“The flame that freezes”). 

An ingenious small modern absor])tion machine in which ammonia and 
Jiydrogen combine to produce a cooling effect has been developed by “The 
Electrolux Co. of Luton”, through whose courtesy I am jiermitted to publish 
Fig. 140. The machine consists of 

(1 ) A vertical boiler in which an aqueous solution of ammonia can range itself 
fruiii almost distilled w ater at the bottom of the boiler to strong ammonia vapour 
at the surface of the liquid. 

(2) A water separator which is provided to prevent w^ater entering the evapo- 
rator, where it would freeze and choke the machine. The w^ater is derived from 
the steam generated with the ammonia in the boiler. 

To remove the steam and at the same time allow anhydrous ammonia to pass 
on to the condenser, the separator is jacketed with liquid anhydrous ammonia 
at a pressure of about 200 lb. per sq. in., for which the saturation temperature 
is3S"C. 

(3) The anhydrous ammonia is liquefied by passing it through a condenser, 
after which the liquid gravitates to a U-tube type of gas seal prior to entering the 
evaporator, which is labelled low temperature radiator in Fig. 140. 

(4) In the evaporator the ammonia meets an atmosphere of hydrogen* at 
1 70 lb. per sq. in. Now since the plant is charged to a pressure of 200 lb. per sq. in. 
Dalton’s law operates in the evaporator, the pressure of the NH3 falling in con- 
sequence to 30 lb. per sq. in. and the temperature to — 18° C. 

In general this temperature will be considerably lower than the ambient air; 
so that the ammonia evaporates as the result of heat flowing in from the sur- 
rounding media. 

* Hydrogon is Bmployod because it is relatively light and will therefore facilitate cir- 
culation in the machine by the pronounced difference in density between the boiler and 
evaporator. H does not react with NHg or HgO and these substances will not dissolve it. 
Ihe hydrogen is sealed in the evaporator and absorber by dilute ammonia on one side and 
l)y the anhydrous liquid in the U-tube, the pressure difference promoting circulation being 
very small. 
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(5) To secure continuous action the hydrogen must now be separated from the 
ammonia vapour. This is effected in the absorber, where a descending spray of 
very dilute ammonia meets the ascending mixture of hydrogen and anhydrous 
ammonia vapour. 

The ammonia vapour is rapidly absorbed with the evolution of heat, so that 
the absorber has to be water or air cooled; otherwise evaporation would take 
place in this unit, and absorption cease. 

With a view to further improvement in thermal efficiency, heat inter changers, 
operating on the contra-flow principle, are placed on the outlets from the absorber 
and evaporator. 

The strong solution issuing from the absorber is preheated on its way to the 
boiler, and in turn the dilute solution on its way to the absorber is cooled, thereby 
accelerating absorption. 

To reduce the quantity of heat returned to the evaporator by the hydrogen, 
and to use it profitably, an interchanger is fitted on the evaporator. 

The circulation in the unit is effected by gravity, so that no working parts are 
involved, and the machine is very compact, durable, and easy to regulate. 

Adsorption machines (“Sand that freezes”). 

In these machines the solvent liquid is replaced by a solid into the minute pores 
of which the vapour, used for the production of cold, is “adsorbed”; later the 
application of heat will release the adsorbed vapour. 

' ‘ Silica gel ” is the most widely used adsorbent. It is a hard substance resembling 
quartz sand, and is produced from sodium silicate by the action of an acid. The 
name “gel” is misleading, because its final form is not jelly-like, but granular, 
although during production it ])asses through a gelatinous stage. 



When employed for refrigeration the gel is used in conjunction with sulphur 
dioxide. In its activated form the gel will adsorb SOg so rapidly that a low pres- 
sure is produced, with its corresponding low temperature. 

When the gel granules have taken up about one-fourth their weight of SOg, 
the rate of adsorption becomes so slow that the gel has to be re-activated by the 
addition of heat. 
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To render the process continuous two adsorbers are provided to operate alter- 
nately with a condenser and evaporator, one adsorber oiJerating while the other 
is being re-activated. 

Although absorption and adsorption machines are extremely sim])le, and will 
work for long periods without attention, they are only about one-third as efficient 
as vapour compression machines; so that they are best suited for small work 
unless a large supply of waste heat is available, in which case much larger 
refrigerators may be economically employed. 

Vapour compression refrigerating machines. 

In a vapour compression machine the heat removed from the cold body, by 
c\ aporation of the refrigerant, is given a thermal ])otential, so that it can gravitate 
to a natural sink, by compressing the vay)our produced. 

At the present time vapour compression machines are used more extensively 
than any other; and in a therm od\^lamic sense they give the highest efficiency. 

To Jacob Perkins is due the credit of having invented a vapour compression 
machine in 1 834, but it was not until 1 h76, when Prof, l^inde of Munich introduced 
his ammonia compressor, that further ju ogress was made. 

The cycle of operation in vapour compression machines. 

In principle an ammonia compressor resembles very closely an air compressor 
and produces cold in the following way; On the outstroke of the piston (Fig. 142) 
a partial vacuum is formed which vaporises the NH3 in the evaporator with a 
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corresponding abstraction of heat from the body to be cooled. To reject this heat 
the gas is compressed until the temperature is sufficiently high for the heat to 
gravitate to a natural sink. The transference of heat from the vapour to the sink 
occurs in the condenser, where the vapour is condensed prior to its return to the 
evaporator via a throttle valve J, when the cycle is repeated. 

In actual refrigerating plants ancillary equipment is provided in the form of 

(1) A dirt catcher aS to protect the compressor from tube scalings, etc. 

(2) A lubricating oil separator R to protect the condenser from deposits of oil. 



Fig. 14U. TTonzonlal doublo-acting ammonia compr^Bsor. 

(3) A liquid receiver G to contain the reserve NHg, and to act as a gas seal, 
between the condenser and evaporator, since any leakage of gas past the throttle 
would convey sensible heat from the high-pressure side of the circuit to the low- 
pressure side without making any contribution to cooling. 

(4) Relief and by-pass valves are fitted on the cylinder (see Fig. 143), the relief 
valve to limit the maximum pressure developed in the cylinder, particularly when 
liquid is present, the by-pass to facilitate starting by short circuiting the gas from 
the discharge to the suction side of the compressor. 

When the machine has attained normal running speed the by-pass valve is 
closed. 

(5) Careful attention must be given to the piston rod packing to prevent gas 
leakage to the atmosphere. This is effected by placing a distance piece — known as 
a “lantern ring” because of its resemblance to the framework of an old time 
lantern — between the two sets of packing (see Fig. 144). A tapping is then taken 
from this ring to the suction side of the compressor.* 


• The invention of Hornblower, 1781. 
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Alternatively oil, at a pressure higher than the maximum pressure in the 
compressor, may be supplied to the lantern ring. Any leakage to the atmosphere 
will then be oil and not gas. 

Design has altered very little since the time of Linde, except that increased 
speed has necessitated imj^roved lubrication, improved valves and water cooling 
of the cylinder (see Fig. 143). 

With a view to producing economy in space, and better balance and torque, 
the modern tendency is to build multi- cylinder machines (see Fig. 145), but the 
essential principles remain unchanged. 

In its evolution the compression system has been more concerned with finding 
a suitable working fluid rather than with imj)roving the mechanical design. 

The choice of a refrigerant. 

Theoretically any substance which has a boiling point at the lowest tem- 
perature required, without involving abnormalities in pressures or volumes which 
might involve constructional difficulties, could be used as a refrigerant. In practice 
other considerations arise. 

The fluid should not attack metals commonly used in engineering. It should 
be non-poisonous, and readily obtainable. It should mix with oil and remain 
chemically stable. With a view to mechanical simplification of the refrigerator, 
without undue reduction in efficiency, the latent heat should be high compared 
with the sensible heat (see p. 234), and the critical temperature should not be 
within the working range. 

Ammonia is regarded as the most generally useful refrigerant because 

(а) The working pressures are moderate (in the region of 180 lb. per sq. in.). 

(б) The critical pressure is outside the working range. 

(c) The sensible heat is small coin])ared with tlie latent heat. 

Unfortunately the gas is asphyxiathig and attacks many non-feri'oiis metals, 
the crystal boundaries being broken down with the result that these metals 
disintegrate. 

Carbon dioxide is also used. It is almost non-jjoisonous, and the heat w hich 
it will extract per cubic foot is the highest known of any refrigerant. These 
advantages make it especially suitable for marine work, but unfortunately the 
necessary working pressure is in excess of 1000 lb. ])er sq. in. and the critical 
tem])erature is only 80° F. 

V, Sulphur dioxide (SOg), Ethyl chloride and Methyl chloride are in common 
favour for domestic refrigerators, because the quantity in circulation is fairly 
large and therefore great i)recision in making the machines and maintaining them 
against piston and valve leakage is not necessary. The pressures are moderate, 
and the fluid will mix wdth oil in the compressor, but the difference in density 
between oil and SO.^ is so great that the oil may separate before the SOg vapour 
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enters the condenser. The strong affinity which SOg has for water, and the 
corrosive acid which is produced as a result, means that special precautions must 
be taken to prevent the ingress of water into the plant. 

The unit of refrigeration . 

The performance of a refrigerator depends largely upon the temperature range 
and conditions of working of the plant, so that it is difficult to devise a standard 
unit of capacity. 

On the Continent one kilogram calorie per hour is employed,* and is known as a 
Frigorie, the brine being cooled from — 2° to — 5° C. with cooling water entering 
at ]0'^ C. and leaving at 15° C. 

In England the rated capacity of a machine is defined as the number of calories 
per second it will extract from brine at 0° to — 5° C., and cooling water at 15° C. 
inlet and 20"" 0. outlet. 1 calorie per sec. is 342,860 b.t.u. per day of 24 hr. 

In America the ton of refrigeration is employed thus: With the latent heat of 
ice at 142 b.t.tj. per lb. and the water at 32° F. the heat to be extracted per ton of 
ice formed is 280,000 b.t.u., the standard commercial ton being at the rate of 
200 B.T.U. per min. 


The ideal refrigerator. 

On p. 08 it was shown that when a heat engine operates on the Carnot cycle 
the greatest amount of work was done for a given expenditure of heat, and that, 
in the absence of losses, the forward engine would drive the reversed engine as 
a refrigerator. For a refrigerator operating on the Carnot cycle the heat extracted 
at temperature would be iJTg^ogpr per lb. of refrigerant, and the heat rejected 
to the forward engine w ould be RT^ logg r per lb . of fluid, where is th e temperature 
at which the heat is discharged. Hence the work done in effecting the extraction 


= R(Tj^ — T 2 )\og^r per lb. of fluid. 

Now since the object of a refrigerator is to produce cold, it is reasonable to 

„ ^ ^ ^ 1 .Li Heat extracted 

measure the success oi our eiforts by taking the ratio , , — as the 

Work expended 

measure of efficiency. This ratio is usually greater than unity, so the name 
elliciency hardly seems appropriate; it is therefore named The coefficient 
of performance (c.o.p.). 

For a refrigerator operating on the Carnot cycle then, the coefficient of per- 
fomance is given by 


E(T,-T^) log, r T,-T^' 


■( 1 ) 


For the given temperatures this ratio represents the highest efficiency attain- 
able by any machine, because if a cycle could be devised which would give a 

* One calurie is one kilogram of water raised through 1° C., i.e. 2-2046 lb. throuerh 
1° C. = 2-2046 c.H.u. 


W II E 
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higher value, it would mean a greater heat extraction for a given expenditure of 
mechanical work. 

Now with the forward engine driving the reversed, as described on p. 68, to 
extract more heat than is returned would involve a natural flow of heat from the 
cold body to the hot body, and this is contrary to the second law of thermo- 
dynamics. 

Ex. On the Carnot refrigerator. 

By means of a reversed perfect heat engine ice at 32° F. is to be made from water at 
67° F.; the temperature of the brine is 12° F. How many pounds of ice can be made per 
l.n.P. hour supplied to the engine? 

Latent heat of ice = 142 b.t.tj. per lb. 

Heat to be extracted per lb. of water = (67-32-1-142) = 177 b.t.it. 

33 000 

Heat equivalent of one i.n.r. hour = - - x 60 = 2545 b.t.U. 

The coefficient of performance of the reversed Carnot 

Ta _ 460-H2_472 
“ 67-12 

Lot w be the pounds of water frozen, then 

472 _^xl77 
“55 ““2545 • 

w = 123*3 lb. of ice. 


Ex. Capacity and horse -power of a perfect refrigerator. 

The rated capacity of a perfect refrigerator is 100 units when operating between 
— 5° and -|-20° C. Taking the latent heat of ice as 79 C.H.U., calculate the weight of ice 
produced in 24 hr. from water at 11° C., and also the minimum h.p. required. 

Rate of heat extraction = 100 x 2-204G = 220*46 c.n.TJ. per sec. (See p. 289.) 

Heat to be extracted per lb. of water = (794- 11) = 90. 


Weight of ice in 24 hr. 


C.O.P. 


Tg 268 

2\-T^~ 25 


220*46x3600x24 
90 X 2240 


= 94*4 tons. 


= 10*72. 


Work done per sec. = 


220*46 

10*72 


C.H.U. 


H.p. 


220*46x1400 

10*72x550 


Bell-Coleman Refrigerator. 

The Bell-Coleman cold air cycle is merely the reversed Joule cycle, which in 
its forward form was described on p. 73. 

In the case of a refrigerator the heater is replaced by a cold chamber in which 
the material to be cooled supplies the heat at the low pressure 
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Ex. Operation of refrigerator. Htp and 70 charts. (B.Sc. 1935.) 

Describe the cycle of operations in a vapour- compression refrigerating plant and 
[sketch the cycle on a temperature-entropy and a total heat-entropy diagram. 

Find the theoretical coefficient of performance of such a plant when working between 
the pressures of 850 and 350 lb. per sq. in. if the working fluid is just dry at the end of 
compression and has the properties given below: 


Pressure 

Tempera- 

Total heat 

Entropy 

lb. per 
sq. in. 

ture °C. 
absolute 

Liquid 

Vapour 

Liquid 

Vapour 

850 

295 

14-8 

49-7 

0047 

0-167 

350 

261 

- 4-4 

56-0 

-0018 

0-214 


See Fig. 155. 

jic relative to 0° C. = 0-167 

(j)^ relative to 0” C. = —0-018 
= 0-185 


Total heat at c relative to 0° C. = 49-7 

Sensible heat at a relative to 0° C. = — 4-4 

= 54-1 

relative to a = 0-1 85x261 = 48-3 

Work done on compression = 5-8 

Total heat extracted relative to a = 48-3 
Sensible heat at d = 14-8 

Sensible heat at o = — 4-4 
Sensible heat at d relative to a = 19-2 
Net refrigerating efl’ect =29-1 

29-1 

Theoretical c.o.p. = — — = 5-02, 


From the total heat chart the work done, and the heat extracted, may be scaled off 
directly, giving 

29-4 ^ 

c.o.p. = —= 4-82. 

0-1 


The difference in the results is due to the chart having being plotted from other 
CO 2 tables. At present there appears to be no uniformity in the published values of the 
properties of refrigerants.* 


Heport on the accuracy of the Eefrigeration Research Committee’s Charts”, Froc, 
Inst. Mech. Eng. vol. cxnm, p. 261 (Sept. 1940). 



304 Refrigeration 

Ex. Mass circulation. Fluid states. Heat rejected. Bore and stroke. 

(B.Sc. 1932.) 

A COa refrigerator produces 5 tons of ice at 0“ C. from water at 12° C. per day of 
24 hr. It operates between the pressure limits 
of 850 and 380 lb. per sq. in. on the cycle ^ 

shown of the total entropy skew diagram. v 

If the compression were isentropic it would ^ \ V 

terminate at the dry condition B (Fig. 156). a 
The compressor takes lOii.P., of which 17-5 % ^ 

is expended in external losses; the remainder ^ ^ j 

is spent internally upon the fluid in com- S y 

pression. Find z ©y 

[а) the circulation of the fluid; j ^4.7 

(б) the fluid states at beginning and end □ 9 0 

of compression, A, C\ *” j 

(c) the heat per second to be taken out in -5*2 ^ 

the cooler. 

Take the specific heat of COg in the super- 
heat field at 0-5 and the latent heat of ice at Fig. 156. 

80 c.H.u. per lb. 


Fig. 156. 


Ice produced per minute = 


5 X 2240 
24 X 60 


= 7-78 lb. 


Heat extraction per minute = 7*78(80-1-12) 


= 716 c.H.u. 


33,000 


Net work done upon the refrigerant = 10(1 -0175) x ' = 194*3 c.H.u. 


Actual c.o.p. based oni.H.P. = = 3-69. 


0^ = 0167 

0/, =-0*0225 
0^_0;j= 0'1H95 


= -0*0225 


= 0*211 
= -0-0225 

^A-^D= 0*2335 = 0^ 


Dryness fraction at A (the beginning of compression) = _ 0*8115. 

0*2335 

Total heat at A' relative to 0° C. = 56-1 = —5-2-1- L. 

L at 380 lb. per sq. in. = 61*3 c.H.u. 

Total heat at A relative to 0° C. = 0*8115 x 61*3 + ( — 5*2) = 44*55 


Total heat at e relative to 0° C. 
Net heat extracted per lb. of COg 


= 9-0 
= 35*55 


Circulation of fluid = ^ ■ = 2017 lb. per min. 

35*55 ^ 
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Necrlecting radiation, the heat added to each pound of COjj as the result of work done 
in compression is 

= 9 C4 c.H.U. 


19^3 

2017 


Total heat at -4 = 44 55 

Total heat at C = 54*19 
Total heat at -B = 49*7 
Heat in superheat = 4-49 


Degree of superheat = 


4-49 

0-5" 


8-98" C., 


whii'li IS the state of the fluid at the end of compression. 

Total heat at (7 = 54*19 

Total heat at d — 9 0 

Heat rejected to cooler per lb. of CO 2 — 45* 19 


20*17 


Heat rejected per second = 45*19 x = 15*2 c.h.tj. 


Ex. Bore and stroke of a single-acting refrigerator. 

If, in the previous problem, the stroke is twice the bore, the speed is 80 r.p.m., and 
the volumetric efficiency of the compressor is 80 %, determine the bore and stroke, 
given the specific volume of dry saturated COg at 380 lb. per sq. in. is 0*233 cu. ft. per lb. 
and that of the liquid 0*0167 cu. ft. per lb. 

Effective volume of 1 lb. of wet CO 2 at the end of the suction stroke 


= 0*8115 X 0*233 + (1-0-8115) 0*0167 = 0*19225 cu. ft. 

19225x20- 
0~80x8U" 


.. . 1 1 0*19225x20-17 ^ 

Swept volume per stroke = — r.r — x 1728 = 104-7 cu. m. 


If d is the piston diameter, then 


mP 


x2d= 104*7, 


whence d = 4*06 in., stroke = 8*12 in. 


Multiple expansion. 

Another way of producing precooling is to perform the throttling operation 
in two stages (Fig. 157), two throttle valves with an intermediate liquid receiver 
being provided to produce cooling by primary evaporation of the refrigerant. 
The first valve produces a moderate drop in pressure which results in partial 
evaporation of the hquid, since the sensible heat at the lower pressure is less than 
that at the higher. The vapour produced passes direct to the compressor for 
recompression, whilst the remaining precooled liquid passes a float- controlled 
throttle valve (Brier’s automatic regulator) before entering the evaporator. 


W H E 


2D 
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By adopting multiple expansion the compressor has to deal with gas at two 
suction pressures, for which purpose multiple effect compressors have been 
evolved by Voorhees. 

In their simplest form they are fitted with a cylinder resembling in principle 
that of the uniflow engine (see p. 239). On the suction stroke low-pressure gas 
from the evaporator is induced, but at the end of this stroke the piston uncovers 
ports which are in communication with the intermediate liquid receiver. The 
irreversible flow of intermediate pressure gas from the receiver produces a super- 
charging effect in the cylinder, as well as precooling the fiquid returned to the 
evaporator. 



Fig. 157. Arrangcrnont of multiple effect refrigerating plant. 

Precooling of course is of the greatest importance when COg is used for re- 
frigeration in tropical countries, since the machine then operates in the region of 
the critical pressure, and therefore the heat removed by evaporation is small 
(on account of the small value of L), whilst the sensible heat returned via a single 
throttle is great. It is claimed that, under tropical conditions, precooling improves 
the refrigerating effect by 125 %, and reduces the work done by 45 %. 

Compound compression. 

If a temperature considerably below 0^ C. is required to produce rapid freezing, 
separation of gases, or sohdification of COg; or the circulating water is at a high 
temperature, as occurs in tropical seas, the resulting compression ratio becomes 
too high to be conveniently and economically handled in one cyhnder. Stage or 
compound compression is therefore resorted to. 

In light high-speed compressors, where the valve guards cause the clearance 
space to be rather high, it is usual to employ stage compression immediately the 
compression ratio exceeds 6.* The loss of capacity which would otherwise occur 
is thereby reduced, and to a certain extent the mechanical work also (see air 
compressors, p. 94). 

It should be observed that the adoption of a receiver pressure which makes the 
total work done a minimum often involves the circulation of brine through the 

♦ "Refrigerator performance: An investigation into volumetric efficiency", Proc. Inst. 
Mpch. Eng» vol. cxliii, p. 227 (Sept. 1940). Also "Recent developments in refrigeration ", 
Lord Dudley Gordon. Proc. Inst. Mech. Eng. vol. cxLix, p. 49 (1943). 
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interstage cooler, and because of this, the overall efficiency of the cycle may be 
reduced. 

When, as is customary, stage compression is used in conjunction with multiple 
expansion (or stage throttling), a further advantage is secured by connecting the 
second separator (Fig. 157) with the h.p. suction. This conserves the useful 
pressure energy which is normally lost in multiple effect compressors. 

The low temperature vapour from the separator will also reduce the superheat 
in the gas discharged from the L.P. cylinder, so that the interstage cooler will not 
require so much brine to remove the superheat from the gas at interstage pressure. 
Hence the efficiency of the cycle will be further improved. 



Fig. 158. Compound compression single and multiple expansion. 


Because the mass in circulation is not constant, the multiple expansion cycle 
cannot be demonstrated correctly on a or chart, although these diagrams 
will give the state of the refrigerant at any point in the cycle, but not the heat 
quantities involved in each portion of the cycle. 

Ex. On multiple expansion. 

By making use of an H<l> diagram for CO 2 , compare the work done and the refrigerating 
effect when operating between pressure limits of 900 and 150 lb. per aq. in. 

(a) with a single throttle and single compression; 

(2>) with two throttles and compound compression, the intermediate pressure being 
500 lb. per sq. in. 

Take the condition in the evaporator as 0-9. 


20-2 
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From the Htf> diagram, the C.O.P. for a single-stage machine with single throttle 


With multiple expansion and compression, the weight of liquid in the second separ- 
ator (Fig. 159). per lb. of gas compressed by the h.p. cylinder, is (1 -* 1 ) = 0-734 lb. 

This liquid passes through the second throttle to the evaporator, where its dryness 
is increased from to x^. The vapour at dryness x^ is then compressed by the L.P. 
cylinder. 



Fig. 159. diagram for multi-exp amsion COg refrigerator. 


The 0-266 lb. of vapour passes from the separator to the H.P. suction, where it mixes 
with the 0-734 lb. discharged from the l.p. cylinder. There is an interchange of heat 
between these vapours in the intercooler, with a reduction in temperature of the 
superheated vapour. However, the superheat cannot be entirely removed by this 
means, since the separated vapour is dry and saturated before mixing. 

The entire removal of the superheat necessitates a supply of cold, and therefore the 
refrigerating eflFect suffers in consequence. 

At the end of the second throttling operation the amount of liquid to be evaporated 
per lb. of fluid circulating through the evaporator is (1 — Xg) = 0-725 lb. 

Per lb. of gas compressetl by the h.p. cylinder the mass evaporated 


= (l-:c,)(l-r.O = 0-734x0-725. 
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Jf the dryness at the end of the L.P. suction stroke is the net refri iterating efiFect, 

neglecting the loss by intercooling, is (1 -a-i) (l-x^) x^L^. 

From the H(l> diagram the heat removed in the evaporator = 0‘734 x 47-2 = 34*7 
Heat required by the interstage cooler = 0-734 x 3-1 = 2-27 

The net refrigerating effect, per lb. of fluid compressed by H.P. = 32-43 

Work done by H.P. cylinder per lb. of fluid = 5-0 

Work done by L.P. cylinder = 0-734 x 10-2 = 7-49 

Total work done = 12-49 

32-43 „ 

Because of the rapid divergence of the superheat lines, for high degrees of superheat, 
the improvement which attends multiple compression becomes even more marked in 
the region of the critical pressure. 

To determine the dryness fraction on evaporation that will theoretically 
give the highest coefficient of performance. 

For any initial dryness b, prior to com- 
pression, the refrigerating effect (Fig, IGO) is 
hh&ind, and the work done is 6c cos 

The coefficient of performance is therefore 


hb sin 0 
be cos O' 

and this will be a maximum when hbjbc is a 
maximum, i.e. cot 0 is to be a maximum and 
therefore 0 must be a minimum. This value 
occurs when he is tangential to the constant- 
pressure line rdef. 

Since the lines he and cf are nearly ])arallel, 
considerable changes in the dryness at b will 
have little effect on the coefficient of perform- 
ance. 

In practice, almost dry compression gives 
the best results, and so this is aimed at in 
modern machines, except when first “starting 
U])” the machine. 



Fig. 160. 


Ammonia absorption machine. 

In the continuous absorption machine shown in Fig. 161, steam and NHg are 
generated, by the application of heat, to an aqueous solution of ammonia in 
proportions determined by Dalton’s law of partial pressures. 

The steam is separated by an analyser which is jacketed by ammonia returning 
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to the boiler from the absorber. The released NHg is then condensed prior to 
being passed through throttle valve (1) (Fig. 161), which separates the condenser 
on the high-pressure side from the evaporator on the low-pressure side of the 
system. 

Evaporation, under the low pressure existing in the evaporator, produces the 
desired cooling, and the gas produced passes on to the absorber where it is 
reabsorbed by the water from which it was driven off in the boiler. This water 
being more dense than ammoniacal liquor settles to the bottom of the boiler, 
from which it is discharged to the absorber through a throttle valve (2). 



Fig. 161. 


A small pump returns the ammonia from the absorber to the boiler via a heat 
interchanger which preheats the strong solution returning to the boiler and cools 
the dilute solution prior to delivery into the absorber. In this way the preheater 
conserves heat and accelerates absorption, since the lower the temperature the 
more rapid the absorption. 

Efficiency of an absorption refrigerator. 

As with other forms of refrigerators the efficiency is obviously the heat extracted 
divided by the heat supplied. 

Now the heat supplied is that required to separate 1 lb. of NHg from solution 
in water and change its state from liquid to vapour. This heat depends upon the 
concentration of the aqueous solution, and the temperature of evaporation, and 
is always in excess of the latent heat of NHg at the prevailing temperature, by 
the heat of absorption A. In addition heat must be supplied to operate the am- 
monia and water circulating pumps. 
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If the diyness fraction of the evaporated ammonia is Xg, and the latent heat Zg, 
and the sensible heat in the liquid passed through the throttle (1) is ^2 (measured 
relative to the lowest temperature Tg) , then the net refrigerating effe ct is (Xg — Ag) , 
whence 

Xg ig ^2 

^ ” Heat of vaporisation at condition (1)= (ig + ^a) 

+ Work done in pumping 


In the limiting case, when T, = T„ the c.o.P. has the maximum value 

since, theoretically, there will be no pressure difierence across the throttle, and 
theipfore no power required for pumping, except the circulating water, and 
measured relative to Tg) will be zero. It will be seen from this expression that the 
c.o.r. of this type of absorption machine must be less than unity. 


Ideal efficiency of self-contained refrigerators. 

Wliether refrigerators are of the absorption type or vapour compression 
machines driven directly by steam or internal combustion engines, three tem- 
peratures are involved. 

Heat is supplied at a high thermal potential to vaporise ammonia or drive 
the ])rime mover. 

There is the natural sink at temperature to which both the refrigerator and 
])rime mover reject heat. In steam plant the steam and ammonia condensers 
may be considered a single unit receiving cooling water at temperature Tg- 
Finally heat is extracted in the evaporator at temperature Tg. 

It has been shown on p. 68 that no forward heat engine can have a thermal 

T —T 

efficiency greater than - and that for a temperature range to Tg no 

T 

refrigerator can have a c.o.P. greater than (see p. 289). 

I? “ 1.1 


For the reversed engine 

For the forward engine 
Multiplying (1) by (2), 


Heat extracted 
Tg — Tg Work done 

— Tg Work done 

Heat supplied' 


( 1 ) 

( 2 ) 


0QP _ Heat extracted _ I T^ — TA _ / 7\ — ^ 2 ^ /ox 

■■■ Heat supplied "(Tg-^Tg)! 

No other method of applying heat to produce cold can give a higher ratio than 
this, since both forward and reversed engines realise the highest individual 
efficiencies possible. For an ideal absorption machine (3) may be regarded as 
the ideal c.o.P. 
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In Fig. 162, (1) sho^s, on T(l> co-ordinates, the ideal cycle for the forward 
engine, and (2) that of the leversed engine. For comparing the heat quantities 
involved in both engines it is convenient, though not strictly correct, to plot 
fl]a£:rcims (1) and (2) on a common base as in (3). 



9 

Combined Diagram 
Fig. 1C2. 


In the absence of fiiction the hatched areas are equal, the dotted area represents 
the net refrigerating effect, and the diagonaled areas the heat rejected, at tem- 
perature Tg, to a natural sink. 
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EXAMPLES 

1. Bell-Coleman refrigerator- (B.Sc. 1924.) 

In a Bell-Coleman refrigerating plant air is drawn into the cylinder at atmospheric 

pressure of 15 lb. per sq. in. and temperature —5° C. It is compressed adiabatically to 
75 lb. per sq. in., at which pressure it is cooled to 15° C. It is then expanded in an 
exj)ansiDn cylinder to atmospheric pressure, and discharged into the refrigerating 
chamber. 

If the law of expansion is pv^'^ = c, find the work done on the air per pound and the 
roefticient of performance of the plant. Specific heat of air at constant pressure = 0-23S 

Ans. 13,300 ft.-lb.; 118. 

2. Bell-Coleman refrigerator. (B.Sc. 1035.) 

In an open type of refrigerating installation, 2000 lb. of atmospheric air are circulated 

per hour. The air is drawn from the cold cluamber at temperature 7° C. and at 15 lb. per 
sq. in. pressure, and then compressed adiabatically to 75 lb. per sq. in. It is cooled at 
this pressure to 27° C. and then led to an expansion cylinder, where it expands adia- 
batically down to atmospheric pressure and is then discharged to the cold chamber. 
Find in c.ii.u. per hour: 

(f/) the heat extracted from the cold chamber; 

(6) the heat rejected to the cooling water; 

and obtain the coefficient of performance. 

Fur air, = 0-238 and = 0-17. 

Ans. (t/) 43,200 c.ii.u. per hr.; (ft) 68,520 c.ii.u. per hr.; 1-708. 

3. Open -cycle cold air refrigerator. 

A cold air refrigerator works on the “open cycle”, the return air from the cold store, 
just prior to compression, being at 7° C. and 15 lb. per sq. in. It is compressed adia- 
batically to 75 lb. per sq. in. absolute, and is then passed through an aftercooler which 
reduces its temperature, at constant pressure, to 17° C. The air is then expanded 
adiabatically to 15 lb. per sq. in. absolute and returned to the cold chamber. Find the 
c.o.p. ot the ideal machine. 

If, in the actual plant, 73,000 cu. ft. of air per hour enter the cold chamber at — 70° C. 
and 15 lb. per sq. in., and leave at — 5°C., and 185 u.p. is absorbed in driving the 
refrigerator, find the actual c.o.r. and the heat rejected to the cooling water per minute. 
(\ = 0-24. Ans. 1-71 ; 0-495; 4980 c.h.u. 

4. T(p chart for COg and NHg unit of refrigeration. (Whitworth 1924.) 

Fxplain by means of a chart how the thermodynamic efficiency of a vapour 
refrigerator is measured. 

What is meant by the term “Unit refrigeration”! Discuss the relative advantages 
and disadvantages of ammonia and carbon dioxide as working fluids. 

5. Vapour compression plant. State of working fluid during cycle. (B.Sc. 1930.) 
Make a diagrammatic sketch of a vapour compression refrigerating plant. 

A COg refrigerating plant works between pressure limits 800 and 400 lb. per sq. in. 
The CO 2 is just dry when leaving the compressor and condensation in the condenser is 
complete, but there is no undercooling. 
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Indicate clearly in your sketch the state of the working agent and the total energy 
per lb. before and after passing through each of the organs of the plant, and find the 
ideal coefficient of performance. 

Use the following data: 


Pressure 

Temperature 

1 Total energy 

Entropy ’ 

lb. per 
sq. in. 

°C. 

absolute 

1 Liquid 

1 Vapour 

1 Liquid 

Vapour ^ 

800 

2910 

]2-6 

51-2 

0-040 

0-173 

400 

264-8 

-2-7 

55-8 

-0-013 

0-207 


Ans, Coefficient of performance, 7-4. 

6. Wet and dry compression COg. (B.Sc. 1922.) 

Distinguish between wet and dry compression in a vapour compression refrigerating 
plant. 

In a COg refrigerator the pressure range is from 750 to 350 lb. per sq. in., and the 
reduction of pressure is obtained by a throttle valve. The temperature of the fluid as 
it leaves the compressor cylinder is 28° C. Find the theoretical coefficient of performance 
of the machine. 


Pressure 

3Vm- 

ppratiiro 

°C. 

Total lioats 

Entropy 

lb. sq. in. 

Liquid 

Vapour 

of liquid 

750 

15-9 

1M5 

52-92 

0-035 

350 

-13-5 

-5-98 

57-29 

-0-025 


Specific heat at 750 lb. per sq. in. = 0-485. Am. 6-2. 

7. Bell -Coleman and vapour compression. (Whitworth 1922.) 

Obtain an expression for the efficiency of the BbU- C oleman cycle. 

Why is the practical performance of this cycle so inefficient compared with vapour 
compression? 

A COg vapour- compression refrigerator works between temperature limits of 15° 
and — 5°C. The corresponding values of latent and liquid heats are 42-9, 58-6, 10-4 
and — 1-8 respectively. Find the theoretical coefficient of performance. 

- J'* 11-3 

8. What is the usual method for correcting for the heat returned via the throttle valve 
of a refrigerator and why in practice is this correction too small ] 

9. Production of ice. (B.Sc. 1920.) 

Show, by means of a diagram, the necessary apparatus for refrigeration by a vapour- 
compression process for a small plant. 

Obtain the theoretical coefficient of performance for a COg machine working between 


Assume that boundary curves of diagram are straight. Ar^s. 
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pressure limits of 930 and 440 lb. per sq. in. The CO, during the suction stroke has a 
dryness fraction of 0’6. 



Trih- 

Pressure 



Entropy 
of liquid 

T 

perature 

“C. 

lb. per 
sq. in. 

Liquid 

heat 

Latent 

heat 

208 

25 

930 

19-4 

290 

006 

268 

-5 

440 

-1-8 

58-6 

-001 


How many tons of ice would a machine working between the above limits make if 
the relative coefl&cient of performance is 40 %, and the duration is 24 hours ? The water 
for ice is supplied at 10° C., and the compressor takes 15 lb. of COg per min. Latent heat 
of ice = SOc.Ji.u. Ans. 3 26; 0-598 ton. 

10. Horse-power to produce ice. (Whitworth 1923.) 

A COn refrigerator works between pressure ranges of 826 and 334 lb. per sq. in. The 
drop is obtained by means of a regulating valve. Temperature of CO 2 leaving com- 
pressor = 30° C. Determine the theoretical coefficient of performance. 

Tind the H.P. required by the compressor, if the relative performance is 0-4, for the 
machine to deliver a ton of ice in 2 hr. 

Assume 95 c.ir.u. have to be extracted to freeze each pound of water. 


Pressure 
lb. per 
sq. in. 

t°C. 

Total heats 

Entropy 

Liquid 

Vapour 

Liquid 

Vapour 

103H 

30 

27 3 

42-3 

00H7 

0135 

826 

20 

14 4 

51-3 

0 045 

017 

334 

-15 

-6-7 

57-3 

-0-028 

0-22 


Ans, 4-51 ; 41-7 H.P. 

11. Test on COjj refrigerator. (B. Sc. 1939.) 

The following observations refer to a test of a small COg refrigerator: b.h.p. to drive 
compressor 4-25; friction and pumping losses in compressor 2-4 h.p.; brine circulation 
9-3.1 lb. per min.; rise in brine temperature in passing through cold chamber 13-5° C.; 
specific heat 0-80; cooling water circulation 14*4 lb. per min.; temperature rise 10’7° C. 

Make out a heat balance for the trial. Show, by reference to a sketch of the total 
heat-entropy chart, how you would determine the relative coefficient of performance, 
and indicate what additional observations would be necessary for this purpose. 

12. Refrigerator trial. Relative performance. 

In a trial of a refrigerator, the h.p. impressed on the COj by the compressor 
piston = 0-6, the circulating brine lost = 70 C.H.u. per min., and the cooling water took 
away 140 C.H.U. from the condenser coils per minute. What was the actual coefficient 
of performance? 

If the upper and lower temperatures of vaporisation of the COg are 16*65“ and 0° C., 
the corresponding latent heats are 40-9 and 55-5 C.H.U., and the difference between the 
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liqiiifl energy S-Sc.F.u. per Jb. Find the relative coefficient of performance, assuming 
that Ihe perfect vapour compression has the working fluid just dry and saturated at 
the cihI of compression, Ans. 4 D5; 34-3 %. 

13. Test on ammonia machine. (E. Sc. 1936.) 

A test on an ammonia compression refrigerator, having a single cylinder, single- 
acting compressor, 3i in. diameter, 4 in. stroke, and running at 210 r.p.m., gave the 
following results: 

Pressure limits 150 and 45 lb. per sq. in.; temperatures of ammonia entering and 
leaving condenser 55 and 20° C.; temperatures of cooling water entering and leaving 
condenser 13-5 and 21-5° C.; rate of flow of cooling water 13-7 lb. per min.; mean effective 
pressure in compressor (from indicator diagrams) 45 lb. per sq. in.; ice produced per 
hour, 55 lb. at 0° C. from water at 15° C. 

For ammonia: 


Press Lire 

SaturattMl 

Total beat 1 

1 

Specilic beat 

lb. per 

temperature 

Liquid 

Vayioiir 


Drv 

sq. in. 

°C. 

r.ii.u. per lb. 

C.H.LT. per lb. 

Liquid . 

vapour 

150 

25-8 

28-8 

30!t-3 

1-1 

0-67 

45 

-81 

-8-5 ’ 

301-7 ' 

— 

1 


The latent heat of ice is 80 c.ii.u. per lb. Find 
(ri) the mass flow of ammonia per minute; 

(6) the coefficient of performance; 

(r) the condition of the ammonia entering the compressor, neglecting heat flow 
through pipe surfaces. Ans. (a) 0-358; (6) 4-02; (c) 0-825. 

(London B.Sc. 1921.) 

14. Hfl> chart. Mass circulation of refrigerant. Cylinder dimensions. 

An ammonia refrigerating plant is to effect a refrigeration of 20 lb. calories per sec., 
and the working limits are shown on the heat entropy chart. The net heat from the cold 
chamber is only 85 of the possible amount shown on the chart, Fig. 163, and the 
mechanical efficiency of the compressor is 65 %. Determine the horse-power required 
to drive the compressor and the amount of fluid circulation required for the stated 
performance. 

If the specific volume of saturated ammonia vapour at 40 lb. per sq. in. is 7 cu. ft. 
per lb., determine a suitable size of compressor at 80 r.p.m. single acting with a piston 
speed not exceeding 150 ft. per minute. 

Ans. Circulation, 35-7 cu. ft. per min.; H.P., 13-16; Bore, 9-34 in.; Stroke, llj in. 

15. Mass flow. Circulating water power. Refrigerators. (London B.8c. 1933.) 

An ammonia vapour- compression refrigerator works on the cycle shown hy ABODE F 
(Fig. 164), which gives the relevant information from a total energy entropy 
chart (not to scale) with oblique co-ordinates. 

In continuous working it produces 400 lb. of ice per hour at 0° C., the initial tem- 
perature of the water being 15° C. The overall mechanical and electrical efficiency of 
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the machine and its motor is BO %. The latent heat of ice = 80 c.H.u. Find 
(a) the mass flow of NHg in lb. per hour; 

(h) tlif* circulating water in gallons per hour, assuming a rise of temperature of 10"^ C. 
in the water in the condenser; 

(c) the power in kilowatts taken by the motor. 

Ans. (a) 153-2 lb. per hr.; (6) 487 gal. per hr.; (r) 7-07 kW. 




Fig. 163. Fig. 164. 

16. The indicator diagrams shown in Fig. 165 were obtained from a double-acting 
iiinmonia compressor 18 in. bore by 36 in. stroke; piston rod diameter 3 in.; speed 
50 r p in. Determine the i.H.P. of the compressor, and the c.o.P., if the rated capacity 
ol the iiiiichme IS f)G. Ans. ii.p., 106; c.o.P,, 3-5. 



Fig. 165. 

17. Multiple expansion with compound compression. 

Describe the cycle of operations in a compound COg refrigerating plant operating 
v^ith two throttles. 

frustrate your answer by sketching the pv, Tfp and Htf) diagrams for this cycle. 
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18. Mass circulation and horse -power of a compound refrigerator. 

In Fig. 166 is shown the cycle of a compound COg refrigerator. If the actual work done 
is 25 % greater than the theoretical work and the heat abstracted 25 % less than the 
theoretical, determine the mass circulation through the condenser in lb. per min. and 
the horse-power required to produce 20 tons of ice per day of 24 hr. from water at 15° C. 
Latent heat of ice = 80 c.H.u. per lb. Ans. 154 lb. ; 81 H.P. 



19. Coefficient of performance of absorption machine. 

In a test of an absorption refrigerator it was found that 15 tons of ire at 32® F. were 
made from water at 62° F. per ton of coal having an average calorific value of 12,000 
B.T.U. per lb. Find the actual c.o.P. if the latent heat of ice is 140 b.t.tj. per lb. 

Ans. 0-212. 


20. Compression and absorption machines. (B.Sc. 1H33.) 

Describe, with the aid of sketches showing the ideal Tif> diagrams, the cycles of 
operation of 

(а) vapour compression machines; 

(б) vapour absorption refrigerators. 

Obtain an expression for the ideal coefficient of a vapour-absorption refrigerator in 
terms of Tj, the temperature at which the working substance receives heat, Tg, the 
temperature of the cold body and the temperature of the circulating water. 

What is the value of this coefficient when 


fi = 197°C., f 2 = -3°C. and t. 


17° C.? 
Arts. 




5-16. 


21. Domestic refrigerator. (B.Sc. (Ext.) 1934.) 

Sketch the layout of an ammonia absorption machine, and describe the principle 
on which it works. Show how an inert gas is used in modern machines to produce the 
required pressure drop in the ammonia. 
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THE FLOW OF FLUIDS 

The flow of fluids may be divided into three types : 

(1) Stream line flow. In this type of flow, which is not often met with in 
pi actice, the velocity of flow is so small, or the boundaries so close together, that 
the flow is ordered. Contiguous layers of fluid flow parallel to each other, and the 
ordered nature of the flow facilitates mathematical analysis. 

With pipe flow, friction losses are proportional to the velocity, Reynolds’ 
number,* which is VD/'f' , is the criterion for determining the type of flow, where 
Y = velocity, D the diameter of the pipe, 'f' = Viscosity /Density in consistent 
units. When this number has a value exceeding 2000 the flow is usually turbulent. 

(2) Turbulent flow. This type of flow occurs at moderate velocities, and is 
named turbulent, because of the erratic behaviour of the thin streams into which 
the main body of the fluid may be imagined divided. 

Instead of ordered stream lines, the flow is chaotic, and the mathematical 
nature of the motion is not yet known. 

With this flow friction loss varies approximately as the square of the velocity. 

(3) High velocity flow. In this type of flow the velocity may approach, and 
even exceed, the velocity of sound in the medium, and its study is of principal 
interest to those engaged in designing turbines, ejectors, etc. 

Tt should be observed that when a body moves through a medium at a speed 
greater than that of sound in the medium, the motion of the medium over the 
body is streamlined; because no bow wave can be propagated to give turbulence. 

Bernoulli’s equation. 

In 1738 D. Bernoulli, one of a family of eight distinguished philosophers, 
enunciated his theory that the total energy of a moving fluid remained constant. 

The total energy per lb. of fluid is made up of 

(1 ) The pressure energy or pressure head (p/p) - This represents the work 
which would be done, in a non-expansive engine, by introducing one pound of 
fluid, of density p, at pressure p lb. per sq. ft. 

Pressure energy = pjp ft.-lb. (see p. 47). 

(2) Thekineticenergy or velocity head (7^/2^) ft.-lb. Energy to the extent 
of V'^l2g is stored in one pound of fluid by virtue of its velocity F. 

(3) Potential energy (z ft.-lb.). If one pound of fluid were allowed to fall 
through a distance of z ft., work, to the extent of z ft.-lb., would be done. If the 

* For tho effect of Reynolds’ number in connection with nozzles and blades see 
Engineering, vol. exxv, p. 80 (1928). 
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motion of the body were unrestricted during its fall, then, by the conservation 
of energy, the final velocity of the body would be F = \l2(jz. 

(4) Internal energy. This is the energy possessed by the molecules, and 
has been defined on p. 16. 

The total energy of the fluid is therefore given by 

-+ — H-z + i.E. = constant. .(1) 

p 2g 

This is known as Bernoulli’s equation. 

To form a still more comprehensive equation, which will satisfy the con- 
ception of the calculus where all the variables are considered to increase, let the 
pipe, shown in Fig. 167, slope upward. Suppose that in moving from section (1) 



to section (2) the fluid is given H ft.-lb. of caloric energy, together with \Y ft. -lb. 
of mechanical energy, so that the total energy arriving at section (2) is 

^‘+!"*+2i+i.k.i+ ir+H. (2) 

Pi ^<j ^ ’ 

On leaving section (2) this total energy must be contained in the forms detailed 
in equation (1), whence 


Pi 


fp p2 

+ Zj + I.IS.J -\-W + 11 = — * + — ^ + S2 + I.E.2, 
Pi ^ 


which is the generalised form of (1). 


( 3 ) 
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Ex. A fan imparts a velocity of 1 20 f.p.s. to air at n.t.p. By what will the pressure be 
increased if the pipe is enlarged, so that the velocity is 50 f.p.s. 1 The pipe is horizontal. 
Considering incompressible flow from section (1) of small area to section (2) 

p 2g p 2g’ 

~ — = 7 ^ f 120^ — 50^] ft. head of air. 

P 


Now since 12-39 cu. ft. of air at n.t.p. weigh 1 lb., then a column of air 1 sq. ft. in area 
and 12-39 ft. high would produce 1 lb. per sq. ft., whereas with water a head of 1/62-3 ft, 
IV ill produce the same pressure. 

DiiTerence of pressures in inches of water 


= . [1202-502JX 

64-4 


1 1 
12-39 ^62-3^ 


12 


2 87 in. 


Owing to eddies and surface friction this increase in pressure would not be realised 
in practice. 


Adiabatic expansion of a fluid. 

If the fluid is allowed to expand adiabatically through an orifice from pressure 
Pi to ])ressure pg, then, from the definition of an adiabatic operation, no heat is 
added in any form; therefore {W -\-H) = 0. 

Further, if the discharge from the orifice is horizontal, or — is small 
compared with the other quantities in equation (3), then 



VI 

2f/ 


+ I.E., 


VI 

+ 7r +I-E- 


Pi 2 (/ 


2- 


-a \pi I \p2 ) 


( 4 ) 


Now 




is the total heat of the fluid (see p. 128), and the difference in 


total heats during isentropic expansion is the work done on the Rankine cycle, 


i.e. 


^ Vi 

.-Ip, 




(see p. 177). 


Alternatively, for a perfect gas, y reidaces n, * 


PiVl=PiVl or (•"') 

(i.E.j-i.E.j) = JCI„(Ti-T2). (0) 

But jn=-^- and ^ = RT. d) 

r-1 P 


• Imperfections in a fluid or variation in specific boat prevent the expansion being 
represented by pv^ =c. See p. 814, 


W 11 ■ 
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By (7) in (6), 


(i.B.i-i.E.j) = (Ti-?;) = ;^ 



By (8) in (4), 

y\-y\ _}_ _^ 2 '| 

2y Pi Pi r-ll/Oi Pi) 

= _r_ = JL- [i _ I 

r-iLpi Pil y-i/Oil. \Pi) J’ 


( 8 ) 


( 9 ) 


which is the work done on the Rankine cycle. 

If the fluid is not accumulating between sections (1) and (2), then, for con- 
tinuity of flow, the mass passing section (1) must be equal to that passing section 
(2), i.e. 

(19) 


which is the Equation of continuity. 



Let^ be the pressure ratio and r the area ratio AJA^, then (13) becomes 


Vz = 



5^1-] 

1-Si r 




(14) 


The mass flow through an orifice. 

By equation (10) the mass flowing through section (2) is given by A^V^p^, 
where A^ is the area perpendicular to velocity Vj. 
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Substituting the value of in this equation. 
Mass discharged per second 
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= W — A2P2 




r 


Y 


2 





Taking Pz under the radical, and expressing the ratio of the densities in terms 
uf pressure from equation (5), we have 


w 




2^i-l 

i-3i y 
Ll_r2.^yJ 


.(16) 


The coefficient allows for friction and non-parallel flow. 

In practice pressure diff'erences are more easily measured (and with greater 
precision) than are absolute pressures, so with this object in view, and to render 
the eflect of the jjressure ratio in (16) subordinate to the pressure difference 
V 1 -P 2 ’ write pi as /« -« \ iv -r>\ 

By (17) in (10), 


.(17) 


'It' — 


^gpiiPi-Pz) \-[z 


■^1 

y 




.(18) 


\-r^J9y 


For incompressible flow the internal energy would be zero, since the molecules 
would be in contact and pj would be equal to p^, hence Bernoulfl’s equation 
becomes xt- 

p^'hj p^2g’ 




'^g{Pi-Pi} 
p(\-r^) ’ 


W 


-PA l^PiiPi-pA 

(i_r2) • 


.(19) 


(1-r^) 

Comparing (18) and (19), it will be seen that the two become identical if the 
right-hand side of (19) is multiplied by 



* Equation (15) was first deduced by St Venant and Wantzel {Comples Rendw, 183B) 
from Poisson’s equation. 


21-2 
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C is known as the Compressibility factor, and with r<\, ^>0-96 and 
y = J -4, (7 > 0-96 for this particular range. 

It will be seen that, by treating the flow as incompressible, the discharge can 
be readily computed from equation (19), and in view of the rather difficult 
arithmetic involved in the calculation of the value of C, this estimated discharge 
may approach as closely to the actual discharge as does the corrected value, which 
is so liable to arithmetical errors. 


♦Values of C. 

The air supply to an internal combustion engine may be very conveniently 
measured by an orifice tank, which, to damp out pulsations, should have a volume 
about 500 times the swept volume of one cylinder of the engine. Since the flow 
into the tank is from the atmosphere, the area may be regarded as infinity, 
and therefore r = 0, whence with = 0-95, C = 0-978. 

Taking^ = 0-9, C = 0-951. 

Taking.^ = 0-65, C = 0-799. 

Taking ^ = 0-65 and r = C = 0-7442. 


Ex. On the compression of air. 

Air at n.t.p. is flowing through a pipe with a velocity of 2500 f.p.a., but owing to a 
gradual increase in the diameter of the pipe,the velocity is reduced to 800 f.j).s. Find the 
increase in pressure and temperature. 

From equation (9), p. 322, 


VI- y\ ^ r Pi 2 

2? \Pi' 


( 1 ) 


Also 


T, 

V-z 



and pv = Kl'. 


( 2 ) 


8002-2500=“ 1-4 


2? 


= - , ic 96 X 273 
0-4 

87,100 _ 
■*■91,84)0 “ 273' 



Tj = 1-949 X 273 = 532° C. -absolute 
273 

Temperature rise = 259° C. 

1 


_ 2 
273 




Pi = 1’949"'^ X 14-7 = 151-3 lb. per sq. in. 

14-7 


Pressure rise = 136-6 lb. per sq. in. 

* '* The measurement of the flow of gases and liquids by means of orifices, nozzles, and Ven- 
turi tubes,” by J. L. Hodgson,!?. Sc., A.M.I.C.E., pa])pr no. 599, World Engineering Congress, 
Tokyo, 1929. “Tho measurement of air flow”, R. G. King, Engineering, April 1923 et seq. 
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The plate orifice for estimating fluid flow. 


The plate orifice is the cheapest and most convenient method of measuring 
tlie flow of fluids when there is no objection to slightly obstructing the flow, and 
absolute accuracy is not essential. 


fig. 168 shows a suitable orifice for which = O-Gl. if < o-85 and > 0-98 

/ . ’ Pi ' 

For other 


pressure ranges = (o-914- 0-306^1 
^ PiJ' 



le (ocfiu ient of discliaigc is very susceptible to ehange in the shape of the 
on lie. fven scraping off the &har[) leailing edge may increase the flow by 2 % 
hor a sharp-edged orifice, suiiplied directly from the atmosphere, under a 
pressure difference of about 2 in. of water, 6',j = 0-6 (see also p. 658). 


Ex. Flow through an orifice. 

baronietpr ^ coeflicient of discharge of 06 if the 

-hr. orifi,, 

l.>r^o"r IhouldTh = 0 0808 lb. per cu. ft. By what 
^ e approximate value be multiplied in order to render it more exact? 

J'or incompressible flow 


CaA 


huPiiPi- 
W 1-H 




(see equation (19)). 


* Proc. I.Mech.E. p. 157 , 1912 . 
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iSince the flow is from the atmosphere r = 0, 

•270 9 D 

^2 = ^ = 0 <>. 


. = 0.Cx^y64. 


4 X 0 0703 X ^ X 14 7 X 144 = 0-645 lb. per see. 
ou 


To allow for compressibility, 



r 



[\-3t y \ 

\ 1-^ / 


In evaluating C great care is required, since we are dealing with small differences, 


2 

7 


1-421, 


y-1 


= 0-2898 = 


3-449' 


-log^ = 1-421 X 1-9760 = -1-421 


+ 1-387 

-0-034 

1-966 


2 


^^ = 0-9247. 


^^log^= 0-2898xl-9760 = -0-2898 

+ 0-2828 

-0-(H)70 

1-9930 

Zzl 

^ = 0-984. 

nl 

=0-016. 


/3-449 X 0-016 X 0-9247 
V 0-0636 


0 - 978 . 
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The maximum discharge through an orifice. 

An examination of equation (16), p. 323, shows that, for an orifice of given area 
A and supplied with a definite fluid at an initial state pi, the discharge w 
depends upon the value of r and If we assume that the area of the approach 
channel is so large that the Velocity of approach is negligible compared 

2 y-1 

with Tg, then r = 0 and w then depends on ^ ), When this quantity 

is a maximum w will also be a maximum. 

To determine the value of ^ which will give this maximum, let 


2 r+1 

y = y , 




y r 


This value is zero for a maximum discharge, whence 



7 


Jf = 


\y+i/ Pi’ 


(1) 


This is known as the Critical pressure ratio. 

It should be observed that ^ is insensitive to changes in the value of y, since 
on logarithmic differentiation of (1) with respect to y, we have 


dy 




wheny = 1-3, J* = 0-545. 


~dy 




1 JLi A 

69'*' 0-09 2-3 




0-1813, 


Hence a 10 % change in y produces only a — ^ 10^ = 3-33 % change 

U' t)4o 

1 

7 

Taking r = 0 and substituting ^ ^ equation (16), p. 323, we have 






^y-l)^^4+i)' (r+i)]’ 
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Taking 7 = 1-4, as the throat area in sq. ft., the initial pressure in lb. per 
sq. ft. and — l/^i, where is the specific volume in cu. ft. per lb. 



"’max. = 3-S9C'iJj^ 

lb. per sec. 

(2) 

With y = 1-3, 

^ma\. = 3-8 2 ^ 

/- 

/ 91 11 

1 y. 

( 3 ) 

With y = 1-135, 


IPi 

/ 11 11 
' I’l 

W 


To show the effect of variation of the initial pressure/»i on the maximum 
discharge from a nozzle. 

^ may bo written ^ 

Now for a gas = iJ7\, so for a constant value of the maximum dis- 
charge is directly proportional to the initial pressure; so long as the back pressure 
<(2/7 + l)y/v-ip. 

For steam which is dry and saturated the product varies but little with 
the pressure so again the maximum discharge will be )jroportional to tlie 
initial pressure. For superheated steam pv = l*25H(/f- 835), and if H remains 
constant, as in throttling, pv is also constant. 

Napier expressed this result in the form 

which is Napier’s law*, where a is the contracted area of the orifice in sq. in. 
and Pi is the initial pressure in lb. per sq. in. 


In equations (2), (3) and (4) the ratio 




Ex. Paint sprayer. 

Determine the smallest volume of an air receiver vhich, when charged with air to 
100 lb. per sq. in. absolute and at a constant temperature of 80° F., will work a paint 
sprayer continuously for 10 min., if the sprayer valve maintains a pressure difference 
over the air nozzle of 35 lb. per sq. in. 

Bore of nozzle = 0 04 in.; coefficient of discharge = 0-95; specific volume of air at 
N.T.P. = 12-39 cu. ft. per lb.; 7 = 1-408. 

The maximum discharge from an air nozzle is i/; = where p^ is in 

lb. per sq. ft. If the expansion in the receiver is isothermal, thenpv = RT = (7, whence 

u = — ^ and 1/; = 3-89(7^^42 7^—. 

V ^^RT 

Discharge per sq. ft. of nozzle area 


3-8 9x50x 144 

V53^^40 


165-0 lb. per sec. 


* R. Napier made experiments on the discharge of steam from orifices in 1866-7. 
Rankine deduced the equation from Napier’s observations. 
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Thu flow through a 0 04 in. diameter hole in 10 min. 

165 X TT X 16 X 0-95 x 10 x 60 
^ 144“>r4x Too* ^ 


Taking atmospheric pressure as 15 lb. per sq. in. the terminal pressure in the receiver 
Mill be 50 lb. per sq. in. absolute if a pressure difiFercnce of 35 lb. per sq. in. is to be 
maintain c?d. 

If^; is the volume of the receiver, then the weight of air remaining in the receiver is 


50 X 144 X v 
"^■2 X 540 


0*2505i;. 


Initial w eight = (0'82 + 0*2505i’). 

But pv = wllT. 

100x1441^ = (0-82 + 0-25051;) 53-2x540; 
whence v = 3-274 eu. ft., 

i.e. a receiver 1 ft. diameter and 4-2 ft. long would be suitable. 


Ex. Leakage from a compressed air system. 

With all valves shut in a compressed air system having a volume of 176 eu. ft. the 
pressure in one hour fell from 100 to 28 lb. per sq. in. absolute. Determine the diameter 
of a hole having a coefficient of discharge of 0*625 which would give the same rate of 
leakage as the combined leaks of the system. 

1 lb. of air at 14*7 lb. per sq. in, and 32° E. displaces 12-39 cu. ft . ; y = 1-4 and the mean 
temperature in the system = 80° F. 

Fur the receiver, 


pv = wET, p = 14-7 X 144, v = 12-3, T - 492. 




14-7x144x12-39 


492 


53-35. 


T . . , . , r . - 100x144x 176 „ 

Initial weight of air in receiver = — or ~ = ^8 lb. 


28x144x170 

Final weight of air in receiver = = 24-66 


540 X 53-35 

8xl44xl7( 
540 X 53-35 


Weight of leakage air 
For air the maximum discharge 

= lb. 


= 63-34 lb. 


per SBC. 


(see p. 328). 
But 


pv 

Kf’ 


•( 1 ) 
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If the leakage is so slow that the temperature in the receiver of volume is constant, 
then Vr/RT is a constant; so differentiating with respect to time t, and equating to (1), 


dw _ dji I Vji \ _ 


-3-89C.^, 


di dt 

{sbsc^aJrt) ■ 

But for isothermal expansion pv = RT^ whence 




dt = 


— Va 


dp 


< = 


Vr 




But 


3’S9CiA^ylRT P 2 ' 

Pi = 100 lb. per sq. in., = 176, 

P 2 = ^8 lb. per sq. in., T = 540, 
t = 3600 sec., Cd = 0-625. 

100 


A.= 


17Glog, 




" 3-89 X 0-625 X 3600x^53-35x540 6570 

Had the expansion in the receiver been adiabatic, then 

y-l 


pvy=p,vi, • 

jp^ 

' 'aJ V aJ 


( 2 ) 


Also 


PVj, = wRTA^ 


^ (P\ 


7 


1 

py. 


dw 

dt 


111 
Pi y 
RTi 

— \ 1 
Pi L^]\,py~\^7’ 
R'l\ ly^ ^ dt' 




IpHllY 


.(3) 



--1 

Ipyy 

1 } 

' y dt ^ S p^^Vi 


r-i j ^ 

dt = — 

lRT^y3-S9C,A,Y 


By (2) in (1), 
Equating (3) and (4), 


( 4 ) 
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y-1 

, r ^ r 

" \jiJ\ y 3-89(74^ J 7 - 1 




_ 2 r /yi\ _i~|/ ^ 

7-1 LW JWM\x3- 


7-1 LW JWJiTix3-89CtAg/ 

v„ 1 

‘Jjt7\ X 3-89CJ ~ 8370 ' 

. __2 1 r/ioQ\"^ ,1_ 1 

■• 0-4^837oL\28/ J 8360’ 

Diameter of hole for an isothermal expansion in the tank 

1 /4 1 ■ 

“ 0570^ 

For an adiabatic expansion in the tank 

Values of the critical pressure ratio. 

Fur diatomic gases y = 1-4, whence the critical pressure ratio 

For superheated steam y = 1-3, whence 

For steam initially dry and saturated — 1-135, whence 

1 i.-ifi 

( 2 \iia5-i 

- 1 = 0 - 577 . 

1-135 + 1/ 

Physical meaning of the critical pressure. 


On substituting the value SI = 


-i^^r 


in equation (14), p. 322, and taking 


r = 0, the velocity at the throat of the nozzle is given by 



J^9 


)? 


\7-l 

! Pi 


R 

'-■^1 

.7+l> 

!-• 

' Pi 


y Ir-i 

r-i y 
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By equation (5), p. 321, i 




1 


(2) 



Pi 

P2 ypxJ 


■ Py 

■■ Pi 

Pi\l 

1 1 

hJ Pz \Pi) 

(3) 

Bub 


'P2_ 

Pi 

y 

(4) 

By (4) in (3). 

Pi 

/y+r 
L\ 2 ; 


(■^) 


By (5) in (1), = 



which is the value of the velocity of sound in the medium at pressure This 
accounts for the discharge reaching its maximum value, because, if the velocity 
were greater than this, the pressure pa could not transmit itself backwards against 
the issuing jet to estabhsh itself at the throat.* 

♦ Prof. Oaborne Reynolds was the first to interpret this relation in 18B6 (Phil. Mag. 
March 1886, p. 194). The velocity of sound is the velocity at which an impulse can transmit 
itself through an elastic medium — the gas in this case. In measuring pulsating flows the 
pressure gauge may be steadied by placing an orifice plate in the circuit that will raise 
the pressure on the supply side so that the pressure drop across the orifice exceeds the 
critical value. 
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If this physical limit were not appUed to equation (16), curve (1) of Fig. 170 
voiild represent the condition, the discharge increasing from zero to a maximum 
and then decreasing to zero again, when the specific volume becomes infinite, 
since an infinite volume cannot be passed through a finite area in a finite time. 

In practice it is impossible for the flow to decrease with a decrease in back 
jjrossure, so the dotted portion is replaced by a horizontal straight line. 



Back Pr.s^URK 

Fig. 170. 


Ex. Air nozzle. 

A convergt'iii nozzle discharging into the atmosphere is fitted to an air receiver to 
iiicasure the output of a compressor. Show from first principles that the maximum 
discharge of air takes place when the atmospheric pressure is equal to or less than 53 % 
of tJic iinUal pressure. 

If a divergent extension is fitted to the existing nozzle, calculate the ratio of exit 
area to throat area in order that the issuing stream may have the greatest possible 
velocity. 

ilie initial pressure is 300 lb. per sq. in.; y = 1-408, 


Ih 

Pi 



1 408 


Pj- 

1 2 \0 4U8 

/ 1 ys 

Pl 

o 

QO 

II 

U-204/ 


1-894 


= 0-528 or 52-8%. 


p 2 = 300 X 0-53 = 159 lb. per aq. in.; 

Pa = 15 lb. per sq. in 

■w = AJ = A^Y 


■^3 

■■ 4 y3P3 

(1) 


(2) 
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At the throat • 

N "/0i7+l 

Also Pi'^i=P3‘^l- 

1 

^2 \i^3/ 

Whence by (2), (3) and (4) in (1), 




2 926. 


(3) 

( 4 ) 


Ex. Initial temperature and pressure of air. 

It is desired to have air delivered from a nozzle at a velocity of 1800 f.p.s., a pressure 
of 15 lb. per sq. in. absolute and a temperature of 40” F. It is known that the nozzle 
coefficient is 0-98, and the velocity of the air entering the nozzle is too low to be worth 
considering. Find the initial temperature of the air and its pressure. 

Bernoulli’s equation holds whether friction is present or not, but if friction is present 
the internal energy term on the right-hand side of the equation is greater on account of 
energy being converted into heat. 

For this problem the equation becomes 


Now 

By (2) in (1), 


Pi 


Pi " 


VI 

2? 


T, T,’ ■■ p\ p,T,- 





( 1 ) 

( 2 ) 

( 3 ) 
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AtN.T.P.,l> = 14-7, V = 12-39 and T = 492. 

^ = 14-7 X 144 X 12-39 x = 26,600, 
Pi 492 

JC, = 131-6. 


Honce equation (3) becomes 

+ = 26,600 + ?g®^®J'+ 131-6x500. 

184-8Ti = 142,800. 

= 773 
400 

Actual initial temperature = 313° F. 

The effect of friction may be considered as equivalent to reheating the air at constant 
pressure after adiabatic expansion to temperature i.e. 

1 KOO^ 

= 0-02 X 

^2^= 494-5. 

( 773 

494 5/ = 71-6 lb. per aq. in. 


The flow of a vapour. 

In the case of a vapour such as saturated steam, or, for that matter, initially 
superheated steam (if during expansion it changes to the saturated state), the 
ex])oneiit y is no longer constant, but is a function of the initial and final states. 

For superheated steam, y = 1-3. 

For dry saturated steam, y = 1-135. 

For steam having an initial dryness x Zeuner gave an approximate value for 
y as 1 035 + x/lO. 

In view of the variation of y throughout the adiabatic expansion of steam, and 
l)ecause also of the labour involved in evaluating equations (14) and (16), p, 322, 
it is more convenient to use the equation 


VI- v\ 






(see p. 321 ), as the adiabatic heat drop (a.h.d.), which is represented by the right- 
hand side of the equation, can be scaled directly from a Mollier diagram. Let this 


* First deduced by Hankine, 1868. 
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heat drop be represented by a.h.d. c.h.u., then 


where J is Joule’s equivalent. 


vi~vi 
2(7 


= J(a.h.d.), 


= V2r/J(A.H.D.) + Ff. 

If the velocity of approach IJ is zero, then 


( 1 ) 


v^ = V2(/J(a.h.d.) — 300 Va.h.d. C.H.U. or 223-8 Va.h.d. b.t.u. 

To obtain the contracted area which will discharge mass w lb. j)er sec. 
we have, from equation (10), p. 322, 

w = CaA^\^xp2. CaA^ = - ^ =- . 


III order to obtain the specific volume wc must know the condition of the 
steam after adiabatic expansion. This is given directly by the Mollier diagram 
(see p. 1 82), and if the dryness fraction is jt^ and the specific volume of dry satur- 
ated steam at pressure Pa is then Vg = X 2 V,^ 2 ‘ 

Should the steam be superheated after expansion, then, in the absence of 
tabulated values of s])ecific volumes for various degrees of superheat, or if these 
values are not plotted on the diagram, the volume I’g is most conveniently 
calculated from Callendar’s equation: 


2-2436 

V = - — 

V 


{H -464)- 0-002 1 2 cu. ft. ])er lb., 


where p is the pressure in lb. ])er sq. in. and H is the total heat of the steam in 
C.H.U. at the pressure p and the prevailing siqierheat. 


The profile of a nozzle. 

The mass discharge from a nozzle depends not only upon the cross-sectional 
area provided, but upon the shape of this 
area, and still more upon the shape of the 
axial section or profile of the nozzle. 

Obviously the natural profile of a nozzle 
will depend ujion the time required by the 
fluid to acquire a particular velocity F, 
for which the cross-sectional area A is 
given by wvjV above. 

In the limiting case of a fluid issuing 
from a sharp edged orifice (Fig. 171) no 
time is available, when crossing the edge, 
for the fluid to acquire its terminal velocity, 

and therefore the formation of the jet Fig. 171. Sharp odged orifice, 
must commence on the supply side of the edge and continue beyond it. 






f 

' — Natural Profile 
FDR A Nozzle 
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If a nozzle were now shaped to this natural contour, calculation would give 
the same results as experiment. Should the nozzle be made shorter than the 
natural shape, then contraction will proceed beyond the nozzle, whilst a longer 
nozzle involves heavier frictional loss. 

u 

So long as the pressure ratio — is greater than the critical, the issuing steams of 

Vi 

nil tluids converge, because the rate at which the velocity increases is greater than 
the rate at which the specific volume increases with respect to a drop in pressure. 
Beyond the section at which the critical pressure exists (i.e. the throat of the 
nozzle) the reverse condition obtains; so that from the throat onwards the nozzle 
must diverge if the remaining pressure drop is to be used effectively in producing 
kinetic energy of the jet.* Whilst a boundary will forcibly contract a jet and 
thereby stabilise the flow, yet a jet will not follow a diverging boundary unless the 
angle of divergence, or flare, is < 10"^. 



Fur simplicity and cheapness the converging part of a nozzle is usually formed 
from an arc of a circle, and the diverging part is generated by straight lines. 

The effect of back pressure on the mass discharged from a convergent- 
divergent nozzle. 

From what has been said about the maximum discharge from a nozzle it 
might be inferred that the throat area controls the mass flow, which will not 
reach its maximum value unless the back pressure pg is less than the critical 

n 

rw,, / 2 

l)reasure pg- The pressure pg is given by pg = Pil I (p- 327). 

1889 ^^ baval was rosponaible for the introduction of the convergent-divergent nozzle in 


W H E 


22 
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Whilst this is true for a purely convergent nozzle and for a convergent divergent 
operating at the design condition, Dr A. Stodola* showed that the back pressure 
Pg on a convergent-divergent nozzle could be raised until it was between O R and 
0-9 of the initial pressure p, which was maintained constant, without causing the 
mass flow to diminish. 

The reason for this paradox is that on raising the back pressure the diverging 
cone operates on the Bernoulli principle, and converts some of the kinetic energy, 
developed up to the throat, into pressure energy. The proportion of energy 
converted depends upon the angle of divergence and length of the nozzle; hence 
the variation 0-8 to 0-9. 

Nozzles in which the pressure drop is greater than the critical pressure 
drop. 

For a nozzle of correct design reduction of the back pressure below the critical 
pressure releases an additional adiabatic heat drop (a.h.d .)2 (Fig. 173); so re- 



garding Fg now as the velocity of ap})roach, the final velocity of the jet is given by 
Tg = + VI (see equation (1), p. 336). 


A more direct way of obtaining is to regard the complete expansion as taking 
place in a single step, and therefore 

V, = V2!7J(a.h.d.)i+F?. 


SUam and Oas Turbines, by A. Stodola, McGraw-Hill, 1927. 
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111 general the velocity of approach is small and so V\ is small in comparison 

ith the other term under the radical and may be ignored. 

This, however, is not true in the case of reaction turbine blading. 

Friction in nozzles*. 

Tlie effect of friction is to make the available heat drop less than the A.ii.n., and 
therefore, by equation (1), p. 336, to reduce the velocity also, whilst both entropy 
ami s})ecific volume increase. The reduction in velocity and increase in specific 
volume cause the required cross-sectional area to be greater than that for an ideal 
nozzle in which friction is absent. Beyond the throat the combined effects of high 
velofity anti a diverging stream cause friction losses to be heavier than those up 
to the throat, but these losses do not affect the mass discharged, they merely 
increase the area required over that required for frictionless flow, and reduce the 
kinetic energy of the jet. 

If the frietion loss depends upon the square of the velocity, it can be easily 
allowed for by multiplying the heat drop by a factor, since in these circumstances 
the Joss will be proportional to the heat drop itself. 

Tills correction is shown in Fig. 173, where the reheated condition of the 
steam is 

Tlic proper allowance for friction and for defects in the theory must always 
be a matter for experiment, but in general for plate nozzles used in turbines the 
loss u]i to the throat is about i to 1 %, and beyond the throat almost 8 %, of the 
total adiabatic heat droj). With supersaturated flow the greatest loss occurs after 
i‘oiuleiKsalioii begins and is about 20 % of the remaining heat drop. In straight 
air nozzles the loss is about 10 %. 


Plate nozzles. 

Because the issuing jet from a circular nozzle, in which the outlet is inclined 
to the axis of the jet, is elliptical in cross-section, and therefore will not cover 
completely the blades which pass under it, this type of nozzle is never used in the 
best turbine practice. 



Fig. 174. Example of a plato nozzle. 

• If in the equation dQ = dH — vdp/J (see p. 19), dQ is the actual heat added regardless 
as to whether it is supplied from outside or generated by internal friction, then J'ydp/J’ = a.h.d. 

t'bormal equivalent of the kinetic energy, gained so the efficiency of the nozzle 
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To cover the blades completely the nozzle exit should be of the same shape as 
the entrance to the blades, i.e. approximately rectangular, although the corners 
of the nozzle orifice should be rounded for preference (see Fig. 254). 

To ensure the inlet and outlet edges of the orifices being radial the nickel steel 
partition plates are bent over conical blocks. 

The plates are pitched equally in the mould, after which they are cast in 
position. 

Ex. On plate nozzles. 

A steam turbine is to develop 3000 i.ii.P. when supplied with 9 lb. of steam per i.h.p. 
hr. at 200 lb. per sq. in. and superheated by 100° C. 

If the first row of blades has a height of f in. and the nozzle plates 2 in. pitch and 
0-116 in. thick, and are inclined at 14“ to the plane of the wheel, find the number of 
jets required, allowing a suitable radial expansion from nozzle to first blade. Stage 

pressure = 75-5 lb. per sq. in. and velocity coefficient = 0-97— ~ where V = jet 

velocity in f.p.s. 

Lu 3000x9 

feteam now per sec. = = 7-5 lb. per sec. 

' 60 X ()0 ^ 

An expansion of J in. is usually allowed from nozzle to blade to compensate for the 
smaller clear area through the blades in consequence of their greater number than the 
number of nozzle plates, and the lower steam velocity. 

Hence Nozzle height = I in. 

Area for flow at exit per jet 

= (2sinl4°-0116)x J = (0-2419 -0 0058) = 0 1839 sq. in. 

Adiabatic heat droj) -- 54 c.ii.tr. 

/. Ideal velocity -- 300^54 = 2203 f.p.s. 

2203 

Velocity coefficient = 0-97 — = 0-9385. 

Actual velocity = 0-9385 x 2203 
= 2067 f.p.s. 

Let H = heat drop utilised, then 

300 _ 2067 

'300Vr)4 “ 2203’ 

/2n67\2 

Wl-nce " = = 

Setting this off on the Mollier gives a reheated steam temperature of 198° C. at 75-5 lb. 
per sq. in. 

Total heat H = 682-5. 

Whence, by Callendar’s equation, 

V = 2-2436 [^5^^-] +00123 

== 6-5 cu. ft. per lb. 
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Alternatively, by Callendar’e second equation, 


10 


Whence 


r = 1-0706 X ;^-0-4213^?Jj| ' -f 0 01602 

= 6-69 -0-1937 + 0-01602 ^6-5. 

JV^x 0-1839x2067 

Weight per sec. = 7-5 = , 

144 X ti-5 

N = 18-43, say 19 nozzles. 



Fig. 175. 


Design of a steam nozzle. 

The quantities which are usually given are: 

(1) The initial pressure and condition of the steam, or 

(:^) The stage or back pressure, jp^ (i.e. the pressure in the chamber into which 
tlie steam is being discharged). 

(^i) The mass flow, ii;lb. sec. 

brum these quantities we must first determine whether the nozzle is con- 
vergent or convergent divergent, by seeing if the back pressure is greater than or 

n 

less than ^ where n is the index of expansion. 

If the back pressure is greater than or equal to this, the nozzle is merely con- 
vergent and the exact area is given by 

Mass flow per lb. sec. x Specific volume at the reheated exit 

4 ^ _ condition in cub. ft. per lb. 

1 " I ^ = sq. ft. 

300VA..II.D. X Nozzle efficiency 
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If the back pressure is less than the critical jjressure, the throat area must first 
be calculated for the pressure range to throat pressure and then the exit 
area for the range to these areas are then connected by curves and straight 
lines, as shown in Fig. 172. 


Ex. Throat and exit diameters, allowing for friction. (B.Sc. 1925.) 

A convergent -divergent nozzle is to be designed to discliarge 0-15 lb. of steam per sec. 
into a vessel in which the pressure is 20 lb. per sq. in. abs. when the nozzle is supplied 
with steam at 100 lb. per sq. in. also superheated to 200° C. Find the throat and exit 
diameters of the nozzle on the assumption that the friction loss in the diverging part 
is 10 % of the total heat drop. 

Throat pressure = 0-546 x 100 = 54-G. 

Heat drop to throat = 29 

The condition at the throat is superheated and //., = 653 c.H.u. 

Specific volume Vg = -^ ^-[653 — 464] — 0-0021 = 7-79 cu. ft. per lb. 

This value may be checked from the chart. 


Throat area 


0-15 x7 7 9 x 144 
300 V 29 


sq. ill. 


rni . . /0-15x4x]44x7-79 

Throat diameter = / ^ = 0-3643 111 . 

V 71x1614 

Total A.H.D. from inlet to exit = 70-5 c.H.u. 

Kehcated condition at exit = 0*955 dry. 

Specific volume of dry saturated steam at 20 lb. per sq. in. i.s 20 08 cu. ft. 

^ 0-15x20-08x0-955x144 

Exit area = 7=.- — _ , 

300V70-5x0-9 


Exit diameter = 


^0-15x4x144x19-17 
7T X 2390 


= 0-47 in. 


Ex. Ratio of throat to exit area, for thermal equilibrium. (B.Rc. 1933.) 

Show that the maximum discharge through a nozzle takes place when the ratio of 
throat pressure to supply pressure 

where n is the expansion index. 

Steam passes through a convergent-divergent nozzle from a pressure of 120 lb. per 
sq. in. to a pressure of 18 lb. per sq. in. The steam is initially dry and saturated and the 
expansion is assumed to be in equilibrium; the loss by friction in the divergent part is 
10 % of the total heat drop. Find, for the complete expansion, the ratio of the area of 
cross-section at the throat to that at the outlet of the nozzle. 
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Weight discharged per second = A for throat. 
Weight discharged per second = for exit. 

Equating these discharges, 

-^3 _ faPz _ P 2 / Heat drop to throat 
^2 ^ 3/^3 Pa V Heat drop to exit x 0 9' 


Throat pressure = 0-577 x 120 = 09-3 lb. per sq. in. 

Heat drop to throat = 25-0 c.n.ir. 

Heat drop to exit = 77 x 0-9 = 09-3. 

Dryness at exit, allowing for friction, = 0-908; dryness at throat = 0-964. 


Ratio of areas = 


22-16 X 0-908 / 25 
6-23x0-964 V '69-3 


Ex. Nozzle area and effect of velocity of approach. (B.Sc. 1931.) 

The nozzles in the stage of an impulse turbine receive steam at 250 lb. per sq. in. 
and fiO° C. superheat and the pressure in the wheel chamber is 150 lb. per sq. in. If 
there arc 16 nozzles, find the cross-sectional area at the exit of each nozzle for the total 
disi-liLirge to be 620 lb. per min. Assume a nozzle efficiency of 89 %. 

If tlic steam had a velocity of 360 f.p.s. at entry to the nozzles, by how much would 
tlip discliargp be inercLiseil i 

Throat pressure = 0-546 x 250 = 136-2 lb. per sq. in. 

The nozzle is merely convergent as the throat pressure is less than 150 lb. per sq. in. 

Heat drop = 27 c.H.u. 

Velocity = 300V27x0-89 - 1470 f.p.s. 

Total heat in the reheated state = (»83 c.tt.tj. 


Specific volume 
Volume flowing per sec. 


= 2-243Cp*-^g^^®^J-0-0()2 = 3 275 ru. ft. per lb. 


620 „ ax 16 


Heat equivalent of initial K.E. 
Final velocity 


(\ = 0-207 sq. in, 
360 =“ 1 


2(7 1400 


= 1-437. 


= 300V27x 0-89 + 1-437, 


/ / 1-437 \ 

Percentage increase in velocity = I / 1 + ^ 

This will also be the percentage increase in discharge, since the specific volume will 
not be atfected by the velocity of approach. 
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Ex. Initial pressure for a given discharge velocity. (B.Sc. 1931 .) 

A convergent-divergent nozzle is to receive saturated steam and discharge it with a 
velocity of 2600 f.p.s. into a wheel chamber of a turbine where the pressure is maintained 
at 20 lb. per sq. in. Find the pressure of the steam supply to the nozzle box. Assume 
that throat pressure is 0-54 of the initial and that 15 % of the total available heat drop 
is wasted in friction in the divergent portion of the nozzle. 

Let H be the total heat drop in c.H.u., then 

2600 = 300 VO-^, 


// = 



88-4 c.ii.u. 


Mark this length off along a paper strip, and keeping the end A on the 20 lb. pressure 
line (Fig. 176), and the edge vertical, move the strip until point B lies on the saturation 
line. 

Read off the pressure; Pressure = 165 lb. per sq. in. 


2600 fp s 







Ex. Throttling of steam on diagram and nozzle areas. (B.iSc. 1929.) 

The pressure and the temperature of the steam in the steam pipe supplying the first 
stage of an impulse turbine are 200 lb. per sq. in. and 260° C. respectively. The steam 
then passes through a throttle valve into a nozzle box, where the pressure is 150 lb. per 
sq. in. and there are four convergent-divergent nozzles which together pass 50 lb. of 
steam per min. into the turbine, where the pressure is 13 lb. per sq. in. Assuming 10 % 
energy loss due to friction in the diverging part of the nozzles, find their proper throat 
and discharge areas. Nhow clearly on the H(j> chart provided the change in condition of 
the steam in passing from steam pipe into the turbine. 

Across the throttle valve we have a fall in pressure without any change in total heat, 
hence the first portion of the pressure drop is represented by the line 1, 2, or an 
adiabatic drop followed by reheating, shown in the heavy lines (Fig. 177). 
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Throat pressure 
Total heat at throat 
A.H.D. to throat 
Total A.H.D. 

Effective heat drop 

Reheated dryness fraction at exit 

Specific volume at throat 


150 X 0-5457 = 81-9 lb. per sq. in. 
67()-5. 

32 c.ii.u. 

110 C.H.IT. 

110x0-9 = 99 C.II.U. 

0-947. 

2-243G 

[676-5-4C41 + 0-0123 


= 5-84 cu. ft. per lb. 

Specific volume at exit = 0-947 x 30 

= 28-41 cn. ft. per lb. 

Velocity at throat = 300 ^32 = 1697 f.]).s. 

Velocity at exit = 300^99 = 2984 f.p.s. 


w = 


The combined area at throat A 2 = 

The combined exit area = 


AxV xp. 
SOxS-Wx 144 
60xlli97xr 


= 0-4125 sq. in. 


50 _ . . 28-41 . . 


Throat area per jet = 0-1031 sq. in. 

Discharge area per jet = 0-2855 sq. in. 


EXAMPLES ON THE FLOW OF GASES 

1 . The air supplied to a gas engine is drawn throiigli a large box. In one side of the box 
a sharp-edged orifice | in. in diameter. If barometric pressure is 29-8 in., temperature 

22-5'" C., and a manometer containing oil of specific gravity 0-9 reads 21-2 in., find the 
weight and volume of air consumed by the engine per min. at the prevailing conditions. 
= 0-637. Ans. 1-77 lb.; 23-9 cu. ft. 

(B.Sc.) 

2. In using a Venturi meter for measuring the discharge from a fan the following 
pfirticulars were noted: 

At inlet, pressure = 15-62 lb. per sq. in. 

At throat, pres.sure = 13-78 lb. per sq. in. 

Inlet area = 1 sq. ft.; throat area = J sq. ft. Temp. 15° C. 

Find the theoretical discharge of air in lb. sec., assuming that pv = 967, pv^’* = c. 

Ans. 8-95 lb. per sec. 

(B.Sc.) 

3 . During a test on a small air compressor the air is expanded through a throttle valve 

into a receiver. From the receiver the air is discharged into the atmosphere through a 
sharp-edged orifice | in. diameter. If the volume of air after passing through the orifice 
IS 4 cu. ft. per min., its density is then 0-078 lb. per cu. ft. and pressure 14-7 lb. per sq. in. ; 
what will be the difference in pressure in inches of water between the two sides of the 
orifice? Assume a coefficient of discharge of 0-64. Ans. 4-32 in. 
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4. Determine the smallest volume of an air receiver which, when charged with air at 

100 lb. per sq. in. absolute and 80° F., will work a forge fire continuously for one hour, 
if, by means of a pressure reducing valve, the pressure difference over the nozzle is 
maintained approximately constant at 13-5 lb. per sq. in. The bore of the nozzle is ^ in., 
coefficient of discharge 0-625, expansion index 1-4 and 1 lb. of air at n.p.t. displaces 
12-39 cu. ft. Ans. 50 cu. ft. 

5. Air nozzle. (B. Sc. 1930.) 

Air at a pressure of 300 lb. per sq. in. and at atmospheric temperature 18° C. is sup- 
plied to a convergent- divergent nozzle having a throat diameter of 0-5 in. and dis- 
charging to atmosphere. The adiabatic index for air is 1 -4 and the characteristic constant 
is 96. Find the weight of air discharged per minute. Prove any formula you employ. 

Ans. 81*9 lb. per min. 

6. A large mining company has provided 109,000 cu. ft. of compressed air storage. 
The pressure of the air in storage drops from 100 lb. per sq. in. absolute to 25 lb. per sq. 
in. absolute, the temperature remaining constant at 80° F. 

(а) What weight of air is stored initially? 

(б) By what percentage has the weight of air in storage been reduced? 

(c) What energy expressed in b.o.t. units has been liberated? 

Ajis. (fr) 54,650 lb.; (6) 75 %; (c) 92,600 b.o.t. units. 

7. Air supply to internal combustion engine. (B.Sc. 1.940.) 

What methods are available for measuring the air consumption of an internal com- 
bustion engine? 

During a test of a four-cycle gas engine governed by the “ hit and miss ” method the 
measured gas consumj)tion was 127 cu. ft. per hour at 15° C. and 30 in. of mercury. 
The engine speed was 224 r.p.m., and the explosions per minute 59. The air consumption 
was measured by a sharp-edged orifice 1-00 in. diameter; the pressure difference across 
the orifice was 3-56 in. of water, the air temperature 12° C., and the barometer was 
29-5 in. Taking the discharge coefficient of the orifice as 0-6, calculate 

(i) The weight of air supplied to the engine in lb. per minute. 

(ii) The air fuel ratio of the cylinder charge by volume. 

Ans. 1-862 lb. per min.; 5-43 to 1. 


EXAMPLES ON NOZZLES 


1. Critical pressure ratio and discharge per unit throat area. (B.Sc. 1924.) 
Prove that the ratio of throat pressure to the initial pressure in a convergent -divergent 

n 

/ 2 

nozzle is I I » where n is the adiabatic index for the expansion, and find an ex- 
pression in terms of the initial pressure and specific volume for the discharge per sq. ft. 
of throat area per sec. 


Ans. 3-1 
volume in cu. ft. 


V 


Pi is the initial pressure in lb. per sq. ft.; is the initial specific 
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2 Nozzle discharge for frictionless flow, exit diameter. 

The throat diameter of a nozzle ia 0-5 in. The initial condition of the ateam ia 150 lb. 
j*er sq. in. and 220° C.; the sta^e presaure is 21 lb. per sq. in. absolute. Calculate the 
tlisehar^e through the nozzle in lb. per min., assuming that condensation proceeds 
iiDrmally and that friction is absent. 

What difimeter should the exit of the nozzle be made? 

Am. 24-7 lb. per min.; O C03 in. 

3. Nozzle discharge for frictionless flow. Effect of friction on exit diameter. 

(kSenior Whitworth 1923.) 

Tlie throat diameter of a nozzle is 0-25 in. If dry and saturated steam at 150 lb. per 
s(|. in. is supplied to the nozzle, calculate the quantity of steam passing the nozzle 
(liaTiie‘ter at exit in lb. per sec. The exhaust pressure is to be 20 lb. per sq. in. absolute, 
[u answering the above, assume frictionless adiabatic flow and index n = 1*135. 

If 1 0 “{j of the heat drop is wasted in friction, what should be the correct diameter at 
cMt for the steam to issue at the same exhaust pressure? Am. 0-1029; 0-362 in. 

4. Heat drop. 

Obtain an expression for heat droyj in terms of the initial jueshuie and volume and 
|)i (‘ssure ratio when steam expands fromp^v^ according to the \a,w = r. 

Hence And the heat drnj) per lb. wdiere steam expands from 250 to 0-2 lb. per sq. in., 
!ii\ en that the adiabatic index suiting these conditions is 1-117. (^ornpare this value with 
the heat drop obtained from th(i i/0 chart and also from the steam tables. 

Temperature at 0-2 lb. = 284-8° C. absolute; 0 = 0-2. 

Hint. The steam is not dry initially, therefore ^4=1‘135. Am. 196-6 c.H.u. 

5. Expansion index. Throat pressure and velocity. (B.kSo. 1934.) 

kSteam at 150 lb. per sq. in. and dryness 0-95 expands adiabatically through a nozzle 
to a pressure of 12 lb. per sq. in. Assuming thatpi;” = c is the law of expansion, find the 
\ iilue of 71 w hich satisfies the initial and final state points, and use this value to calculate 
the pressure and velocity of the steam at the throat of the nozzle. 

Am. n = 1-134; 861b. per sq. in.; 1460 f.p.s. 

6. Temperature and velocity at throat, and cone angle. (H.Sc. 1924.) 

A nozzle is supplied with steam at 100 lb. per sq. in. and 275° C. Find the temperature 
and velocity at the throat. 

11 the diverging portion ia 2 in. long and the throat diameter J in., determine the 
angle of the cone so that the steam may leave the nozzle at 15 lb. per sq. in. 

Assume a friction loss of 15 % of the heat drop in the diverging part. 

Am. 437° F.; 1750 f.p.s.; Taper 1 in 25 on diameter. 

7. Throat and exit areas. (B.Sc. 1937.) 

Prove that, when steam expands in a convergent-divergent nozzle according to the 
law pv^ = c, the ratio of throat pressure to initial pressure ia 


n 




348 


The Flow of Fluids 

A nozzle is to be designed to discharge 900 lb. of steam per hr. into the wheel chamber 
ofa turbine at a pressure of 141b. per sq. in. If the steam in the nozzle box is at a pressure 
of 150 lb. per sq. in. superheated to 250° C., find the throat and exit areas for the nozzle, 
assuming a 10 % friction loss. Ans. 0-122 sq. in.; 0-325 sq. in. 


8. Effect of velocity of approach. (B.Sc. 1935.) 

The nozzles in a stage of an impulse turbine receive steam at 250 lb. per sq. in. and 
60° C. superheat, and the pressure in the wheel chamber is 150 lb. per sq. in. If there 
are 16 nozzles, find the cross-sectional area at the exit of each nozzle for the total dis- 
charge to be 620 lb. of steam per min. Assume a nozzle efficiency of 89 %. 

If the steam had a velocity of 360 ft. per sec. at entry to the nozzle, by how much would 
the discharge be increased? Ans. 0-2024 sq. in.; 2-8 %. 


9. Overload nozzle. (B.Sc. 1932.) 

The essential dimensions of the nozzles in the first stage of an impulse turbine are 
given in Fig. 178. 



Fig. 178. 


For normal full power 24 nozzles are open, the steam supply being at 200 lb. per sq. in., 
60° C. superheat. The first stage pressure is 120 lb. per sq. in. 

For overload working additional nozzles have to be opened to allow a total increase 
of 20 % in the steam flow. The chamber pressure increases in the same proportion, but 
the supply pressure then falls to 190 lb. per sq. in. at 50° C. superheat. 

Determine the additional nozzle area required. Take a nozzle efficiency of 91 % for 
both conditions of working. Ans. 2-84 sq. in. 


10. The initial conditions of an impulse turbine are 200 lb. per sq. in. absolute, 1 10° C. 
superheat, steam supply 7-5 lb. per sec. It is desired to reduce the temperature in the 
first stage nozzles to 200° C. There are 16 nozzles having plates 0-1 in. thick, pitch 2 in., 
exit angle 14°. Find the nozzle heights, allowing a friction factor of 0-96. 

Ans. Throat 0-466 in.; Exit 0-514 in. 

11. Diaphragm. (B.Sc. 1938.) 

A steam turbine diaphragm contains a complete ring of 75 convergent nozzles: these 
arc of rectangular section and are separated by division plates as shown in the diagram. 
The direction of flow at exit is 18° to the plane of the diaphragm, and the mean diameter 
of the ring of nozzles is 48 in. 
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Before expansion the steam pressure is 100 lb. per sq. in. and temperature 250“ C., 
after expansion the pressure is 60 lb. per sq. in. 

Find the radial width of the ring of nozzles at the exit end to pass 60,000 lb. of steam per 
hr The frictional loss in the nozzle may be taken as 10 % of the available adiabatic 
1m at drop. Ans. 0-325 in. 



12. Expansion through a series of nozzles. 

One pound of steam at 350 lb. per sq. in. absolute, superheated 300° F., is expanded 
to 80 lb. per sq. in. absolute in three stages by means of three groups of nozzles, the work 
done ill each stage being approximately the same, and the stage efficiency being 80 %. 
The expansion in each group of nozzles is taken as frictionless and adiabatic. Find 

(</) The pressure and condition at the beginning and end of expansion in each grouj) 
of nozzles. Ans. 350, 220, 133 and 80 lb. per sq. in.; 300, 223, 250, 168, 197. 

(^») The work done in each stage. Ans. 43-2 b.t.u.; 122, 140° F. superheat. 

(r) The reheat factor. Ans. 1-022. 

(f?) The velocity of issue from each group of nozzles. Ans. 1466 f.p.s. 

(fi) Exit -area of a set of nozzles for the second stage, to pass 35 lb. of steam per sec. 

Alls. 0 1026 sq.ft. 


13. Steam ejector. 


(B.Sc. 1938.) 


Steam issuing from a convergent-divergent nozzle is used to withdraw a smaller 
quantity of steam from a vessel in which water is evaporated at 4-5 lb. per sq. in. The 
‘•perating steam is supplied to the nozzle at 100 lb. per sq. in. pressure and temperature 
-•4) C. and the nozzle efficiency is 85 %. The condition of the entrained steam may be 
assumed to be the same as that of the steam leaving the nozzle, and 15 % of the kinetic 
'uergy of the steam jet is lost in mixing with the entrained steam. The weight of entrained 
is one-fifth of the weight of the operating steam. Finally, the mixture is coin- 
luessed in another nozzle and discharged into the atmosphere at 15 lb. per sq. in. The 
cfhi'iency of the compression stage is 60 %. 

Make a sketch of the total heat-entropy diagram for the various operations involved, 
I'ulicating clearl}^ the important pressure lines, and determine (a) the condition of the 
''team after the jet mixes with the entrained steam but before compression, (6) the final 
condition at discharge. Ans. 0-965; 100° C. superheat. 
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14. Nozzle test. (B.Sc. 1940.) 

In a teat on a steam nozzle the issuing steam impinges on a stationary flat plate which 
is perpendicular to the direction of flow, and the force on the plate is measured. The steam 
leaving the apparatus is condensed and weighed. 

In a particular test the steam supply was at 50 lb. per sq. in., with 80° C. superheat, 
and the exit pressure was 30 lb. per sq. in. The force on the plate was 15-5 lb., and the 
weight of steam condensed was 20-6 lb. per min. 

(а) Using the steam tables, find the theoretical exit velocity of the steam, 

(б) Calculate the velocity coefficient for the nozzle. Am, 1530 f.p.s.; 0-952. 

Supersaturation.* 

In the eiirly theory of the flow through a steam nozzle it was assumed that 
condensation of the steam kept in step with the adiabatic expansion, and if this 
expansion were stopped at any instant no subsequent change w^ould take place 
in the condition of the vapour. Under such conditions the steam is said to expand 

in Thermal equilibrium. 

Now if we consider the expansion of a dry saturated vapour to a ])ressure less 
than the critical pressure the mass flow is given by 

w = 300A2C^P2\Ia.h.b, (1) 

•-> 

for which n = 1-135. 

On using the equation for computing the mass flow it was found that the actual 
discharge was about 5 % greater than that computed, even when the effect of 
friction was ignored; whereas in the case of the expansion of sujierheated steam 
(for which n = 1-3) the two results showed good agreement with theory, the 
calculated discharge (ignoring friction) being slightly greater than the actual 
discharge as one would expect. 

It was found that when the index 1-3 was a])pUed to dry saturated steam, 
concordant results were obtained. This suggested that, up to about 3 % wetness, 
the steam expands as a homogeneous mass, and does not consist of vapour and 
liquid as the condition for thermal equilibrium demands. 

The reason why thermal equilibrium is not realised is that the mechanism of 
condensation, which is a surface phenomenon, is not quick enough in operation. 

The operation of condensation takes an appreciable time and takes place 
partly on the inner walls of the containing vessel, but mostly on the particles of 
dust which are present in enormous numbers in commercial vapours and gases. 

The adiabatic ex])ansion of dust-free vapours requires a reduction in tem- 
perature below the dry saturated temperature, corresponding to the particular 
pressure, before condensation commences on the charged ions that are present. 


* The idea of Supersaturation was advanced by Clerk Maxwell in 1880 . 
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Tliesp ions form the nuclei of drops that at first contain but a few molecules. The 
re(juired tem])eratiire reduction is known as the degree of under cooling and 
nia\ be regarded as a negative superheat. 

When the supersaturation limit is reached, condensation at constant total 
heat and constant pressure proceeds with remarkable rapidity, the energy 
rr)rrcsponding to the latent heat of the steam condensed being shot out as 
nuiitition, thereby elevating the temperature of the supercooled vapour. The 
Mibscquent expansion of the steam may be regarded as taking place in thermal 
(‘(juilibrium. 

Since in the supersaturated state the vapour was unstable, restoration to the 
si able state involves an irreversible operation. 

T]) tr) the cloud limit the steam behaves as if superheated and follows the laws 

p(r — h)^’^ = constant, (3) 

vhcre b — — 0-()0212, 

J’l = (4) 

qmi:\ jri3/3» 

= 2 - 2430 ^^ “^‘*-^- 0 - 002 12 , ( 5 ) 

P 

T^^^^(v — h) = constant. 

Effects of supersaturation. 

Since condensation does not take ])lace during Supersaturated expansion, 
tlien, to satisfy the conservation of energy law during adiabatic expansion, the 
gain in kinetic energy of the steam during the expansion must be at the expense 
of the sensible heat of the steam. In consequence of this the temperature of the 
si cam vill fall below the saturation temperature corresponding to the prevailing 
j)rcssure, and therefore the density of the steam will be greater than for the 
equilibrium condition, giving a proportional increase in the mass discharged. 

A further effect of supersaturation is to reduce the heat drop (for the same 
j)rcssure limits) below that for thermal equilibrium, but since the value of this 
drop occurs under the root sign in equation (1) its effect on the mass flow is slight, 
and is more than compensated for by the lower throat pressure (0-545®, against 
0-577pi). 

A secondary effect of supersaturation is to increase both entropy and specific 
volume immediately the supersaturated condition is passed. 

Measure of supersaturation. 

The degree of supersaturation is conveniently specified as the ratio 
___ The density of the supercooled vapour 

The density of the saturated vapour at the temperature of the supercooled’ 

It should be observed that the ratio of the densities is nearly the same as the 
of the pressures. 
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Experimental proof that condensation is absent in nozzles, 

Stodola, by using a glass nozzle which was strongly illuminated, showed that 
drops of water were absent until the steam had cleared the nozzle by a consider- 
able distance. 


The limit of supersaturation (Cloud limit). 

A drop of water may be regarded as a collection of molecules in an elastic 
membrane which can withstand a considerable pressure difference across the 
membrane, particularly when the diameter of the drop is small. 

Lord Kelvin* showed that the vapour pressure p in a fog containing drops of 
radius r was given by the equation 


j) 1 2fr 


( 0 ) 


where Pg is the saturation pressure corresponding to a flat surface, i.e. when r 
is infinite, 

O’ is the surface tension of the membrane, 

R is the gas constant, 

Tg the absolute temperature corresponding to pressure 
p the density of the liquid in the droj). 

By assuming that condensation commences with the formation of droplets 
of the same size, H. M. Martin, in 1918, by considering r as 5 x 10 cm. at 80° V. 
reduced Kelvin’s equation to 

login ^ = 3-75^-. (7)t 

"s -^S 


O’ = 7G 0S(1 — 0 002^^-1- 0 00000415^1) dynes per sq. cm (S) 


Now since a pressure difference is required to disintegrate a drop, a similar 
pressure difference is required in its formation, and C. T. R. WilsonJ showed that , 
in the absence of dust, condensation did not occur with moist ure-ladened air 
until plPg> 8. When this limit was exceeded a cloud appeared, almost instan- 
taneously, throughout the whole of the vapour. 

By using equations (7) and (8) in conjunction with Callendar’s equations for 
steam, H. M. Martin plotted on the H(f> chart a line which lay between the 3 and 
7 % wetness lines and which rei)resents the limit of suj)ersaturation. In honour of 
C. T. R. Wilson,§ this line is known as the Wilson line. 

The line is plotted by selecting various saturation pressures and, by refer- 
ence to steam tables, the corresponding values of and may be obtained. 


• Phil. Mag. 1870. t 8oe Engineering, vol. cvi, p. 161. t Phil. Trans. 1897 
§ Mollier diagrams on which the Wilson line is plotted are difficult to obtain. Longman 
Green and Co. publish a chart bearing this line in Goudie’s iSteam Turbines. Jeans deduced 
from viscosity experiments, that the radius of a molecule of water was 2-29 x 10“® cm. 
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By inserting these values in equations (7) and (8), p. 352, p may be evaluated, 
and by reference to steam tables the corresponding saturation temperature t is 
obtained, whence the degree of negative superheat is (^ — The Wilson line is 
now plotted in exactly the same way as the superheat lines are plotted from 
C'allendar’s Tables, which gives H and 0 in terms of the pressure and degree of 
superheat. 

Fig. 18U shows a portion of an HtJ) chart with the negative superheat lines in 
the supersaturated field. Into this field are produced the constant pressure lines 
from the superheated field; so that a point of discontinuity occurs at E. Because 
of tliis discontinuity the supersaturated heat drop is less than the heat drop 
A(^ which occurs when the expansion takes place in thermal equilibrium to the 
same final pressure. 

TJie rajiid condensation which occurs wdien the Wilson line is crossed causes 
the ciitroy)y to increase by BD in ])assing from the constant pressure superheat 
line to the constant pressure saturation line. 


The supersaturated state shown on the T4> diagram. 

Because of the irreversible operation involved in sui)ersaturatcd flow the T0 
tUagram is not particularly suitable for demonstrating this expansion. 

The Wilson line is first established on the Tij) diagram by producing the super- 
heated constant pressure lines into the wet field. From points such as D (Fig. 181) 
measure the degree of undercooling vertically downwards to establish the hori- 
zontal line EF\ the intersection of this line with the constant pressure line BD 
tlien esta})lishcs one point E on the Wilson line. Other points are obtained in the 
same way. 

The ]uocess of sui) 0 rsatur ated expansion is probably best understood by first 
considering the expansion of superheated steam where the final state point, 
is still in the superheated field, since negative quantities are not involved in this 
problem, w hich is shown in Fig. 182. On this diagram the work done is shown 
dotted and is the difference in total heats — 

Now Bg may be regarded as the total heat of dry saturated steam at (7, plus 
the superheat 5(7^3 — T,^). In the case of undercooling Tg < TgJ that the superheat 
is negative, and therefore the heat rejected s{T^ — T^'\ is less than 

(/tg + Bg), but greater than the rejection (which obtains when the expansion 

is in thermal equilibrium) by the small triangle DCB (Fig. 183). 

The series of similar triangles, such as DC'B\ may be used to correct the work 
done in thermal equilibrium in order to indicate the actual work done in the 
metastable condition, which is shown dotted, Fig. 183. 

Since the heat represented by the triangle DCB is not converted into work, 
then, during the irreversible operation, it dries the stream at constant pressure 
and constant total heat; thereby causing an increase in 0. 
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Fif,'. 182. Fig. 183. 


Ex. Dry Sfiiuratod stoam at 100 lb. per sq. in. is expanded in a nozzle until the rloud 
limit is reached. Determine 

(а) The critical pressure. 

(б) The pressure and temperature i\hen the cloud limit is reached. 

(c) The saturation pressure corresponding to the underi'ooled temperature. 

(d) The .specific volume at the beginning of condensation and that at the end. 

(f) The degree of supersatiiration. 

(/) The heat droj) and the increase in entropy. 

Eor the formation of a drop of water equations (1) and (2) must be satrsfied. 


tr = 7G-08(1-0-002^, + 000000415«2). (1) 

logiuJ = 3"5vr- m 

Pi 

Assign values of and T„ and obtain the ratio pjp„ thus: 

Table I 


Table I 



ViPs 

Vs 

V 


Undercooling 

t-t. 

(U) 

5-81 

2-88 

16-87 

103 8 

43 8 

70 

5 4 

4-6 

24-8 

115 3 

45-3 

80 

5-01 

6-87 

34-45 

1260 

46-0 

90 

4 41 

10 4 

45 9 

135 3 

45-3 

100 

4 3 

14-(iD 

63-1 

146-7 

46-7 




The Flow of Fluids 355 

For supersaturated expansion the relation between pressure and temperature is 
given by 



where is the undercooled temperature, 

J'] is the initial temperature of the steam, 

Py is the initial pressure of the steam, 

p is the vapour pressure when the pressure within the drop is p^ and the tem- 
perature 

By assigning various values to p the values of T, may be obtained for = 100 lb. 
per sq. in., = 437-5“ C., thus: 


Table II 


p 

T, 


P. 

60 

388-5 

115-4 

23 

50 

373 0 

100-0 

14-7 

45 

3640 

91 0 

10 4 

40 

354 0 

81-0 

7-1 

35 

343-4 

70-3 

4-6 


Comparing Tables I and II it will be seen that whenp = 35, equations (1), (2) and (3) 
are satisfied simultaneously. 

Hence the pressure at the cloud limit is 45 lb. per sq. in. and the temperature 90° C.; 
th(‘ saturation pressure is 10-4 lb. per sq. in. 

Fur the expansion 

1 

r - (100212 = 

V = ^ (4-429 -000212) + 0-00212. 

Specific volume at the beginning of condensation 

V = 8-187 cu. ft. 


To obtain the specific volume at the end of condensation at constant total heat, first 
obtain the total heat from the equations 

V = 2-2436 ^^"'***^^ -0-00212, 

P 


„ /8-187 + 0-002\ ,, 

^ = 628c,h.u. 


Applying this to the chart, the intersection with the constant pressure line in the 
wet field locates the dryness as 0-955. 


21-2 
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Hence the specific yolume at the end of condensation 

= 0-955 X 9-396 = 8-96. 


The percentage increase in volume during condensation = 
The specific volume at 10-4 lb. per sq. in, = 

The degree of supersaturation = 


01J3 

S-187 

3702 

37-02 

8-187 


= 9-45 %. 
cu. ft. per lb. 
= 4 53. 


The pressure ratio is 4*41. 

Initial total heat at 100 lb. per sq. in. = 661-5 
Final total heat at 45 lb. per sq. in. — 628 0 
Heat drop = 33-5 


Had the expansion been in thermal equilibrium the Jieat drop from the 
chart = 35 c.h.u. 

35 — 33-5 

Increase in 0 = — — = 0 00368 rank. 


Ex. Ex|)lain what is meant by the supersaturated expansion of steam. 

Compare the mass discharge of a nozzle supplied with steam initially dry and satur- 
ated, that is expanded in thermal equilibrium to the critical pressure, with that of a 
similar nozzle in which the expansion is supersaturated. 

The mass discharged per sec. 


= w 




yPiPl- 


?1 + 1 ‘ 


( 1 ) 


For the expansion, in thermal equilibrium, of intially dry and saturated steam, 
n = 1-135; for supersaturated flow, n = 1-3. 

Substituting these values in (1) and considering that is 1 sq. ft. area and that 

Pi is in lb. per sq. ft. : 

For thermal equilibrium 


For supersaturated flow 


'i;, 2-135 


604 


V 


lb. S(‘L“. ])cr sq. ft. 


\2-J/ V ^ 2-3 V 


The percentage increase in discharge due to considering the flow supersaturated is 


100 


/3-786-3-^4\ 
\ 3-604 / 


3h04 


Ex. Exit velocity and the degree of undercooling. (B.Sc. 1940.) 

Briefly explain the phenomenon of supersaturated expansion of steam, and its effect 
upon the discharge from a nozzle as compared with expansion in thermal equilibrium. 

SteanCl expands in a nozzle from a pressure of 80 lb. per sq. in. and temperature 210° C. 
to a pressure of 20 lb. per sq. in. under supersaturated conditions. Assuming there is no 
frictional loss, calculate (a) the exit velocity, (&) the amount of undercooling. 
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Under supersaturated conditions the heat drop is given approximately by 


71— T 

-i -J L W J’ 


To determine we uan use Callendar’s equation 

2-243H 

'y = 1//-4()4]-00021. 

P 

H may bo obtained from the steam tables if we know the degree of superheat, thus 
Steam temperature — 210 0° C. 

Saturation temperature at 80 lb. per sq. in. ^ L55-6 
Degree of superheat — 54 4° C. 

n = 080-6 c.n.iT. 

2-243(i 

- — [()86*6 — 464J = 6*25 ou. ft. per lb. 

aU 

]-3 HO X 144 X 6-25 
1400 

Exit velocity = 300V^ + 2338 f.p.s. 

Final temperature of the supersaturated steam is given by 


■ 

n r. 

/i 

!0\i3 

H 

») J 


^^liy (210 + 273) = HSO'H” ('. Abs. 


Saturation temperature at 20 lb. per sq. in. -- 3K2-0 
Degree of undercooling = 31-2° C. 


Recent work on supersaturation. 

In their excellent paper, “Pressure 
distribution in a convergent- divergent 
steam nozzle ”, by A. M. Binnie and M. W. 
Woods,* the authors have shown that the 
theory of supersaturatioii, just outlined, 
is Jiot absolutely precise. Condensation 
was not found to take jdace at constant 
pressure and constant total heat, but a 
sharp rise in pressure of almost 1 lb. per 
sq. in. occurred soon after the Wilson line 
was crossed (see Fig. 184). 

Condensation was never found to occur 
until the throat was passed, and therefore 
the pressure rise did not influence the mass 
discharged. This may be confirmed from 
the Mollier diagram where, commencing 

* Proc. Inst. Mech. Eng. vol. cxxxviii, 193B. 
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with steam initially dry and saturated, and regarding the flow as supersaturated, 
the wetness at the throat is less than that shown by the Wilson line. 

As would appear natural, the drying effect of friction on the steam is to prolong 
supersaturated flow, but, after tlie peak pressure is passed at the flow continues 
in thermal equilibrium (see Fig. 186). 

The process of supersaturated expansion as revealed by Binnie and 
Woods’ experiments. 

Binnie and Woods illustrated their theory of supersaturated flow by Figs. 
185 and 186. 




Increase 
IN ^ Due 
td Fhictidh 


Expansion 
IN Thehmal 

EruILI BRIUM 
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On the pv diagram lS3i represents the expansion in thermal equilibrium 
allowing for friction. From S to 3^ the steam is wet. 

The supersaturated expansion line diverged from IS3^ at S, up to the point 
A, where condensation commenced. Condensation was attended by a pressure 
rise and contraction in volume up to point B. From B the expansion continued 
in thermal equilibrium, the friction loss from 5 to 3 being about 20 % of the heat 
drop B3. The exponent n for this portion of the ex 2 )ansion is considerably less 
than 1-3. 

On the Mollier diagram the expansion to the throat is isentropic; beyond the 
throat the friction loss is considered as a constant proportion of the subsequent 
heat drop, and if thermal equilibrium obtains this moves the isentropic state 
[)onit from 3^ to 3, . 

To allow for su]iersaturated conditions the ex 2 )ansion is almost isentropic, 
entailing an increase in total heat at the expense of a reduction in velocity. 
Finally, the expansion B to 3 takes ^dace in thermal equilibrium. It should be 
noted that high degrees of sui)crheat shorten the length ^3. 

Supersaturated flow in a turbine.* 

Although supersaturation occurs in turbine nozzles, yet there is little evidenee 
of it in the stages themselves, and a turbine in which the effect of supersaturation 
is ignored evidently behaves as well as one for which allowance is made for 
su 2 )ersaturation. This is probably due to the fact that, whilst sui)ersaturation 
reduces the heat drop, it at the same time reduces wetness and causes the volume 
to contract, thereby causing a considerable reduction on the terminal loss at the 
turbine exhaust, since this loss dej)pnds upon the square of the specific volume. 

The slightly increased reheat with sujjcrsaturated flow will also have an in- 
fluence, but it is more than probable that the empirical coefficients employed 
in the design of turbines automatically allow for the total effect of the various 
influences. 
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EXAMPLES ON SUPERSATURATION 

1 - What evidence is there that steam may be supersaturated after rapid adiabatic 
expansion? Discuss the possibility of this state continuing in a turbine that is supplied 
with superheated steam. 

2. Limit of supersaturation. (B.Sr. 1921.) 

Explain what is meant by the supersaturated expansion of steam, and give some idea 
of the limits within which the condition is possible. Steam is expanded from 60 lb. per 
sq. in. absolute and 170“ C. to a pressure of 20 lb. per sq. in. absolute. If the expansion 
is supersaturated, and occurs with a friction loss of 5 %, determine the actual and 
isentropic drops and degree of undercooling. 

For supersaturated state you may use the approximate Callendar equation: 

r = 2-2436 


= constant, = constant. 

Take specific heat as 0-52. Specific volume at 60 lb. per sq. in. absolute and 
179° C. = 7-685 cu. ft. Ans. 46, 48 c.n.u.; -3M° C. 

(B.Sc. 1926.) 

3. Prove that in the case of a fluid undergoing isentropic expansion in a nozzle in 
accordance with the equation pv” = constant the discharge per unit area of cross-section 
at the throat is given by the expression 

I 

V (rn-l)rj’ 

where and 7^1 are the initial pressure and volume respectively. 

Wliat values would you select for n when the steam expands in such a way that 
(1) it is in thermal erpiilibrium at each stage during expansion and (2) it remains dry 
and becomes supersaturated? 

4. Supersaturated flow, (B.8e. 1936.) 

kSteam expands through a nozzle under suj)ersaturatpd adiabatic conditions, from 
an initial pressure of 120 lb. per sq. in. and temperature 220“ C. to a final pressure of 
40 lb. per sq. in. Determine the final condition of the steam, and the exit velocity. 

Compare the mass flow through the above nozzle with one in which the expansion 
takes jdace under conditions of thermal equilibrium. The following relationships may 
be used: 

„ 2-2436(/f-464) , P 

V= — , pv^ ** = constant, = constant, 

p p . 

where V is the specific volume, H is the total heat per lb., p is the pressure in lb. per sq. 
in., and T is the absolute temperature. 

Ans. Degree of undercooling, 21-2“ C.; Dryness fractif)n for thermal equilibrium, 
0-977. Since the throat pressure is in the superheated field, the discharge will be the 
same for both flows. 
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5. Heat drop and degree of undercooling for supersaturated flow of steam. 

Describe, with the aid of sketches, how the metastable adiabatic expansion of steam 
is represented on T0 and H<j) diagrams. 

Steam at a pressure of 100 lb. per sq. in. superheated 20° C. expands adiabatically 
in a nozzle to 30 lb. per sq. in. without any water separating out. Calculate the loss 
of available energy and the range of supercooling which occurs as a result of super- 
.situration. 

r = r 2-2430 ^^-in - 0-00212, ^ . = constant. 

L P J T - 

Ans. 3 0 c.n.iT.; 47-[)°C. 


6. Velocity and area at the throat and exit of a nozzle. 

Assiiniinr? supersaturated expansion, and neglecting frictional losses, determine 
tlip velocity of the steam and the cross-sectional area at the throat of a nozzle when 
(iO lb. of steam per min., initially at a pressure of 125 lb. per sq in. absolute and 200° C., 
lloAV through a convergent-divergent nozzle. Also calculate the degree of undercooling 
at tile throat. 

Assuming a frictional loss of 12 % of the heat drop from the throat, calculate the exit 
area of the nozzle and the velocity of steam issuing from the nozzle if the pressure in 
the stator is 2 lb. per sq. in. 

Ans. 1020 f.p.s., 0-547 per sq. in.; 12-9° C.; 3570 f.p.s., 6 01 per sq. in. 
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Introduction. 


THE FLOW OF HEAT 


The importance of heat transmission in engineering cannot be overrated, it is 
every bit as important as the flow of fluids, but, unfortunately, many more 
variables* are involved and it is imjiossible to sej)arate and treat them one at a 


time. 

In the majority of cases that arise in engineering practice, heat flows from some 
medium through a solid retaining wall into some other medium. To effect this 
transmission of heat a temperature difference — is essential, as is also an 
area A through which the heat can flow. It would also appear that the thicker 
the material x in the direction of tlie flow of heat, the smaller the amount trans- 
mitted for a given temperature difference. 

These observations may be formulated thus: 


Heat transmitted per second = H = 


k-A{T,^] 

X 


( 1 ) 


The constant k is the Thermal conductivity of the material, and is the 
quantity of heat passing between opposite faces of a unit cube in unit time when 
unit temjjerature difference is maintained across the faces. 

It should be observed that and arc the temperatures at the surfaces 
of the metal itself, and these may be very diflFerent from the fluid temperature. 

In the case of i.c. engines it is not uncommon to have a gas temperature of 
2000° C. above a piston which may be melted at C00° C. 

It is the oxide or scale film on the metal, or the inert film of fluid, which is 
responsible for by far the greatest resistance to the flow of heat. 
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For an elemontary thickness dx of the plate equation (1) becomes 

II I A 

( 2 ) 

The negative sign must be introduced since dT jdx is in itself negative. 

* The flow of heat through a condenser tube involves nine variables. 
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B T XJ 

In the British system Ic has the dimensions j and for insulators 

foot, hour, °F. 

like cork 4 = 0-02, and for copper, one of the best conductors of heat, k= 240. 

Conduction through flat plates. 

By the Kinetic Theory, the conduction of heat through a flat plate may be 
explained in the following way. 

The molerules of the high -temperature fluid move far more rapidly than those 
of the low-temperature fluid, and therefore the face AB of the plate in Fig. 187 
is aubjeeted to a more violent bombardment than is the face CD. 

An elementary theory explains that this bombardment is transmitted through 
the plate to the cold fluid in much the same way as a shunting engine transmits 
its momentum to a line of trucks. Actually the exact mechanism is nut thoroughly 
understood, but it must be similar to the mechanism of conducting a current of 
(‘h‘cti iei1y, since the laws of heat flow and electricity are similar. 


Ex. Brick wall. 

Calpulate the heat loss through a f) in. brick wall per sq. ft nf siirfrice if the tem- 
perature difference across the faces is 200° F. and the coefficient of conductivity is 0-4 


n T.F. 
ft. hr. 


n = 


0-4 X 200 

9 


=^107 B.T.TJ. per sq. ft. ])i'r hr. 


Radial flow through a thick cylinder. 

Numerous cases arise in ]iraetiee of heat 
through the walls of a tube, the temyiera- 
ture along the tube being regarded as con- 
stant, and greate.st at the inside. 

At radius r (Fig. 1 K8) the surface area is 
2Trrl, and by equation (2) 

II = —k27Trl^f^. 

dr 

Separating the variables and integrating 
between the radii and 

Hi -^-27rfcl\ dT, 

Jr, r J 

= -2nkl(T,-T,). 

. ^ 27ikl{Ti- T^) 


flowinp; from one fluitl to another 



2Trkl(Ti-T ^) 

(log^r^-log.ri)' 


( 3 ) 
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When r^, then log, - log, ^ ^(log, r). 


d . ^ Sr 

S^og,r = j\og,rSr = j. 


Hence for thin tubes: 


H = 


27rkl(T^-T^)r 

dr 


which is the flow through a flat plate of thickness dr and area 27Trl. 

Equation (3) may be used in the experimental determination of k by taking a 
thick-walled tu))e, inserting thermocouples at radii and r^, and noting the 
temperature drop (^i — ^ 2 ) over length I of the pipe when w lb. per sec. of a fluid 
having a specific heat s are circulated through the pipe, thus: 




27TkI( T,-T,) 

log, 


Logarithmic mean radius. 

It is sometimes convenient to express radial flow in terms of the same flow of 
heat through an equivalent flat plate of thickness (rg — for which the equi- 
valent area is required. 

Equating the flows, 

^2nkl{T,-T,) ^kA^{l\-T,) 

log, /•. /'i /-a-z-j ’ 

‘ ‘ loge»'2/'’l logf^a/^i’ 


The quantity * j* 
loge''2/''l 


is known as the Logarithmic mean radius. 


Ex. Lagged pipe. 

What is the heat loss per hour from 1 0 ft of 1 in bore steel j)ipc carrying dry saturated 
steam at 165 lb. per sq. in. absolute if it is lagged to a depth of 2 in. with magnesia 

B T XT 

pipe covering for whirh k = 0 04 ^ The tennierature directly beneath 

ft. per hr. per I . ^ 

the canvas is 00“ F. 

The outside diameter of the pipe is 1*315 in., and, for the small heat flow, the tempera- 
ture at the inner surface of the lagging may be assumed equal to that of the steam, viz. 
366° F. at 165 lb. per sq. in. 

Outer diameter of lagging = 5-315 in. 


„ _ 277x0*04x10(366-00) , 

Heat flow = — = 40*8 b.t.u, per hr. 

- 5*3 Jo 


(B.Sc. 1938.) 


Ex. Derive from first principles an expression for the heat flowing by conduction from 
the inner to the outer surface of a long thick-walled cylindrical shell. 

A pipe 6 in. external diameter carried steam at 300° C. and is covered by lagging 1*0 in. 
thick having a thermal conductivity of 0*03 c.n.u. per sq. ft. per hr. per ° C. per foot 
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thickness. If the temperature of the exposed surface is observed to be 50° C., estimate 
the rate of heat loss per foot length of pipe. 

27rx 003(300 -50) 


H = 




= 1C3-7 C.H.Tr. per hr. per ft. 


Radial flow through a thick sphere. 

Using the same notation as for the cylinder, 

II = -Unr^^, It p-,' = - 47Tk P’dT, 

Jn Ji'i 


^ ^(Tj -^) ^ 4nkr ^ r.^(Tj - 

(1/^1- l/rj)’ (i-i-h] 


Conduction through several bodies placed in parallel. 

With conductors in parallel each may be considered independently of the others, 
the total heat flow H being the sum of the individual heat flows. 










X., 


X. 


+ elc., 


wlierc resistance 7\ = 1, 2, 3, etc. It is this resistance that requires 

the temperature difference to yuoduce unit flow of heat in unit time. In this 
respect it is equivalent to electrical resistance R = EjC, i.e, the e.m.f. per unit 
current. 


Conductors placed in series. 


In jnactice we arc more usually concerned v ith the flow of heat through several 
conductors placed in series than through a single clean plate, since surface deposits 
may be regarded as additional conductors, placed in series. 

If, in the first instance, we assume that there is no loss of thermal potential at 
the contact surfaces, then the temperature gradients will be as shown in Fig. 183, 
and by equation (1), p. 302, 


H = 

^1 ^ ^ X. 




(T,-T,) 


In this equation the areas have been given different values to make it of general 
application. In the case of a curved surface the contact areas are continuous, yet 
differ in area: 


Hx. 


Hx 


3 


Hx., 
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Adding these equations together, 
Tj V ^1 , ^ 2 = 

Ms 
T,-T, 


11 = 


T,-T, 


I -^2 I 

^I'^l ^^3-^3 





Fig. 189. 


where 72^, 7^^ individual 

resistances. 

Imperfections in surface contact due to 
scale, surface roughness, air pockets, etc. 
cause an abrupt drop in temperature at 
each surface, and, as a rule, this absorbs 
far more thermal potential than do the materials themselves. 

Because of this, instead of attempting to obtain the separate conductivities 
of the materials and their contact films it is customary to measure the resistance 
R of the combination taken as a whole, and to express this as the Overall 
thermal resistance to heat transmission. 

Most industrial investigations on the flow of heat have been directed to 
obtaining this Overall coefficient. For original investigations the individual 
resistances are sometimes required. 


Ex. Insulated furnace wall. 


A furnace wall is made up of 9 in. of firebrick, 3 in. of insulating brick, ^ in. of red 
brick. The temperature at the inner surface of the wall is 1 500° F. and at the outer surfa ce 
150° F., and the average conductivities of the three types of brick are 0-7, 0 07 and 0-5 
respectively. 

Neglecting the resistance of the joints, calculate the temperature at the interfaces 
between the different kinds of bricks. 


Considering 1 sq. ft. of surface: 
Resistance of firebrick 

Resistance of insulating brick 


9 

12 X 0-7 
3 

12 X 007 


107 


3-57 


Resistance of red brick 
Total resistance 


3-5 

12x0^5 


= 0-583 

= 5-223 


Heat flow in b.t.ij. per sq. ft. per hr. 


(1500-150) 

5^3 


258-3. 


Temperature drop through fire brick = 258-3 x 1-07 = 270° F. 

Temperature drop through insulating brick = 258-3 x 3-57 = 922° 
Temperature drop through red brick = 258-3 x 0-583 = 151° 

Interface temperatures: 1224° F., 302° F. 1349 F. 
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Mean temperature difference for a tubular evaporator or condenser. 

When a fluid A (see Fig. 190) is passed through a tube with the object of 
evaporating or condensing another fluid B at constant temperature the 
fluid A will lose or gain heat during its passage through the tube, and therefore 
the temperature difference (fp — which promotes heat flow will vary along 
the tube. 



Fig. 190. 


The lieat flow through an element of length dx is given by 

dll -- dx heat units per hour, .. (1) 

wheie R is the overall resistanee to heat flow per unit length of tube when is 
nuMsured at tlie axis of the tube. 

The heat flow dH will raise the temperature of fluid A by an amount 
when a mass w lb., of specific heat 5, circulates per hour: 


A 


Integrating (2), 




= (3) 

Ihe mean temperature difference fe — is that temperature difference 
which, when remaining constant along the length L of the tube, will produce the 
same rate of heat flow as does the variable temperature difference, thus by (3) 
and (1); 

Heat flow = jdH = J e '^^^dx. 
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H = ws(tg - 1^1 - e , 

H produced by mean temperature = (5) 

Equating (4) and (5), 

(fu-*A\n = [l-r-^']. (C>) 

^’'5 /t? — * 

To eliminate — and e from (C), make use of equation (3), thus; 
L 

When X = L,t^ = so that 

= (7) 



By (7) and (8) in (G), 

- — tt^F' = "'jr-fi <“• 

'“6 —r r ' '•« M" 

VB ^AoJ VB~K\o' 

For design work this equation is more convenient when expressed in tlic form 



\hi uh/i A , 9 


...(lU) 

i.e. 

0 =- - 
2-31og,„y,/y; 

... 

...(11) 


where 0^ is the mean temperature difierence, 

0^ is the temperature difl'erenee at inlet, 

0^ is the temperature difference at outlet. 

Equation (11) was first deduced by Grashof and is widely cmplD3Td in the 
design of heat exchangers, although, strictl}^ speaking, it only gives the correct 
mean when the assumptions made in its derivation are satisfied. In condensers 
and evaporators, where some of the tubes are submerged, or when air is present, 
ijj cannot be constant, and yet the equation has been successfully applied by 
engineers, and the experimental constants involved in heat flow computations 
have been based on the logarithmic mean temperature. This mean gives a lower 
rate of heat transmission than is actually realised in practice, and therefore 
heaters, designed on this basis, will transmit more heat than calculations would 
credit. 
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For steam condensers 6^ is the difference between the temperatures of the 
incoming steam and the outgoing cooling water, and 0^ is the temperature 
difference between the steam and the incoming cooling water. 

Obviously the equation does not depend uj^on the direction in which the fluid 
flows or upon the number of since these are only introduced to make the 

condenser or heater more compact. On placing the consecutive passes end to end 
we have but one long tube. 

The equation can be applied to cross-flowf heaters since, over each tube, 
the temperature tj^ is sensibly constant, but varies from tube to tube, so that each 
tube should be made the subject of a separate calculation. 


Ex. K surface condenser of the two-flow type has cooling water entering at 60° F. and 
leaving at 75° F. The temperature of the steam entering the condenser is S.']°F. and the 
temperature of the condensate is 78° F. Find the logarithmic mean temperature 
diflereneo, and c*ompare this with tlie arithmetic mean. 


0 


)n 


(7H-G0)-(8.3-75) 



i2r)°F. 


Oa. = 


7S-G())H 


Parallel flow in plate or tubular heaters. 

In iiiciny forms of compact heat exchangers the fluids are conveyed in double 
pqies — one fluid flowing on the outside of the pipe which carries the other fluid, 
and in the most efficient form, with the object of obtaining a fairly constant 
temperature difference across the division, the fluids flow in opposite directions, 
givdng rise to counter-flow lieat exchangers. t 

To obtain an exj)rcssion giving the temjjcrature at any i)oint in a parallel-flow 
or counter flow heat exchanger, and hence the rate of heat transmission, the 
following assumj)tiuns are usually made: 

(r/) Tlie heat flow^ is jirojjiaiional to the temperature difference over the tubes. 

(I)) The velocity of fluid flow^ is invariable. 

(c) The specific heats of the fluids are constant. 

(rZ) There is no longitudinal flow of heat. 

d'hc analysis is further simplified by considering everything positive. 

* Each time a fluid traverses the length of a heat exchanger it is said to have made a pass. 

t In cross-flow float exchangers the two fluids move normal to each other, for e.g. in a 
iniitor car radiator the cooling air moves normal to the water. 

X Trnvpthick used a contra-flow exhaust food heator. 


W H E 


24 
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Let and Wj^ be respectively the masses of cold and hot fluids flowing in A 
and B per unit time, 

8^ and Sjj be the respective specific heats of fluids in A and 5, 
hi and be the respective inlet temperatures, 
tA. and be the outlet temperatures, 

A be the surface area up to any point x, 

Afj be the surface area up to the outlet, 

K be the overall coefficient of heat transfer between the fluids. 



Fig. 191. 


In traversing the elementary area dA the hot fluid will lose heat to the cold 
fluid, with the result that the temperature of the hot fluid will decrease by an 
amount dtj^, whilst that of the cold fluid will increase by an amount dt^. 

Per unit time the heat transfer is 

— WjjSjjdfjj = = K(fjj — tj)dA. ( 1 ) 

The first two terms in (1 ) may be integrated over the length 0 to a* for which the 
terminal temperatures, in the case of parallel flow, are and respec- 
tively. 

j tji* j ij^i 
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^77) = '^U^A(^A~^Ai)'^ 

from Avhirh 

'^Id^A 


Equating the first and last terms in (1) and substituting from (3) for t^, we have 
— w’^ dtjf = K \ij^ — tji— (^j?i ~ ^77)! > 

L J 



— 


'ir . ,s' 


{'A 


til + 7^!^ hi + (^/?» “ ^Ai) 


ka( ^-+-’-1 

, ,, . tr,:-\-[tu.’-T,:]e 

'I4 "•■ ''^B L ^ ^A 

»:r'>.4 fn+ 'i'nSjiiBi , Kt - *Ai) 7^ 


_j_ g 

■'U + '^'b % "'a ■‘ii + % 


0.' ~ hji~ 


Bj' (3) and (4), 


’'VAihii-f.ii) 


KA 


1 — c 


f— + ' ) 

VO 'I ’''nW 


, _ , ,'<('b^bK _t .’O’AM^nizM 


] -e j , 


Cl - Cii + 


B'/jS/j(tj/f — f^,) 

Wk'll + "’b«b 


1 — e 


/ 1 Y 


.(4) 


.( 6 ) 


Total rate of heat flow in parallel flow pipes. 

By equation (1) the heat flow through an elementary area dA is given by 

dH = Klts-tJdA. 

Substituting from (4) and (5) in this equation gives 


dff = K 


’ 1 — r 


('Bi-<ai) 1-1- 




-J {vU^A + '>«B«n]l \dA, 


24-2 
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^ 1/4 WjjS^J 


II = 


i’Hi-in) f, . 


(C) 


Logarithmic mean temperature difference. 

The mean temperature difference which, when multij)lied by KA^, 

will give tlie sanif^ rate ot heal flow' as that given by equation ((j), may be obtained 
from equations (4), (5) and (G), thus: 

When^ is given the value in (4) becomes and in (o) becomes 
and .subtracting ^ ^ 

(t 4 \ (t I \ V' 1 '’1 * 

i^Iin (/In) i^Iii ^ii)^ ■ (7) 

■■■ ^ )■ (8) 

By (7) and (S) in (G), 

Heat flow jrcr unit time 

= {tu - fl)m A'^4„ = r 1 - " . 


•^'(rir) 




Ui)~~ i^Iin~Uo) 


(fn-UA ' 

\hio~^AJ 


This equation is similar to equation (10), p. 3G8, the mean temperature differ- 
ence being expressed in terms of the temperature difference at inlet and outlet. 

Counter-flow heater. 

The tem|)eraturcs and rate of heat transfer in a counter-flow lieater may be 
obtained fiom the expressions for parallel flow heaters by rcveising the sign of 
one mass flow w (since this is a vector quantity) and interchanging the inlet and 
outlet temperatures of one fluid — the section at which one fluid enters being the 
outlet for the other. 

Replacing in the previous equation by —Wj^ and interchanging and 
W'e have 


- ^JSi + 


® 1 (^J?i ~ t'Ao) 


4 _f I 

A - Ao~^ V 1 — 




y 

'u:4s,; 
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In the design of heaters the inlet temperatures of both fluids are usually known, 
as is also the required outlet temperature, but, because of the difficulty of staying 
long tubes against vibration, it is not always possible to effect the required heat 
exchange by a single pass of two concentric tubes; hence the outlet temperatures 
per tube of both fluids are usually unknown. In this case equations (10) and (11), 
involving as they do are not suitable for evaluating and 



Fip. 1.02. 

To eliininate from equations (10) and (11), take the limiting case when A 
biM omes ijj becomes and becomes 

By (11), 

til ^ 

v\ hence 


1 

/I 1 > 

1 — r 

) 



r 

/I 1 \i 


j w’/r'B 

1 — e 




j 



1 

\f 

-KAo( —) 

I — e 



f— - ' )1 

{U'bSs WasJ 



_ (f .t ) 


' - M 

1 — e 



374 


The Flow of Heat 


t-Aa — tm' 


1 p 

ir.Sj 






(tu-ij.)--- 

1 - 

By (13) in (10), 

tii = tBi~ (^m~^A\) 
By (12) and (13) in (11), 

— ^Ri ~ i^Ui ~ ^Ai) 

The temperature difl'erence at .r is 

fe-y = {tsi-tAi) 


J 1 


-KA - —1 

’^aSa) 

1 — e 

' ,p , -kaS ^ 

1 — e 
L w A Sa 


,, , -ka( ’ — M- 

J e 

Krh ' 

2 MljAu) 




The rate of heat flow H for the complete tube is given by 






/ 1 

1 \ 


.r\ 

- KA ( 







'"{wbUb ” 

-kaJ ^—^-] 

\wbSb WjsJ 


^^^{wbSb wi^sj 

1 e 

'^A^A 


The logarithmic mean temperature difl’erence is 

/# * \ (^/ii (f/?n 




^Bi ~ ^Ao 
^^Bo~^Ai 
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Ex. Counter-flow cooler. 

A pre-cooler on an NHg refrigerator is of the double-pipe type; liquid NH 3 is cir- 
culated through the annular space between 2 and IJ in. pipes, whilst water passes 
tlii'ough the inside pipe in the opposite direction to NHg. 

If the inlet temperature of the NHg is 75° F. and of the water 55° F., and the bent 
double pipe is 10 ft. long, determine the heat flow in B.T.u. per hr. if the liquids circulate 

B T U 

at 6 f.p.s. overall coeftieienb of heat transfer K, K = 300, — ^ ^ . Take 

^ sq. ft. per hr. per F. 

t,j)ecilie heats of ammonia and water as unity. Density of liquid NHg, 37-7 lb. per cu. ft. 

For standard in. pipes, internal diameter = 1-38 in., 
external diameter = 1 06 in., 

For standard 2 in. pipes, internal diameter = 2 007 in. 

Internal area of 2 in. pipe — 3-35 sq. in. 

External area of ]] in. pipe = 210 
Annular area for flow = 1 ■ 1 li 

Internal area of 1 j in. pipe = 1-41)5 sq. in. 

Mass flow of NHg ^ ^ x 37-7 = 6730 lb. per hr. 

144 ^ 

ivT n r . 1-405x6x3600 

Mass flow of water = ~i 77 x = 14,000 lb. per hr. 


Outside area of pipe = 


^ ^ 10 = 4-35 sq. ft. 


By equation (16), p. 374, 


// = 6730(75-55) 


300 X 4 3.5 / G730 \ 

1 “ 0731)“ [} 14, ()()()/ 

I — P 


1 - 


67^0 - 

14,000'’ 


301) X 4 
0730 




07.30 1 
14,U00j 


= 6730x20 


1 - 


1 

p01007 


0-48 

gO-lOO? 


= 23,000 B.T.u. per hr. 


Counter -flow and parallel -flow heat exchangers. 

(Compare the surface areas required in the cases of parallel-flow and counter- 
flow heat exchangers, where the product of the mass flow and the specific heat is 
the same for both fluids, and the exchangers must exchange the same amount 
of heat for the same inlet temperatures. Take K common to both. 

With equation (6), p. 372, reduces to 

" = 2 ~ 


JA. D Wo~| 

l_e 


( 1 ) 



376 Tha Flow of Heat 

Equation (IG), p. 374, for counter-flow becomes indeterminate. To evaluate 
this, let 


Then 


1 


1 

Ki'li 


. r 


-kaA ^ - 

VUl''H 


I 


) 


+ x 

«/c5i>’(«'yr’7y + ^)' 


I \ _ KAf X 


Expanding the o\j)oneutial on tlie right-hand side, and neglecting powers 

. , , 1 . KA'^x 

of r greater than 1, w e have 1 , r. 

»’//%( »’if''y;+ 3-) 

llcMice, by (1(1), 

KA'x 


IJ - 




j _ _ «V/'V 


1 -- 


KA'r 


(WjlSji + X) ( V'jjS,j{ -t X) J J 


(i/',;SB + x)-av,,9y. 1- 


KAU 


II 


^eiii/t{tiii — t I,) 

KA' 


Equating (1) and (2) above, for the same heat exchange, 




_2A'„ /„! 

|_p “’J'/r 




1 , 

KA'„ 


_2A, I. 


ka„ 


log, 


•• 2A' 


1-- 


KA' 


1 




Ratio of surface areas required = j" = — T- 

V~KA^^sJ 


(^) 
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Heat transmission from a surface to a fluid which flows with streamline 
motion. 

When a fluid flows very slowly over the surface of a solid the layer in immediate 
coniact witli the solid is stationary, and therefore heat flow through the layer 
must be effected purely by conduction, and the equation 

H = kA(T,-T,)lx, 

p. 3G2, should apply, A’ being the thermal conductivity and x the thickness of the 
fluid film. In practice the thickness x is difficult to measure and is not constant 
but depends upon the viscosity and velocity of the fluid. Fot convenience, 
therefore, the ratio (Jc/x) is replaced by a single variable A, which is known as the 
Film coefficient, the dimensions of which arc B.T.u./sq. ft. °F. horn'. 

With a small velocity and small rate of heat flow (so that convection is almost 
absent, and the physical properties of the fluid arc sensibly constant) the pro- 
blem of heat flow from a surface into a fluid may be attacked mathematically. 

For a straight pipe of length L conveying w lb. of fluid per hour of specific heat 
and cocfficie^it of conductivity A, direct analysis shows that the rate of heat 
flow involves the dimensionless ratio wCjJkL, which is kno*vn as the Graetz No. 

Now although the consideration of the transmission of heat to a fluid moving 
with streamline motion is mainly of academic interest (since in practice stream- 
line motion is difficult to maintain, and the rat c of heat transmission is very small), 
yet the mathematical analysis discloses the significance of the dimensionless 
ratio, which, in occurring in the special limiting case, must surely also occur in 
the general equation of heat flow. 

Value of dimensionless ratios. 

The advantage of working with dimensionless ratios is that each ratio is 
mfle])cndent of the system of units employed. So long as these are self-consistent 
the value of tlie ratio is the same, so we have an international language. By 
speaking in terms of this language it is possible to trace characteristic curves 
which demonstrate not only the performance of the apparatus from which they 
were obtained, but of any geometrically similar a])paratus which may be sub- 
stituted for this. Hence the performance of full scale apparatus may be predicted 
from experiments on models, the range of application of any set of data may be 
\ ery much wndened. Experiments may be made on liquids to predict the behaviour 
i)f gases, and observational errors are easily detected by such a plot. 

Further, a curve which is to represent the complete relation between the 
quantities involved should have the same dimensions for ordinate as for abscissa, 
so that the function is virtually plotted against itself.* 


* Tu justify experimentally the general equation 
usual to plot logp (^) ^ abscissa and os ordinate. If a straight line results 

the equation is justified, since this implies that — j ’ 
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In heat transfer problems confusion may be avoided by regarding heat and 
temperature as separate dimensions which are just as fundamental as those of 
mass, length and time. 

Specific heat is often referred to as a dimensionless ratio, but since the specific 
heat of water, in terms of which other specific heats are expressed, has the 

dimensions , it follows that the specific heats of other substances 

Mass temperature 

must have this dimension also. 

The transmission of heat from a surface to a fluid moving with turbulent 
motion (forced convection). 

In the majority of cases of heat transfer which occur in industrial practice, 
heat is transferred from, or to, a fluid which flows as a whole in a pipe from a 
second fluid which flows as a whole either parallel to or normal to the axis of the 
pipe, the flow in general being turbulent. 



Turbulent Core 


Fi^r. 193. 

In the steady stale all the heat lost by the warmer fluid is received by the 
colder fluid, and in the heat transfer a number of thermal resistances, that are 
placed in series, have to be overcome (see Fig. 193 ). 

Under service conditions tubes will carry, on both inner and outer surfaces, 
a deposit of scale to which adheres a layer of stationary fluid. The effect of scale 
of course may be estimated by running a test on the heat exchanger before, and 
after, cleaning. 

Beyond the fluid layer is a buffer layer, which separates the laminar film 
from that moving with turbulent motion. 

The mechanical mixing created by turbulence of course considerably increases 
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the rate of heat transmission, since molecules of the moving fluid are continually 
brought into contact with the stationary film. 

Through the metal wall, the scale deposit and the stationary film, heat trans- 
mission is effected purely by conduction; beyond this the swirling molecules 
remove the heat mainly by convection. 

Even with smooth clean surfaces the film coefficient from the boundary 
surface into the fluid, is a very complex function of many variables, and although 
it varies widely for different fluids, yet the thermal resistance imposed by the 
fluid film is invariably much greater than that of the separating metal, so that 
in estimating the surface area required to transmit a definite quantity of heat the 
resistance of the plate itself is often ignored. 

It is evident that Forced convection of heat will depend mainly upon the 
degree of turbulence, for which Reynolds’ number VBji^ is a measure. 

V is the average velocity of the fluid, D is the diameter of the pipe, and the 
kinematic viscosity = ///p, where ji is the coefficient of viscosity and p the density, 

VI) _ Fp/J _ GT) 

~i' ~ p ~~ ft " 

where G is the weight-velocity (Vp) in pounds per hour per square foot of cross- 
sectional area jierpendicular to F. 

To allow for conduction, Prandtl introduced the dimensionless ratio Cppjk in 
place of wCjJkLj which w as derived for streamline flow (p. 377). 

The eddies* created by a fluid on entering a pipe also increase the rate of heat 
transmission locally, and this is allowed for by introducing the ratio (D/L)^. 
VV^iih LjD = 20, the film rate may be increased by 15 % comi)ared with the value 
lor LJD = oo; with turbulent flow the effect of LjD is negligible when its value 
exceeds 50, and for streamline 1 SO. 

On combining the Reynolds number, the Prandtl number, and the ratio 
LjD, the dimensionless product 



results, where and are indices to be determined by experiment. To obtain 
a relation between this product and the film coefficient h the film coefficient must 
be multiplied by a quantity so as to produce a dimensionless ratio. The most 
convenient quantity is Djk, whence 



where a is a constant to be determined by experiment. 

‘Sonio makes of condensers to be employed on refrigerators fit ferrules carrying saw 
tet'th at the entrance of the tubes to give turbulence to the circulating water. 
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W. H. McAdfims, in Jiis excellent book Heat Transmission (McGraw Hill 
Book Co.), gives the following values (p. J6D): 

a = 0-024, = 0-8, 712 = 0-4. 

E. W. Still, in his paper “Some factors affect ing the design of heat transfer 
apparatus’", Froc. Inst. M?vh. Eng. gives the values 

a = OO^oo, 7\^ = 0-8, 7?2 = 0-4, = 0 05. 

Equation (1) gives very good eorrelalioii for turbulent flow of w^ater, oil and 
gases when Reynolds’ number exceeds GOOO. As a first approximation the 
physical pro])ertics of tlie fluid may be evaluated at the average temperatuie 
of the fluid. In tlie Prandtl number, however, which concerns conduction, they 
should be taken at plate teni]»erature, and usually this is unknown. 


Overall coefficient of heat transfer 17 per tube.* 

The film eoeflicient h, given by equation (1), applies only to the transmission 
of heat from a surface into a fluid, and, although// represents the major resistance, 
when a plate receives radiated heat and transmits it to a fluid, yet by far tlie 
greater number of eommeroiiil heat exchangers transmit heat from a fluid to a 
fluid through a boundary surface or ])late. Two film eoeflicient s are therefore 
involved in addition t o the coellicients which represent the resistance of the jilate 
and scale, or corrosion deposits on its surfaee. 

For resistances placed in series it w'ns shown on p. 3Gt) that the heat flow was 
given by the equation 


11 = 


T,~T, 




^2 _j_ 


I.A2 

The film eoeflicient h is the equivalent of xjk, and, it we regard T, and as 
the average temjieratures of the fluid, since these temjieratures are the most 
easily measured temperatures, then 

11 = {T,-T,) VA = „ , , 


+ 




h2A2" h,A 


i.e. 


VA I'^aA h^Af 

In the case of radial flow through a curved surface let A^ be the inside surface 
and Aq the outside surface of the boundary and A^ the mean area, then 


1 ] 


1 


1 1 a;. 


'h,A, h.Ajk.A,^ 
where U is the Overall coefficient of heat transmission. 

* In design work generous allowances should be made for the thermal resistance imposed 
by deposits of scale. 
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Overall coefficient of heat transfer [7 per heater. 

In a composite heater the performance of a single tube is of secondary import- 
ance com])ared with the beat transmitted by the whole of the tubes. An overall 
[‘ucfficient of heat transfer is therefore em])loyed which is defined as the quantity 
of heat flowing per unit time per unit area of transfer surface, per unit overall 
difference in temperature between the hot and cold fluids. 


Ex. Obtain the overall coefficient of heat transfer for a condenser tube J in. outside 
diainctcr, in. thick, if h for steam side, allowing for scale, is 1000 per sq. ft. of outer 
surhice. h for water side = 1400, Jc — ()5. 

Ill .r 

Per foot of tube .1 — 7rd, Ailience 

<! JmI„ ^ ] J 2xAx8xJ 

U jf, JOOO 1400x2 05x12x11’ 


[7 = 511, 

hr. ])L*r 


n.T r. 

F. per sq. It. of outer surface ' 


Ex. Using the vfdue of [/ obtained above, calculate the surface area required to 
condense 1 03, 000 lb. of steam per hr. if 1000 n.T.r. have to be removed from each 
])nund of steam. 

Tenqieratiire of cooliiiii: Avatcr at inlet =50“F., at nutlet OT^F.; vacaium 29 in.; 
condensate 70' F. 

Ti‘!nj)eralure corresponding to 1 in. absolute y)ressure = 8t) F. 

From equation (10), ]). 308, 


Mean lemjieiatiire dillereJiee = 


(70 -50) -(SO -07) 



UrTF. 


Ih‘at flow 


= IO-3x51Ul = 103,000x 1000. 


A = 19.430 sq.ft. 

Ex. Air heater. 

In a contra-flow air healer 300 lb. of air per hr. flow through a 2 in. bore pipe, the 
surface temperature of which may be taken as 500 'F. The air entering is at 60° F. 
and sufficiEMit surface must be provided for it to leave at 300“ F. Determine the film 
coefficient for the air. 

Since the ])late temperature is given, the physical constants in the Prandtl number 
niay he evaluated from published curves.* Alternatively, they may be obtained from 
physical tables if these are available, and the mean bulk temperature of the fluid is 
know'll. This is sometimes taken as 


Inlet -h nutlet temperature 

= JKO J^., 

* -McAdams. Heat Transmission; F. W. Still, “Design of heat transfer apparatus”, 
IVor. Inst. Mech. Eng. vol. exxxiv. 
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or pipe wall temperature minus the logarithmic temperature difference 

(500 -60) -(500 -300) 


= 500-- 


, / 500-60\ 

(500-300/ 


= 195^ F. 

At thifl temppraturr k = 0 01 7, // = 0 052, = 0-24 in British units. 

an 


Reynolds’ niirnhcr = 


Prandtl’s number = 




300 X 1 44 X 2 ^ .... 


= 0-734, 


= 5200. 

0-24 X 0 052 
0-017 

= 0-8837, 

hi) hx2 
k 

h = 0-017 X (i X 105-5 = 10-78 B.TH.u./ft.^hr. F. 


N -= , = = 0-023x5200x0-8837, 

0017 X 12 


Ex. Calculate the length of 2 in. bore, 2*38 in. outside diameter, steel pipe for which 
Ic = 35 required to heat 13,500 lb. of straw oil from 80° to 200° F., if the pipe is heated 
externally by dry saturated steam which is condensed at 225° F. Film coefficient 
for steam side = 2100, Employ the logarithmic mean temperature difference and take 
the physical constants at (225° — logarithmic temperature difference) mean values, 
= 0-47, specific gravity = 0-85, k = 0-078. 

(225 — 80) - (225 — 200) 

Logarithmic temperature difference = Ton? — [HTT ~ h8-4°F. 

- / 22o — 80 \ 

(225 -200) 

Temperature at which to determine the physical constants (225 — 08-4) = 150 fi°F. 

Referring* this temperature to a curve connecting fi and t gives jjl = 15-0 ■ 


Area of pipe 


7T X 2-^ 7T 

4 X 144 ^ 144 


sq. ft. 


AT 13,500 

Mass flow per sq. ft. of pipe area = u = - , — , 
^ ^ 77/144 


an 

<\,i> 

k 


13,500 x]44 2 „ 

.xl5 = 

"•^'^'•’ = 90.4. 

0-078 


By equation (1), p. 379 


liD 

k 


hx2 


= 0-024 (0880)“® (90-4)“ ^ 


0-078 X 12 
h = 0-01122 X 1 170 X 6-15 = 80-8. 


* McAdams, Heat Transmiasion. 
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EXAMPLES 

1. Heat flow, (B. Sc. 1939.) 

Three layers of material of uniform thicknesses dj, d^ and thermal conductivities 

k^, respectively, are placed in good contact. Deduce from first piinciples an 
expression for the heat flow through the composite slab per unit surface area, in terms 
of the overall temperature difference across the slab. 

A furnace wall consists of 9 in. of firebrick and 4-5 in. of insulating brick having 
thermal conductivities of 0-4 and 0-15 c.H.u. per sq. ft. per ft. per hr. per degree C. 
respectively. Calculate the rate of heat loss per sq. ft. when the temperature difference 
between inner and outer surfaces is 500° C. 

2. Insulated steam pipe. 

A steam pipe 4 in. bore, 4J in. O.D., is insulated with a 3 in. layer of asbestos covering 
for which A: = 01. Estimate the heat loss in b.t.u. per hr. per 100 ft. of pipe, if the tem- 
perature at the inside of the covering is 350° F. and at the outside 100° F. 

Ans. 18,530. 
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3. Air heater. 

For process work 20,000 lb. of air are heated from 60° to 220° F. per lir. by a single 
pass multitubular heater in which steam is condensed at 240° F. around the 2 in. bore 
tubes. If = 10,000, determine the length and number of tubes required. 

Am. IS /) ft.; 02. 


4. Parallel and counter -flow heater. 

In a liquid to liquid heat exchanger a fluid A enters at 400° F. and leaves at 200° F. 
Fluid B enters at 100° F. and leaves at 150° F. Assuming the overall coefficient of heat 
transfer constant, determine the logarithmic mean temperature differences for parallel 
and counter-flow. Ans. 1304; 164. 

5. Steam condenser. 

The surface condenser of a small steam engine consists of 75 brass tubes \ i in. o.d., 
3 ft. 2 in. long; and on trial 414 lb. of steam were condensed per hr. per 12,S00 lb. nf 
circulating water, which entered at 45° F. and left at 74° F. The tenijieraturc of the 
exhaust steam was 135-5° F., and that of the condensate 119° F. Determine the overall 
coeflieient of heat transfer. Comment on the result. 

B IJ 

Ans. 114 — — ' , ' ^ . This value is small, so that the condenser is either 

sq. ft. per hr., jjer F. 

fouled or too largo for the duty. 

6. Steam condenser. 

An old rule for estimating the surface area required by a condenser for a rec iprocating 
steam engine is to allow 2 sq. ft. of tube surface per T.u.r. developed. Tf the tubes are 
0-05 in. thick, compare the thermal resistance of the metal with the total resistance 
across the tube, k = 65. 4//^. 1 : 11-3. 

7. Experimental condenser. 

An experimental condenser consists nf an outer well-in.sulated tube 2 in. bore and 
6 ft. long, I'oncentric with which is a brass tube I in. o.u., IH s.w.(j. thick. Determine 
the rate at which dry saturated steam will be condensed if the w ater velocity is 10 f.p.s. 
Steam pressure, 50 lb. ])er sq. in. absolute; waiter tempeiiiLure 15° U. 4/i.v. 20G-5 lb. hr. 

8. Copper firebox. 

The conductivity of copper is 215, that of steel 26, yet in ])raetice a locomotive boiler, 
with a copper firebox, transmits only about 7 % more heat than a similar boiler having 
a steel firebox. Account for this apj)arent anomaly. 

9. Furnace wall. 

The combustion chamber of a water-tube boiler is lined with refractory bricks 5 in. 
thick for w^hich k = 0-8; this is backed by 3 in. of insulating brick for w hich k = ()-09, 
and the whole is encased in a J in. steel casing for which k = 25. If the furnace tem- 
perature is 2000° F, and that of the steel 150° F., determine the radiation loss in b.t.u. 
per sq. ft. per hr. A7is. 512. 
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STEAM CONDENSERS 

In the early part of the seventeenth century the few engineers* who existed were 
mainly engaged in making water suction pumps, and to their astonishment they 
found that, try as they might, the water could not be lifted more than 28 ft. The 
reason for this was explained by Torricelli, who started many others investigating 
the properties and applications of partial vacuums. Otto von Guericke con- 
structed a piston machine which would raise over a ton, by using a hand pump for 
exhausting the cylinder. 

It was in 1 61)0 that Papin conceived the idea of using the condensible properties 
of steam for creating a vacuum beneath a piston which was rendered air tight 
by a film of water carried on top of the piston — a method employed even at the 
present time. Paj)in was also aware of the possibilities of a high-pressure engine, 
but at that time the art of boiler making was not understood, so that the danger 
of an explosion was ever present in spite of the use of Papin’s safety valve. 
For many subsequent years therefore the use of a vacuum was de])cnded on 
rather than increased pressure for the development of mechanical work. 

'fhomas Newcomen of Dartmouth in 1712 originated the atmospheric engine 
using a vacuum from which all other reciprocating steam engines have been 
develo[)ecl. 

In Newcomen’s engine (see Fig. 194) the lylinder was charged with steam 
obtained from a copper brewing jjan, and into this water was sprayed so as to 
cause immediate condensation, and thereby j)roduce a partial vacuum, thus 
allowing atmos])herie pressure to raise the pump rods. 

The condensed steam and injection water gravitated down an eduction pipe, 
the outlet from which w^as turned u])w ard and covered by a flap valve which in 
turn w as surrounded with water so as to seal it against air leakage. With only 
this ])ro vision the engine made but a few' strokes before coming to rest through 
‘‘wind logging” of the cylinder by air released from the steam and injection 
water. 

As most of this air would collect in the induction pipe, on the down stroke of 
the ]uston, it only required the fitting of a non return or ‘‘snifting” valve to 
allow this air to escape on the admission of steam. 

Newcomen was therefore the first to introduce the jet condenser and automatic 
air pump, although it was Watt who separated these organs from the cylinder, 
and later used a piston type of air j)ump.'|' 

* H. VV. Dickinson, A Short History of ^h^ Steam Engine, Cambridge University Press. 

t Diukinson observes that the invention of the separate condenser was the greatest 
singlo improvement over made in the engine. In addition to increasing the thermal 
efiirienry of an engine good condensers maintain the feed water in a pure state. 

W II F. 


25 
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Fig. 194. Nowcomen’s engine. 


Types of modern jet condensers. 

There are two types of modern jet condensers, the Low level and the High 
level, or Barometric, type. 

(1) Low-level jet condenser. In this condenser (Fig. 195) the vacuum 
created by the air pump draws a supply of cold water into the condenser shell, 
down which it is sprayed into the midst of the steam. Rapid condensation ensues, 
and the condensate and cooling water descend a vertical pipe to the extraction 
pump, which delivers the water to the hot well. 

The boiler feed pump returns some water from the hot well to the boiler, whilst 
the surplus water gravitates back to the cooling pond. 
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Since the boiler feed and injection water are intimately mixed in the hot well, 
it is obvious that jet condensers should only be employed on small power plants 
where a supply of cheap pure water is available. 

Further, since it is desirable to return the feed to the boiler as hot as possible, 
only sufficient water should be supplied to drop the temperature of the condensate 
to the saturation temperature corresponding to the desired vacuum. 



The capacity of the air pump is reduced by taking the air pump suction from 
the coldest part of the condenser. In the contra-flow type (see heat flow, p. 369) 
the steam is directed upwards against the descending spray of water so that the 
cooling of the air is most effective. 

Fx. A jet condenser is to maintain a vacuum of 28 in. when condensing 40,000 lb. of 
steam per hr., the temperature of the cooling water being 60° F. Estimate the quantity 
of cooling water required, in gallons per min., if 1000 B.T.u. have to be extracted from 
each pound of steam. 


2.'5-z 
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The saturation temperature corresponding to an absolute pressure of 2 in. Hg is 
101 ^F,, and since one gallon of water weighs 10 lb. the heat removed per gallon 

= lOflOl -60] = 410 B.T.u. 


^ „ 40 , 000^1000 

Gallons per mm. = — x“4l^ 


= 1625 . 


In computing this quantity no allowance was made for water required to cool the 
air, or for a slight utirlcrcooling of the condensate, so that the vacuum could be more 
certainly maintained. 


(2) High-level jet condenser. By placing the condenser shell about 34 ft. 
above the hot well the extraction pump can be dispensed with, but at the expense 
of the provision of an injection pump, unless a supply of fresh water under pressure 
is available. 




Ejector condenser. 

The ejector condenser satisfies the requirement for producing a moderate 
vacuum from simple and cheap equipment. By discharging a smooth jet of cold 
water under at least 20 ft. head through a series of guide cones the steam and 
associated air arc drawn in through the hollow truncated cones (see Fig. 197) and 
passed on to the diverging cone, where the kinetic energy is partly transformed 
into pressure energy so as to overcome the resistance of the atmosphere. 

A non-return valve is fitted on the exhaust inlet to prevent a sudden rush of 
water from the hot well into the engine in the event of rapid failure in the supply 
of injection water. 
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Surface condenser. 

If a suffii3ient quantity of circulating water is available, and initial cost is not 
of prime importance, the surface condenser has an important advantage over jet 
and ejector types in that the cooling water and condensate are kept separate, so 
that the condensate is directly available as an ideal boiler feed. 

In the most elementary form of condenser (Fig. 198) a large number of | in. 
o.D. tubes connect two tube plates which are perforated to receive them. The tube 
])lcatcs arc sandwiched between water boxes and the condenser shell which 
rec eives the steam. One of the water boxes carries a division which causes the 
circulating Avater to make two passes of the condenser tubes before being dis- 
cluirged. 

Codling 



Fig. J9S. Surface uoiiduiisor. 

The steam enters at the top of the condenser, and in traversing the bank of 
tubes it is condensed, tlie resulting water and air associated with the steam being 
extracted from the bottom of the condenser where the temperature is lowest, 
so tliat the work of the air pump is reduced. 

To maintain a constant velocity of steam across the tubes,* and also — to a 
certain extent — to prevent undercooling of the condensate, the cross-section of 
many modern condensers resembles that of a pear, whilst in the Westinghouse 
condenser (see p, 497), the shell is circular and the air is extracted from the 
c'eiitre. 

Evaporative condenser. 

When water is expensive the quantity required to condense the steam may be 
reduced by causing the circulating water to evaporate under a small partial 
pressure. To effect this, evaporative condensers, of which Fig. 199 is an elementary 

* Spo heat flow, p. 379. 
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example, have been designed. These condensers consist of sheets of gilled piping 
which is bent backwards and forwards and placed in a vertical plane so that a 
descending spray of water forms a thin film over the pipes as it drips from one to 
the other. A natural or forced air current causes rapid evaporation of this film, 



with the result that the steam circulating through the inside of the pipes is con- 
densed. Frequently louvre boards are provided to shield the condenser from the 
direct rays of the sun, and prevent spray being carried away, and yet these boards 
should interfere as little as possible with the circulation of air. 

On account of the nuisance which would result from the production of clouds 
of steam in a populated area, this tjrpe of 
condenser is restricted to small ])ower8. The 
heat capacity of the gilled pipes enables the 
condenser to take heavy overloads for short 
periodswithout seriously affecting the vacuum. 

Edwards’ air pump. 

The feature of the Edwards’ air pump is 
the absence of inaccessible foot and bucket 
valves. This is effected by fitting a conical 
end (5) to the piston (4) (Fig. 200) and pierc- 
ing the base of the liner (3) with ports (6) 
which communicate with the air-pump suc- 
tion pipe down which the condensate gravi- 
tates. On the down stroke of the piston, a 
partial vacuum is produced above it, since the 
head valves are closed and sealed by water. 

Immediately the piston uncovers ports (6), 
air and water vapour rush into the space 
above the piston; further motion of the piston causing its conical end to displace 
the condensate rapidly through the ports. The rising piston traps the water, 
air and steam above the piston, and raises the pressure to slightly over that of 



Fig. 200. Edward’s air pump. 
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the atmosphere until head valves (1) open and allow the water vapour an air t< 
pass to waste, and the condensate to gravitate to the hot well over the weir ( 8 
whii^h retains sufficient water above cover (2) to seal the valves against air leakage 

A water-sealed relief valve (9) is placed in the base of the cylinder to release thi 
pressure should it, for any reason, exceed atmospheric pressure. 

High-capacity air pumps. 

Inertia forces impose a strict limit on the speed of reciprocating air pumps, 
and they become very bulky for large powers or for high vacua; for this reason, 
rotary air pumps and steam air ejectors have been invented.* Prof. Maurice 
Leblanc invented a rotary type which is fairly widely used and resembles one 
stage of a radial flow steam turbine. 

The revolving vanes project thin films of water, at a velocity of about 130 f.p.s., 
tlown a collecting cone in which these films act as pistons, the air being entrained 
between successive sheets of water. 

Although the pump is charged with water, it is intended to handle only air, 
the water and air being discharged through a diverging cone which raises its 
pressure to slightly greater than atmospheric. The water and air pass on to a 
slightly elevated tank in which the water is cooled prior to its return to the pump. 


-Vacuum Gaude 


Torricelli’s 

Vacuum 


Vacuum corrected to 30 in. barometer. 

The vacuum in a condenser is usually expressed in inches of mercury, and 
re])resents the lieight at which a column 
of mercury, the upper surface of which is 
in communication with the condenser (see 
Fig. 201), will stand when supported by 
the ])revailing barometric pressure. The 
vacuum depends upon the barometric 
])ressure as well as upon the absolute 
pressure in the condenser, so that if the 
absolute pressure in the condenser is re- 
quired we must read both the vacuum 
gauge and the barometer and subtract one 
from the other. This is all that is usually re- 
quired in computations, but practical engi- 
neers are more familiar with vacuum than 
with absolute pressures, so for comparative 
purposes and reference to steam tables, the 
vacuum is usually referred to a standard 
30 in. barometer, whence 

Corrected vacuum (in in. of mercury) 


BahOMETRIC— y 
Pressure \\ 



^ — Condenser 
Shell 


Absolute 
Pressure 
IN Cdnden<ser 


I^ERCURY 


Fig. 201. 


= 30 — Absolute pressure in condenser (in in. of mercury) 
= 30 — (Barometric height — Vacuum). 


* See p. 498, steam turbines. 
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Ex. Vacuum corrected to 30 in. barometer. 


A vacuum of 27 in. was obtained with the barometer registering 29-2 in., and the 
condensate at 70° F. Correct the vacuum to a standard barometer of 30 in., and hence 
determine the partial pressure of the air and steam present, and also the weight of air 
associated with 1 lb. of steam. 

If the barometric pressure is raised to 30 in. without any change in absolute pressure 
in the condenser, then the mercury will rise to 27 + (30 — 29 -2), i.e. the corrected vacuum 
will be 27-8 in. 

At 70° F. the pressure of dry saturated steam is 0-739 in. of mercury and the specific 
volume = 871 cu. ft. per lb. 

Total absolute pressure in the condenser = (30 — 27-8) = 2-200 in. 

Partial pressure of steam = 0-739 

Partial pressure of air = 1-4G1 in. 


By Dalton’s law the volume of air present per lb. of steam will be 871 cu. ft. at 70° F., 
and since for air p?; = wRT, then, taking K as 53-2 in Fahrenheit units: 


1-401 X 14-7 X 144x K71 
Weight of air present per lb. of steam “’ = - 30 ^ .53-2 (460 +W 


= 31 82 lb. 


Vacuum efficiency. 

The purpose of an air j)ump on condensers is to remove air from the condenser 
so that the total pressure in the condenser may ap])roach the partial pressure of 
the steam corresponding to the condensate temperature. 

In a perfect condenser undercooling of the condensate, after condensation has 
been effected, should be absent, as should a pressure drop across the condenser 
tubes; so it is reasonable to regard the vacuum efficiency of the pump and con- 
denser as the ratio 

Vacuum produced af steam inlet to the condenser 

Barometric pressure — Absolute pressure of steam corresponding 

to the exhaust temperature 

Ex, Steam enters a condenser at 85° F., and, with the barometer standing at 29-3 in., 
avacuuraof27-5in. was produced. Determine the vacuum efficiency for these conditions. 

Absolute pressure corresponding to 85° F. = 1-209 in. Hg. 

V ’ 27-5 X 100 

Vacuum efficiency = 33.3 209 = %■ 

The factors which affect this efficiency are given in the condenser trial, p. 399. 


Ex. Vacuum efficiency, mass of air per cubic foot of condenser volume, state of 
steam entering the condenser. (B.Sc. 1937.) 

What is meant by vacuum efficiency of a condensing plant? Briefly state the factors 
which may influence this efficiency. 

The following observations refer to a surface condenser: mean temperature of con- 
densation 34-9° C.; temperature of hot well 29-7° C.; condenser vacuum 27-6 in. Hg, 
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barometer 30 05 in.; weight of cooling water 10,020 lb. per hr.; inlet temperature 
16-82° C., outlet temperature 30-9° C.; weight of condensate 2598 lb. per hr. Find 

(a) The weight of air present per cu. ft. of condenser volume. 

(b) The state of the steam entering the condenser. 

(c) The vacuum efficiency. 

Barometric pressure = 30-05 

Vacuum =27-6 

Absolute pressure in condenser 2*45 in. Hg 

Partial pressure of steam at 34-9° C. — 1 *655 

Partial pressure of air = 0-795 in. Hg 

But P' 1 ; = wRT. 

Weight of air per cu. ft. of condenser volume 


0-795 

29-92 


X 14-7x144 


96(34-9 + 273) 


0 001903 lb. 


Heat entering the condenser per hour relative to 0° C. with the steam pressure 
2-45 in. Hg 

= 2598 [42-06 + 572.r ] + 10,020 x 16-82. 

(Jn steam) (In cooling water) 

Heat leaving condenser per hour relative to 0" C. 

-- 2598x29-7 + 10,020x30-9 + Vapour heat in air pump discharge + Radiation. 

Efiuating the heat entering to the heat leaving, and neglecting the small correction 
for the vapour and radiation loss 


If the examiner had giv en 100,200 lb. of cooling water per hour the result would have 
been more reasonable and x — 0-928. 


Vacuum effieienry = 


27-6x100 

30-05-1-655 


= 97-2 %. 


Coefficient of performance (c.o.p.) or efficiency of a surface condenser. 


The efficiency of a 


nideiiser cannot be defined as the ratio 


/ Output\ 
\ Input / 


since 


the niciining of output and input, in this case, is obscure. To formulate some 
standard of reference we must consider the purpose of a condenser, thus: An ideal 
cr)ndcnser should only remove the latent heat of the steam. There should be no 
undercooling of the condensate.* Further, this condensation should be efiFected 


* Regenerative condenser. In a normal condonsEjr the bulk of the steam is condensed 
by the first two hanks of tubes, and in its passage to the bottom of the condenser over the 
succeeding banks iho condensate is bound to he uiidercoolod. In the regenerative condenser 
this luidercooling is counteracted by causing tho condensate to fall through steam supplied 
ihrert from the steam inlet hefnro the condensate is removed by the extraction pump. The 
rondcaisate is thereby reheated to almost its inlet temperature (see Fig. 273). 



394 Steam Condensers 

by using a minimum quantitj^' of cooling water.* To satisfy this condition the 
outlet temperature of the cooling water should, theoretically, be equal to the 
saturation temperature tg of the steam corresponding to the vacuum required. 

In an actual condenser a certain amount of undercooling is necessary to main- 
tain the vacuum. If therefore the temperature of the condensate is and the 
inlet temperature of the cooling water and we take the specific heat of water 
as unity, 

The weight of circulating water required per lb. of steam condensed 



In equation (1) the values of xL, tg and are fixed by the vacuum required and 
the source of the cooling water, and, for (1) to be a minimum, and must be as 
large as possible. Further, since xL is beyond the control of the condenser, this 
term may be omitted. With this modification, the value of the ratio is small, 
and since the performance of a machine is not usually considered high when 
the number expressing it is small, the ratio is inverted, giving 




In an ideal condenser = f,, whence the c.o.P, would become infinite. Now 
although refrigerating engineers have no objection to the use of an infinite c.o.P., 
yet condensing engineers prefer one of the order 1 to 1-2, and therefore they add 
10 to the denominator of (2), giving 


c.o.P. 


_ 


( 3 ) 


where the temperatures are measured in degrees F. 


Ex. In the trial of a small condenser the cooling water entered at 45° F. and left at 
75° F. The vacuum produced was 24-5 in. with the barometer at 29-2 and the condensate 
leaving at 118-6° F. Determine the C.o.P., and comment on the value: 

Absolute pressure in exhaust = (29-2 — 24-5) = 4-7 in. 

If we ignore the partial pressure of the air in the exhaust pipe, then temperature of 
the steam = 131-6° F. 

75-45 , .. 

131-6-118-6 + 10 

This value is rather high, the more usual value being in the region of 1 to 1-2. 

* N.B. Obviously the higher the outlet temperature of the cooling water the smaller the 
temperature head across the first bank of tubes and therefore the greater the surface area 
required for oondonsation. A balance must therefore be struck between pumping costs and 
imtial cost. 
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Ex. Air-pump capacity. 

A surface condenser is to condense 50,000 lb. of steam per hr., and to maintain a 
vacuum of 28 in. with a condensate temperature of 80° F. and barometer 30 in. The 
mass of air entering the condenser in lb. per hr. is given by the equation 


Steam condensed in lb. per hr. 

2000 

and the volumetric efficiency of the air pump is 80 %. Determine the swept volume of 
the pump in cu. ft. per min. to remove both the air and condensate. 



The dry air to be extracted per hr. 



= 28 lb. 


The pressure of dry saturated steam at 80° F. is 1-029 in. Hg and the specific volume 
037 cu. ft. per lb. 


Partial pressure of air 
Specific volume of air 

Air to be removed per min. 

Condensate to be removed per min. 


(2-1-029) =0-971 in. 

47fx'492 ^ 


420x28 

60 

50,000 x 0-016 
60 


= 196 cu. ft. 


= 13-33 


/. Swept volume 


209-33 cu. ft. 


209-33 
' 0-8 " 


= 261-3 cu. ft. per min. 


Ex. Air-pump capacity and quantity of circulating water required, 

A steam turbine used 100,000 lb. of steam per hr., which it exhausts at a dryness of 
0-9 into a condenser fitted with water extraction and air pumps. With the barometer 
at 30 in. the vacuum at the air-pump suction is 28-3 in. and the temperature 32° C. The 
air leakage is estimated at lib. per 10001b. of steam condensed. Estimate the net 
capacity of the air pump in cu. ft. per min. and the quantity of circulating water 
required in gallons per min. if the temperature rise is 15°. 

Total pressure in condenser = 1-7 in. Hg 

Partial pressure of steam = 1 -399 

Air pressure = 0-301 in. Hg 

A- 1 1 100,000 

Air leakage = ^ - = 1-666 lb. per mm. 

From the equation pv = wRTj the volume of air to be extracted per min. 

1-666x96x305x30 

= 2316 cu. ft. 


144 X 0-301 X 14-7 
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Total heat per lb. of steam at 1-7 in. Hg = (35-4 -I- 0-9 x 577) = 554-4 

Sensible heat in condensate = 32 0 

Heat extracted per lb. = 522 4 

n- w . 1 00,000 X 522-4 .. 

Circulating water per min. = x 10 >^1 ^ ~ gallons per min. 

N.B. The actual quantity would be slightly less than this, since 2316 cu. ft. of steam 
at 32° C. are removed with the air. 


Ex. Condensation in air cooler and capacity of air pump. (B.Sr. 1936.) 

A surface condenser, fitted with separate air and water extraction pumps, has a 
portifm of the tubes nefir the air-pump suction screened off from the steam so that the 
air is cooled below the condensate temperature. The steam condensed per hr. is 5000 lb. 
and the air leakage is 4 lb. per hr. The inlet temperature of the steam is 38° C., the 
temperature at entrance to the air cooler is 37° C. and at the air-pump suction is 31° C. 
The properties of steam at these temperatures may be taken as follows: 


Temp eral Lire, C. 

38 

37 

31 

VajiDur pressure, in. Hg 

1-94 

]-84 

1-32 

Specific vnlume, cu. ft. i»er lb. 

344 

305 

500 


Assuming a constant vacuum throughout the condenser, find 

(а) The weight of steam condensed in the air cooler per minute. 

(б) The volume of air to be dealt with by the air pump per minute. 

First we must obtain the partial pressure of the air at entrance to the condenser in 
order to calculate the total pressure which is assumed constant throughout the con- 
denser. 

Since the question says that 5000 lb. of steam are condensed per hr., this will be the 
dry saturated portion of the exhaust, and associated with this steam at 38° C. arc 4 lb. 
of air. The wet steam entering the condenser will excei^d 5000 lb. by the weight of the 
suspended water, and the steam removed by the air pump. The latter weight will be 
small. 

Total volume of dry steam per hr. = 5000 x 344 cu. ft. 

By Dalton's law, the associated air will displace an equal volume, whenc^e, from the 
equation = wRT, the partial pressure of the -air will be 


1 (273 + 38)"] 30 

144 L’ 51100x344 J^]4-7 


= () 0009S5 in. 


Partial pressure of steam at 38° C. — 1 940 

Total ])ressure in the condenser - 1-940985 in. 

Initial jiressure of steam at entrance to air cooler 1-840 
Partial pressure of air = 0-100985 in. 


Hg 


Hg 

Hg 


The volume of the air entering the cooler may be computed from the equation 


Vo 


PiVi_:P2V2 

T T ■ 

-*1 -*2 


0-0009^ 310 500^0x344 
0-100985^311^ CO 


= 278 cu. ft. per min. 
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Mass of steam associated with this air and which is partially condensed in the air 
cooler = 3^5 = 0-762 lb. 

Partial pressure at air-pump suction = (1-940985 — 1-32) = 0-620985 in. 

Volume of air to be dealt with per min. by air pump 

0-000985x5000x344 304 ^ 

=— o-caMSxeo- 

44-4 

Weight of steam associated with this air = = 0-0889. 

Wei^dit of steam condensed in air cooler per min. = (0-762 — 0-0889) = 0-6731 lb. 


Ex> Air entering a condenser. 

Tlie temperature at the steam inlet to a condenser was 122° F. and that in the air- 
pump suction 95° F. With the barometer at 30 in. the vacuum was 26-2 in. of Hg. 
Obtain the weight of air entering the condenser j)er lb. of exhaust steam if the heat 
rejected to the cooling water was 710 n.T.u. per lb. of steam. 


Barometric pressure =30 in. Hg 

Vacuum = 26-2 

Absolute pressure in condenser = 3-8 

Partial pressure of steam at J22 ' F. = 3-635 
Partial pr(\ssure of air 0-165 

Heat removed per lb. of steam entering tlie condenser, neglecting the air, 
= (122 — 95-f-.r X 1023) = 710 u.t.f. x = 0-666. 


Spccilic volume of dry steam at 122° F. -- 192-8; actual volume, neglecting the water 
is suspension, = 0-666 x 192-8 = 128-8 cii. ft. per lb. 

Specific volume of air at 0-165 in. Hg and 122° F. 

29-92 582 

\Veight of air associated with 1 lb. of steam entering the condenser 

-. 048611 ,. 


Ex. Air leakage into a condenser. (B.Sc. 1924.) 

In the condensing plant of a steam turbine the following observations were made 
before and after a leakage of air into the cxiiaust pipe was stopped; 


Vacuum, inches of mercury 
Temperature of air-pump suction 
Weight of steam condensed, lb. per hr. 

Piston displacement of air pump, cu. ft. per min. 
Barometer, inches of mercury 


Before 

After 

28-06 

28-81 

18“ C. 

25“ C. 

6500 

6200 

92-5 

42-6 

30- 1 

30-1 
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Estimatei from these dataj the reduction in air leakage in lb. per hr. effected by the 
repair. 


Total absolute pressure 
Partial pressure of steam 
Partial pressure of air 


Before 

After 

leter = 27-96 

28-71 in. 

= 2-04 

1-290 

= 0-609 

0-933 

= 1-431 

0-357 in. 

96 X (273 + 18) 

= 276 cu. 


{Specific volume of air after stoppage = 


96 X (273 + 25) 


0-357 X 0-491x144 
Specific volume of steam at 18° C. = 1044 cu. ft. per lb. 

Specific volume of steam at 25° C. = 698 cu. ft. per lb. 

Mass of steam associated with each lb. of air: 

“ 1044 
1132 


— = 1132 cu. ft. per lb. 


Before stoppage 
After stoppage 


= 0-264 lb. 


698 


= 1-624 lb. 


Specific volume of condensate at 18° C. = 0-01603 cu. ft. per lb. 

Specific volume of condensate at 25° C. = 0-01607 cu. ft. per lb. 

Let w be the weight of air removed in lb. per hr., then, if the air pump handles both 
water and air, 

u; X 276 + (6500 --M^x 0-264) X 0-01603 = 92-5x60; 


whence weight of air removed in lb. per hr. before the leak was 

stopped = 19-72 lb. 

After stoppage ie;x 1132 + (6200 — m; x 1-624)0-01607 = 42-6 x 60 
whence weight of air removed in lb. per hr. after stoppage = 2-165 
Reduction in air leakage = 17-555 lb. per hr. 


Condenser trial. 

(1) Preliminary. When testing condensers we are dealing, at the steam inlet, 
with small partial air pressures, and unless the vacuum gauge and all the thermo- 
meters used in the trial are very accurate, the results of the test may be very 
misleading and erratic. Moreover, the bulbs of the thermometers should be 
directly exposed to the fluid, the temperature of which is to be measured. In the 
extraction pipe one thermometer should be employed for the air, and one for 
the water. 

The pressure head to circulate the water through the condenser may be mea- 
sured by an air gauge,* and the quantity of circulating water by a notch or 
Venturi meter, calibrated by direct weighing of the hot water. 

(2) Apparatus. The apparatus used in this test was a rectangular condenser 
3 ft. 6 in. between the tube plates, 24 in. high and 18 in. broad, containing 140 

* The air gauge reading is indinative of the rate of flow of the circulating water, so the 
condenser itself may be used to meter the circulating water. 
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tubes i! in. bore, 1 in. pitch. Gauges and thermometers were placed in the positions 
indicated in Fig. 202 and the quantity of circulating water was controlled by a 
valve. 

The 6 in. bore, 6 in. stroke Edward’s air pump was driven by a variable speed 
n r. motor, and, to vary the temperature of the condensate handled by this pump, 
a live steam connection was fitted in the base of the condenser. 



Fi^. 202. Diagrammatic arrangement of condensing plant. 


Procedure during the tests. 

Since a steam condenser should produce the required vacuum, when receiving 
steam at the full economical load on the engine, it is obvious that the condenser 
trial should be run for this condition, as a reduction in load will improve the 
j)crformance of the condenser. 

With the engine running at its designed load and speed the variables connected 
with the condenser were altered in the following order: 

(1) Air-pump speed. 

(2) Circulating water outlet temperature. 

(3) Air leakage into the condenser. 

(4) Condensate temperature. 

Test No, 1. The effect of pump speed was directly observable on the vacuum 
produced, and the amperes consumed by the motor, so, as a check on the precision 
with which the trial was being conducted, these quantities were plotted on a base 
of pump speed. 

Later the derived curves were also plotted on this case (see Fig. 203), and, as 
would be expected, the vacuum efficiency increases with speed, but the volumetric 
efl&ciency is reduced. 
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Test No . 2 . It would appear that for this condenser some relation should exist 
l)etween the outlet temperature of the cooling water and the temperature of the 
condensate; so these quantities, together with the motor current and the pres- 
sure to circulate the water, were plotted, during the trial, on a base of outlet 
temf)erature. The derived curves are shown in Tig. 204, from which it will be 
seen that the c.o.P. increases directly with the outlet temperature (see equation 
(:t), j). -^04). 

Since the condenser is not of the regenerative type, the air-pump side of the 
plant is not influenced by the outlet temperature of the cooling water. For this 
and subsequent trials the air- 2 )ump speed was maintained constant at 176 r.p.m., 
since, at higher sy)ceds, there was a danger of the cut out operating on the motor. 



Fig. 205. 

Test No, 3. The condenser vacuum was varied by an air bleed cock fitted on 
the condenser shell. 

Obviously the greater the air leakage the greater the power required by the 
air j)ump, so that a useful check during the trial is to plot motor current on a 


W H F 
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base of vacuum. Further, since a film of air reduces the overall beat conductivity 
of a tube, the condensate temperature should rise with a reduction in vacuum 
since less heat is removed by the circulating water. 

The vacuum efficiency increases to a maximum, and then declines, owing to 
insufficient capacity of the air pump. The progressive increase in exhaust tempera- 
ture with a reduction in vacuum is mainly responsible for the change in the c.O.P. 



i£ 1-S 

II 1-4 •/ 

19 1-7 -fi 

in 1.0 -5 



a 



f 7 tRo) 


Condensate Temperature ("C.) 


Fig. 206. 


Test No. 4. The condensate temperature was altered by turning on live steam 
to the base of the condenser. In a way this was undesirable, as it altered the mass 
of condensate handled by the air pump. From an experimental standpoint it 
would have been preferable to have plugged tubes, but to keep removing and 
replacing condenser doors during a trial is a practical impossibility. The quantity 
of exhaust steam and circulating water could, of course, have been varied. 

The air pump is the first organ to feel the effect of a change in condensate 
temperature, so that the vacuum produced should be plotted on a base of con- 
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dcnsate temperature to check the observation during the trial. Later the derived 
curves should be plotted on the same base (see Fig. 206). 

From the expression for C.O.P., an increase in condensate temperature pro-r 
(luces an increase in o.o.p., and this is verified experimentally. As would be 
ex})eeted, the hot condensate reduces the vacuum efficiency of the air pump. 


examplelS on condensers 

1 . Injection water for jet condenser. 

Determine the weight of injection water per lb. of steam condensed if the exhaust 
earn is at 2 lb. per sq. in. and has a dryness of 0 9, and the temperature of the injection 
\\ater at inlet is 20° C. Allow 5° C. of undercooling. Ans. 18*9 lb. 


2. Air pump for jet condenser. 

Determine the capacity ot an air pump in cu. ft. per min. for a barometric jot condenser 
whicli is to condense B500 lb. of steam per hr. when supplied with 650,000 lb. of water 
j)er hr. which contains 5 % by volume of dissolved air at 15° C. The air in the exhaust 
.steam amounts to 5 lb. per 10,000 lb. of steam, and, with the barometer at 30 in., and 
the volumetric efficiency of 80 %, the air pump must maintain a vacuum of 26-5 in. 
when the extraction pump suction is 35° C. Ans. 210 cu. ft. per min. 


3. Vacuum correction to 30 in., air pressure in condenser, etc. 

Ihe vacuum in a condenser is 28-9 in., the barometer standing at 30-2 in. The tem- 
])eraturc, measured at a given point inside the condenser, is 81-9° F. If the pressure of 
saturated steam at this temperature is 0*540 lb. per sq. in., what is the pressure of the 
air in the condenser at this point? (1 in. of mercury = 0-491 lb. per sq. in.) 

If 0 082 lb. of air enter the condenser per sec., and it is cooled to 78° F. on its way to 
the extraction pump, find the volume of air to be extracted per sec., given the equation 
jiv = 53-2T. 

Describe, with the aid of sketches, some form of air extractor suitable for dealing with 
large volumes of air. Ans. 0-098; 100 cusec. 


4. Swept volume of air pump. 

An air pump is to give a 26 in. vacuum with a discharge temperature of 45° C. Ratio 
air/stcam by weight in the exhaust is 0-066. Assuming no leakage, slip or clearance, find 
the volume swept by the pump per unit volume of water discharged. Barometer 30 in.; 
density of air = 0-08 lb. per cu. ft. at n.t.p. 

Ans., allowing for steam removed by air pump, 1638 cu. ft. 


5. Capacity of dry air pump and circulating pump. (A.M.I.M.E. 1937.) 

Describe briefly, with the aid of a sketch, any one type of condenser air pump. 

A surface condenser maintains a vacuum of 28-4 in. of mercury, barometer 30-2, and 
deals w ith 700 lb. of steam per min. which, on entering, is 0*87 dry. The air leakage into 
the sptem is at the rate of 0*4 lb. per 1000 lb. of steam. The condensate temperature 
IS 86 I. (30° C.). The circulating water undergoes a rise of 36°F. (20° C.). Determine 
the w^eights per min. to be dealt with, respectively, by the dry air pump and the cir- 
culating pump. Take gas constant for air as 96 ft. lb. per ° C. 

Ans. 0*28 lb. of air; 17,600 lb. of water; 0*394 lb. of steam. 
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6. Tube cross-sectional area and surface area, power of circulating pump, 

(A.M.I.M.E. 1938.) 

Describe briefly, witJi the aid of sketches, the main features of a two-flow surface 
condenser. 

A condenser of this type iiiaintahis a vacuum of 27*8 in. of mercury, barometer 
301 in., when dealing nitJi 45,000 lb. of steam per hr,, entering 10% wet. The con- 
densate temperature is 90° F. (32-2° C.). The rise in temperature of the circulating water 
is 45°F. (25° C.) and the pressure head required to force the water through the con- 
denser and piping is 25 ft. Determine the flow area required for a water speed of 220 ft. 
per min.; the total cooling surface necessary for an average heat transmission rate of 
13,500 n.T.u. (7500 c.li.U.) per sq. ft. i)er hr., and the circulating pump power if the 
efficiency is 65 /□. 1-145 sq. ft.; 3150 sq. It.; 18-4 H.r. 

(B.Sc.) 

7, The temperature of the steam entering a surface condenser is 50° C. and the tem- 
])eruture of the air-pump suction is 45° C. The barometer reading is 29-8 in. ol mercury, 
li'ind 

(а) The condenser vacuum. 

(б) The vapour pressure and the air pres.sure near to the air-pump suction. 

If the effective capacity of the air pump, on suction stroke, is 300 eii. ft. per min., 
find the weight of air entering the condenser per min., and the weight of steam carried 
over per min, in the air discharged from the air puni]). Assume that tor air pv — 96 T. 

Ans. 26-16 in., neglecting I'.P. of air; 2-S2 and 0-.S2in. of mercury; 0-571 Ih. ])er min. ; 
1-227 Ih. per min. 


8. Volumetric efficiency of air pump. (B.Rc. 1.929.) 

Describe briefly, with sketches, some form of surface condenser. The steam con- 
sumption of a turbine installation is 80,000 lb. per hr., the quantity of air leaking in is 
48 lb. per hr., and the total swej)t volume of the air pumps is 550 cu. ft. per min. Find 
the volumetric efficiency of the air pump when the temperature in the air-pump suction 
pijie is 24-5° C. and the vacuum is 28-5 in., with the barometer at 30-3 in. Take R for 
air as 96. Ans. 65-3%. 

9. State of steam entering the condenser. Weight of air per cu. ft. of condenser 

volume. (B.Sc. 1931.) 

State the law of partial pressures and show how it ajiplies to the eondenscr of a steam 
plant. 

The following observations were made on a condenser plant in which the temperature 
of condensation was measured directly by thermometers. The recorded condenser 
vacuum was 28-1 in. of mercury and the barometer read 30-2 in. Temperature of con- 
densation 33° C. Temperature of hot well 27-6° C. Weight of condensate per hr. 3935 lb. 
Weight of cooling water per hr. 126,700 lb. Inlet temperature 8-51° C., outlet tem- 
perature 20-24° C. 

Find the state of the steam entering tlie condenser and the weight of air present per 
cubic foot of condenser volume. Ans. 0-978; 0*001482 lb. 
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10. Vacuum efficiency and coefficient of performance. 

Develop rational expreasions by whieh the pcrformanee of a steam rondenaer and its 
air i)nmp may bo measured. Apply these results to the case of a condenser in which the 
fooling \^ator enters at aiiH leaves at 70° F. 

\'a I lium in the exhaust pipe = 21) 1 in. Hgf, temperature = 78° F., condensate tem- 
])L‘ratiire = 70^ F., barometer 30-1 in. Ans. Approximately 1; 0-835. 

1 1 . The dryness fraction of steam , and steam associated with air in a condenser . 

(B.Sc. 1940.) 

A L-ondonsor rec eives wet steam at an absolute pressure of 1 lb. per sq. in. The rate of 
ilow of coohiinr wati^r is 25001b. per min., and the rise in temperature is 1 8° C. The weight 
1)1 nil enteiiii^ the condenser is 40 lb. per hr., and the condensate discharge is 5200 lb. 
])ci hr. The temperature at tlie condensate and air extraction pipes is 30° C. Assuming 
.1 const ant pressure of I lb. per sq. in, throughout the condenser, find 

(re) 3311' w eight of steam discharged to the atmosphere by the air pump, in lb. per hr. 
(^j) The dryness of the steam entering the eondeiiser. 154-4 lb. per hr.; 0-9. 

12. Shn;\ tliat as tlie vacuum is increased the required eapaeity of the air pump 
im leases vctv rapidly as the theoretical maximum vacuum is appioached. 

13. Dcsi rihe, w ith sketches, a modern tyjie of condenser for producing a high vacuum. 
Hmv IS undercooling and the eapaeity of the air pump redueed in this type of con- 

dcn^iT ^ Ana. See turbine notes. 

(B.Sc. 1933.) 

14. Describi' iii detail the various methods used in steam jiower plants to obtain the 
highest possible vacua. 

Discuss the lactors which may influence the efficiency of a condensing plant. 

(A.M.J.M.E. 1938.) 

15. (n) U i\ e a sketch and description of a surface condenser of a form suitable for high 
jinver and high vaeuum. Attention .should be given to the main details and the pump 
connect ions. 

(2^) Desiribe carefully, with adequate sketches, a modern typo of air pump for a 
large condenser operating at high vacuum. Emphasise the special features and advan- 
tages of the type chosen. 

(A.M.I.M.E. 1936.) 

16. Make neat sketches of a steam- condensing plant showing sectional views of (a) a 
condenser with two water passes and (6) an Edward’s air pump. 


the HI«)SiPATION OF HEAT FROM STEAM CONDENSERS 

If a natural supply of water is available from a river, a mine, or from the sea, 
it is best to employ this natural source rather than cool the cooling water by 
t'xposing it to an air stream. 

However, circumstances often arise where the water is unsuitable, or the supply 
Very limited, in which rase the cooling water must be cooled by spraying it down 
a tower, through which air circulates, or by spraying it directly into the atmosphere 
o\ er the surface of a spray pond. 
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Cooling towers.* 

In the types illustrated in Figs. 207 and 208 the hot circulating water is pumped 
up to troughs, which are placed at about 30 ft. above the ground. 

Nozzles, situated in the bottoms of the troughs, project the water on to spray 
cups, which thin out the jets of water into sheets. These sheets break up under the 
action of gravity and hurdles, which deflect the water towards the outside of 
the tower. 

Most cooling towers are provided with chimneys, the purpose of which is to 
create an upward current of air, although, in restricted places, fans are sometimes 
employed. Fans are also used in the tropics, where the air and water temperatures 
are so little different, that a reversal of air current might occur if natural draught 
were depended on. 

Prior to being returned to the condenser the cooled circulating water collects 
in a pond, over which the cooling tower is built. A pond of ample proportions is a 
valuable asset in that it acts as an efficient regulator between high and low loads, 
and permits advantage to be taken of the lower night temperature. 

Kinds of towers. 

There are two main types of towers: 

(1 ) The rectangular timber tower. 

(2) The ferro-concrete hyperbolic tower. 

Fig. 207 illustrates a form of timber tower which is widely used. The dimensions 
indicated should not be exceeded for the reasons given on the sketch. 

Apart from initial cost, the timber tower is inferior to the concrete tower. The 
following are the main disadvantages of timber towers: 

(1) Life only 12 to 15 years and the maintenance costs are high. 

(2) If some of the shell boards break away, the draught is impaired. 

(3) When a tower is laid up for repairs, there is a grave risk of fire. 

(4) The towers offer a considerable obstruction to the wind, and, where a 
battery of towers is em])loyed, the draught to some towers may be impaired by 
the presence of others. 

Hyperbolic towers (ferro-concrete). 

With a view to eliminating the shearing stresses which exist in cylindrical 
towers, Eiffel introduced the hyperbolic type, which maybe generated by straight 
lines, so that straight shuttering boards may be employed in its construction. 
The additional advantages of this type are 

(1) The air is directed to the centre of the tower. 

(2) The enlarged top of the tower allows water to fall out of suspension. 

* “Cooling towers”. West of Scotland Iron and Stoel Institute. 
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(3) There are no point loads on the foundations. 

(4) The shape allows better distribution of the air, when a battery of towers 
is employed. 

(5) Wide variation in load is possible, and about 200 gallons of water can be 
cooled per hour, per sq. ft. of surface, compared with 100 gallons in the timber 
type. 

(6) Maintenance costs arc much lower than with the timber type. 

In this tyyje of tower the spray nozzles are fitted in the bottoms of ring troughs 
which are supy)lied with water by radial troughs. 


Spray cooling ponds. 


The chief points to be studied in dealing with spray cooling ponds are 

(1) The cost. 

(2) The loss of water. 

(3) The effect of varying weather conditions. 

(4) The type of spray, and the pressure difference to produce it. 


3. - 


- P F AU 
5 lDTo 


Since cooling is effected mainly by evaporation, it is important that a large 
surface of water is cx])oscd. 

The actual operation of cooling is very complex, 
particularly when the water is in the form of 
drops. First heat is transmitted by convection, 
then there is evaporation over the whole surface 
of the drop, and this is so intense that evaporation 
will proceed even when the air is so saturated that 
evaporation will not take place from a plane sur- 
face. On account of this it is iiny)ortant that the 
nozzle should yirodiice a spray rather than a sheet 
of water. 

The “Jarway” s[)ray nozzle (Fig. 200) is very 
satisfactory for this type of work, in that the 
water is projected in a thin horizontal sheet which 
ultimately breaks up into drops. As the sheet is horizontal the loss by windage is 
small, and the width of the spiral slot, through which the water is discharged, is 
adjustable for load and climatic conditions. 



— 

Fig. 209. “JarwHy” spray nnzzln. 


■FLDT 

Adjustment 
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T, R. Thomas (1935-6). “Mnilern inariiie condensing plants and feed systems.” Trans. 
Inst. Mar. Eng. \ ol. XLVii, p. 109 



CHAPTER XIV 


THE THEORY OF THE STEAM TURBINE 

Kioin the early days of the reciprocating engine many attempts have been 
made to develop i)Ower from steam without the necessity of the reciprocating 
mechanism, i.e. a purely rotary engine was desired which would operate in a similar 
way to water wheels or windmills, and where a minimum number of parts 
would be in mechanical contact. 

The first rotary engine was made by Hero of Alexandria in a.d. 50, in which a 
liollnw' ball was mounted between two pivots. 

One 2 )ivot conveyed steam from a cauldron 
])laced beneath the turbine, and the steam 
from the ball passed radially along two con- 
verging tubes that finally discharged it tan- 
gential to the circle in which the nozzli* 
rc^volved. 

'fhe change of momentum of the steam, as 
it issued from the nozzle, caused a reaction 
on the radial tube, and in that way initiated 
rotation. Tlie modern version of a similar tur- 
bine is “the firework — a Catherine wheel”. 

Because this turbine depends entirely upon 
the reaction of the jet for the development 
of j)ow'pr, it is known as a pure reaction 
turbine. * 

In the other type of turbine the steam is 
discharged from a stationary container on to 
a system of revolving vanes that deflect it 
through an angle. The resulting change in momentum involves an impulse on 
the wheel from which the turbine derives its power, and also its name. 

Cfiovanni Branca, in 1629, devised the first Impulse turbine; see Fig. 211. 

The principle on which modern turbines operate. 

Ill most modern turbines steam is allowed to expand in stationary nozzles or 
blades, where it acquires a high velocity. These jets of high-velocity steam are 
then directed on to a ring of blades which are free to revolve. 

In the impulse turbine the moving blades merely deflect the steam through an 
angle, whereas in the so-called reaction turbine the passages between the blades 
are made convergent to control the rate of increase of the velocity of the steam 
cniisequent on a pressure and heat drop through the blading, 

8pr^ pxftTn]ilf' “Hero’s turbine”, p. 852. 
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The change in velocity, whether one of direction, of magnitude or of both, 
involves an acceleration; and in order to accelerate a mass a force is required; by 
allowing this force to move through a distance — as in the case of the moving 
bhules — work is done. 


Advantages of the turbine over the reciprocating engine. 

(1) Much higher speeds may be developed, and a far greater speed range is 
possible than in the case of the reciprocating engine (see p. 236). 



Cubic Feet pek Lb. 

Fig. 212. Comparison between the work done by a quadruple expansion steam engine 


and a steam turbine. 


(2) Perfect balance is theoretically possible. 

(3) A turbine is able to convert into useful work the energy in the steam up to 
almost the lowest limit imposed by nature, viz. the cooling water temperature, 
and its corresponding vapour pressure. 

Fig. 212 shows a comparison between a quadruple expansion engine and a 
turbine. The black area represents the additional work which the turbine can 
develop for the same initial steam conditions. 

(4) Turbines allow an enormous concentration of power, and the materials of 
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construction are used to their best advantar^e. In fact, when properly designed 
and constructed, the steam turbine is the most durable prime mover on earth. 

(6) Unlike the reciprocator the steam consumption of the turbine does not 
increase with years of service. 

Simple -impulse turbine. 

Few mechanisms known to engineers call for such great care in design and con- 
struction as the elements of a steam turbine, and it is due to the pioneer work of 
De Laval, Rateau and Sir Charles Parsons that successful turbines have resulted. 



By mathematical analysis De Laval developed a sijuple machine (in 18KD) 
which revolved at the phenomenal speed of 30,000 r.p.m. and handled steam 
moving at about 2000 m.p.h.* 

Fig. 213 illustrates De Laval's turbine, which consists of 

(1) Nozzles in which the steam acquires a high velocity. 

(2) Blading wliich receives the high-velocity steam directed on to it by the 
nozzle, and turns the steam through an angle. 

(3) A disc of special shape to support the blades, and to withstand the intense 
stresses induced by the centrifugal force on its own material and that of the 
blading. 

(4) A flexible shaft that can take tfp its own position of stability without 
causing vibration, and which supports the disc and transmits the power developed. 

* James Watt realised the phenomenal speed which would have to be attained by a single 
disc turbine, and therefore he felt that it could never rival his reciprocating engine. Apart 
from the disability of high speed, leakage and friction losses, with high-pressure steam, 
cause the thermal efficiency of h.p. turbines to bo less than of reciprocating engines. 
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(5) Spherical-seated bearings which allow the shaft to flex freely, 

(0) Helical gearing which reduces the high rotational speed of the disc to a 
prat tiral value without undue noise or friction losses. 

(7) A casing which prevents leakage of steam to the atmosphere and permits 
the nozzle to discharge into a vacuum, thereby increasing the heat drop and 
reducing friction losses. 

Although the original machine was a triumph for mathematics, it suffered from 
many defects which made it compare unfavourably with reciprocating engines. 
Fiom a user’s standpoint the princi[)al defect was the high steam consumption 
due to 

(a) The high velocity with which the steam left the blades, the corresponding 
kinetic energy being wasted. 

(^) Friction and fan loss on the blades due to the use of higli steam and blade 
sj)cc(ls and to few and incorrectly shaped nozzles. 

Velocity compounding. 

A'clocity compounding has for its object the recovery of the residual kinetic 
energy in the steam leaving the first set of moving blades. 

(Commercially this energy is known as “ Carry ovov'\ 



To recover this energy a set of guide blades cither redirects the steam back on to 
the first row of moving blades, as shown in Fig. 214, or directs it forward on to a 
second and possibly a third set of moving blades, see Fig. 215. This gives rise to 
what are known as two or three row, or two or three bucket wheels.* 
Multiple bucket wheels were the invention of Curtis (1 H07) and are the charac- 
teristic feature of all modern turbines, since they permit a large ratio of steam 
speed to blade speed S, This is an important consideration in slow-apeed 

The idea of velocity compounding on a single bucket wheel was suggested in 1863, 
it remained for Prof. J. Stunipf to make a practical turbine employing it in 19U3. 
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turbines — especially of the marine type — ^where the great difference in density 
between low-pressure steam and sea water involves a large difference of speed 
between the turbine and the propeller. 

The additional advantages of velocity compounding are that the length of the 
turbine is shortened and therefore the whirling speed of the shaft is raised. The 
diameter of the turbine is also reduced. 

By restricting the high pressure and high temperature steam to the nozzle 
box it often happens that only this component need be of cast steel, the rest of 
the casing may be made of cast iron. 



The reduced Stage pressure (see pp. 337 and 415) reduces gland and diaphragm 
leakage losses (see p. 430) and also the friction losses on the blades and discs. 

Unfortunately the rapid diminution in the velocity of the steam over successive 
rows of blades (see velocity diagram, Fig. 222) makes the successive rows of blades 
far less effective than the first row; and the tortuous path of the steam introduces 
heavy friction losses. The net result is that the efficiency of multi-bucket wheels 
is considerably less than of single-bucket wheels (see Fig. 216) and on this account 
multi-bucket wheels are employed only on the first stages of turbines, since the 
succeeding single-bucket wheels can reclaim some of the lost energy. In other 
cases, for example, astern turbines, feed pumps, etc., considerations of initial 
cost take priority over efficiency, and therefore multi-bucket wheels are used 
throughout the turbine. 
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Stage With partial reaction. 

Experience shows that improv’ed efficiency, in consequence of the reduced 
velocity of the steam, may be obtained by allowing a certain proportion of the 
stage pressure drop to occur in the moving blade. 

Provided the pressure drop is not large, the injector action of the steam entering 
the blades is suffirient to maintain the pressure drop without taking any special 
precautions to prevent leakage of steam over the tips of the blades. 

As, however, the pressure drop in the blades increases, steps must be taken to 
limit steam leakage by causing the shrouding to overhang the moving blades to 
such an extent that it almost touches the preceding diai)liragm. This is known 
as End tightened blading (see p. 443). 

Since tip leakage can never be entirely prevented, and is most serious where 
the sjjecific volume of the steam is small, it is customary to allow only about 5 % 
reaction on the first rows of blades in the high-pressure turbine, and to increase 
this to 50 % in the low-j)ressure turbine, where tip clearance is small compared 
with the length of the blade. With 50 % reaction half the available energy per 
stage is released in the dia])hragm, and half in the moving blades. 

Modern impulse turbines. 

As the primary ])at ents on the various arrangements of nozzles and blades have 
now exi)ired, manufacturors are at liberty to use any type of combination to meet 
the end in view. 

The most usual arrangement is one two-bucket or two row wheel followed by 
several single-bucket wheels in which the amount of reaction increases progres- 
sively towards the exhaust end. 

Through the couitesy of Messrs Metropolitan Vickers, Fig. 219 shows one of 
their machines which illustrates the previous i)oints. 

It will be seen that the first stage is a double-bucket wheel, and that this disc, 
together with several succeeding discs, is pierced with holes which allow leakage 
steam to short-circuit the blades without interfering with the ordered flow from 
the nozzles. These holes can also be adjusted to give mechanical balance of the 
wheel. 

The ])hotograph shows that the last disc, and several preceding it, are not 
pierced because of the large percentage reaction carried by these blades. 


Determination of the work done in a single stage of an impulse turbine. 

In the absence of friction it follows from the conservation of energy that 
the work done on a blade ring is the difference between the kinetic energy of the 

p2 _ J/2 

steam entering the blades and that leaving, i.e. — - (see Fig. 222). 

Actually friction is present to an extent which depends upon the velocity and 
the condition of the steam entering the blade as well as upon the angle through 
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which the steam is turned. In practice this loss is estimated from curves, but for 
ordinary purposes it is usual to multiply the relative velocity the 

blade by a friction factor k, which is less than umty, in order to obtain the relative 
velocity Vj.Q at outlet. 

KnoAVing S, and the blade angles, the change in momentum, which 
produces the force on the blade, is most readily obtained by a graphical method 
which IS known as Drawing velocity diagrams. 



f jp 21.9 Single cylinder turbine with upper half of casing rBmo\cd 


Velocity diagrams. 

The change in momentum is the vector diffeience (MV^ — MV^) or — 
aiul IS obtained by diawiiig V, at the Nozzle angle a with the vector that 
ujiiespiits the blade speed iS in order to obtain the relative velocity at inlet, 
^ri = (K — /S) The relative velocity* at outlet = and the absolute 

* Relative velocity. The vi lor ily of A rplativ o to 2? is (F^ — F^), and, if the two objects 

A B 

Fig 220 

are not moving m the same straight linn, the dilfcrenco must bo obtained vpctonally by 
reversing the arrow, repiescnting velocity F^, and adding it vectonally to F^. 


WH E 
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velocity at outlet ia the vector sum (1^^ + iS) = By reversing the arrow in 
PJ and adding this quantity vectorially to we have the change in velocity 
(P^“ Pi) shown dotted in Fig. 221. The force due to this change of velocity is the 
product of the mass of steam flowing per second, and the vector difference 

(PJ-PJ). 



Fig. 221. 

In general the vector (P^ — P^) will not be parallel to 5, so that only the tangential 
component PJ will do useful work; whilst the normal component produces an 

End thrust on the rotor. 

Industrial method of constructing velocity diagrams. 

When a large number of velocity diagrams have to be drawn it is quicker and 
more convenient to draw diagrams 1 and 2 on a common base S, The change 
in velocity can then be scaled off directly (see Fig. 222). 



Fig. 222. 

Force on the blades and work done. 

Let T be the time occupied by a mass W lb. in passing over the blade system 
under steam, then the acceleration in the direction of motion aS is — and the force 
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Work done = Force x Distance moved in the direction of the force 

W V W 

= -^x(SxT) = jV,S. 

If IV is the mass flow per second, 

wViS 

XT p — 

■ ^x550’ 


Blade or diagram efficiency. 


wVl 


The tot al energy available for mechanical work per second = - - * , so that the 
ctiicieiicy of the blading as obtained from the velocity diagram 


2<7 


= Vd = 


(wlg)V,S 2V,S 


w V\j2g 


F? 


Press, p 


End thrust. 

Because of the reduced axial velocity at outlet, from blades of an impulse 
turbine the force producing acceleration of the 
iteam does not act wholly in the plane of the 

wV 

uhccl; hence there is a component force — — ^ 

tenfling to push the shaft axially; in addition, 
this is augmented by the steam pressure acting 
on the different areas a and A on each side of the 
ulicel or disc. A thrust bearing, or as it is some- 
times called an adjusting block, must therefore 
be provided to carry this load and maintain the 
Avurking position of the shaft. 

In a reaction turbine the axial velocity of the 
steam per reaction pair is sensibly constant, so 
that the main thrust is due to a difference in area 
and pressure on the ‘ ‘ rotor ” ; this thrust is usually 
balanced by allowing low-pre.ssure steam to act 
on a dummy piston, but to meet variable loads 
and locate the rotor an auxiliary thrust bearing 
IS provided. In central or double flow turbines, as 
well as in radial flow turbines, the thrust is self- 
balancing. 

Ex. Blade speed, diagram efficiency, and end 
thrust. 

Fig. 223. 

One stage in an impulse turbine consists of a con- 
verging nozzle and one ring of moving blades. The nozzles are inclined at 22° to the 
blades whose tip angles are both 35°. 



^7-2 



420 


The Theory of ih^ Steam Turbine 

If the velocity of the steam at exit from the nozzle is 1500 f.p.s., find the blade speed 
BO that the steam shall pass on without shock, and find the stage efficiency, neglecting 
losses, if the blades run at this speed. 

If the relative velocity of the steam to the blade is reduced by 1 5 % in passing through 
the blade ring, find the actual efficiency and the enil thrust on the shaft when the blade 
ring develops 50 h.p. 



Fig. 224. 


On base AB, Fig. 224, set off angles ABC = 22° and ABD = 35° and draw BC to 
scale to represent 1500 f.p.s. Through C draw CE parallel to D B in order to locate point 
£7, which gives the blade speed as 585 f.p.s, approximately. 

I fin5 V V 

Stage efficiency neglecting friction = ^ ^ = 83-5 %. 

1500“ 

With 15 % frictitm loss = 0-85 x 985 = 837 f.]).H. 

TV m ■ 1490x585x2 ^ , 

Oiagram emciency = - %• 

A ^ 1 in r 4 1490x585 

H.p. developed per lb. of steam = — =49-2 

^ ^ 32-2x550 

Hence steam flow is approximately 1 lb. per sec. 

/. End thrust = — ^ = 2-78 lb. 

^x49-2 


Velocity diagrams for velocity compounded wheels. 

If two or more rows of blades are carried on a single disc, the fixed blades, which 
separate the rows of moving blades from one another, deflect the steam on to 
the succeeding row of moving blades, and in some cases the system is arranged to 
give a shght drop in pressure. The problem may be considered as a system of 
single discs with their corresponding nozzles, and the velocity diagrams drawn 
accordingly (see Fig. 225). The initial velocity V[ with which the steam is dis- 
charged on to the second set of moving blades will be where h is the friction 
factor for the first system of fixed blades. 

In finding the work done it must be observed that the change in velocity is 
now given by (IJj + IJj), which will replace l^in the previous expressions for work 
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and efficiency, the change in axial velocity being + V„^). The case of a three- 
bucket wheel is merely an extension of the previous problem. 

If, as sometimea occurs in examination questions, the moving blades are all 
supposed to be made from the same section, time may be saved by superposing 
diagrams 1 and 2. 

The rapid diminution in the velocity of the steam as it passes through multi- 
bucket wheels imposes a practical limit to the pressure drop which it is desirable 
to produce in a nozzle. In fact, if efficiency is to be aimed at, it is rarely advisable 
to USB more than a double-bucket wheel per nozzle box. 



Ex. Blade speed and efficiency for velocity compounded turbine. Axial discharge, 
nozzle angle not given. Reduction in efficiency due to underspeeding. 

(B.Sc. 1924.) 

In a stage of an impulse turbine in which the velocity is compounded in two rings of 
moving blades separated by fixed blades, the moving blades have tip angles of 30°, and 
the blade speed and nozzle and fixed blade angles are designed on the assumption that 
the velocity of discharge from the nozzle is 1800 f.p.s. and relative velocity of the steam 
to blade is reduced by 10 % in passing through each of the blade rings, and the final 
discharge shall be axial. Determine the blade speed, and find the efficiency of the stage. 

What would be the approximate reduction in efficiency caused by a 10 % reduction 
in blade speed? 

To solve this problem select two points A and Fig. 226, and from these mark off 
the blade angles of 30° from XX and xx. 

Make = 90, so that F',- = ^ = 100. (this saves a little computation). From B 

set off these lengths to define points E and C. 

n F- 

ocale off V'i, and from this evaluate F^ = . With centre F, and radius = F^, strike 
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an arc to intersect the 30° line through A in 0, then AG = F„ and which is 

set off at an inclination of 30” from A to define point H. 

The length FH should be 1800, but through a wrong choice of F'^ it only scales 355. 

XT , , . , T 1800 

Hence the scale of the diagram = - . 

Actual blade speed = 78-5 x = 398-5 f.p.s. 


The diagram efficiency = 


2(f,+f;)^ 

F? 


2 (470+ 165) 398-5 

uOO 

18002 


= 79-2 %. 


Underspeeding. To facilitate drawing, the underspeed diagram is superposed on the 
diagram for the designed speed, and is shown dotted. From this diagram the diagram 
efficiency becomes 


2(480+192-4) X 0-9 x 398-5 

ijOO 

1800^ 


= 75-5%. 



(Nut to Scale) 
Underspeedinb Shown Dotted 


Fig. 226. 


Ex. Nozzle angle for a pressure compounded steam turbine with axial discharge . 

(B.Sc. 1935.) 

In an impulse turbine compounded for pressure the first six stages each consist of a 
set of nozzles and one ring of moving blades. The steam supplied to the first stage is 
200 lb. per sq. in.^ superheat 60° C. and the sixth stage exhausts at 23-5 lb. per sq. in. 
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Takine constant for all stages, calculate by means of the steam 

^ 6 Initial pressure ° 

tables the heat drop of the first stage. 

If the blade speed is 550 f.p.s. and the outlet blade angle is 30°, find the nozzle angle 
for an axial discharge. 

Assume that friction reduces the velocity of the steam relative to the blades by 15 % 
and take a nozzle efficiency of 90 %. 

Since the pressure ratio per stage is constant, 


Pi P2 P3 P^ P5 23*5 



whence C = 1-4285, 


200 

“ 1-42B5 


140. 


zoo Lb per 5q In 60''5 u. 



Fig. 227. 

To obtain the adiabatic heat drop from steam tables, 

03 at 200 lb. per sq. in. and 60° C. superheat = 1'6231 
0 at 140 lb. per sq. in. dry saturated = 1-5813 

0-0418 = 

To estimate the value of Cp from tables, 

at 140 lb. per sq. in. and 30° C. superheat = 682-3 
H at 140 lb. per sq. in. dry saturated = 665-1 

17-2 

= ^ = 0-5735. 


17-2 
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T „0 04^_„ „ 

Tentatively, 451 0-5135 ^ '' 

7’= 1 08x451 -4 =487 

T saturated at 140 Ib. per sq. in. = 451 

Degree of superheat = 36 

This could also have been obtained by referring 0 = 1-6231 to superheat tables. 

H at 200 Jb. per sq. in. and 60° C. superheat = 703-6 
H at 140 lb. per sq. in. and 36° C. superheat = 684-6 

Heat drop = 19'0 

F,- = 300n/19x 0-9 = 1240 f.p.s. 


By constructing the velocity diagram in the reverse way to what is usual, we have 
638 

Vj.^ = = 751, the intersection of this vector with the 1240 vector gives the nozzle 

0-85 

angle as 20-3°. 


Flow of steam through blading. 

The volume of steam flowing through 
the blades is the product of the velocity 
of flow and the total area of the pas- 
sage perpendicular to the velocity. 
In practice it is convenient to consider 
the axial component of the velocity 
in conjunction with the unobstructed 
area perpendicular to this velocity, 
thus: 

From Fig. 228 the mean unob- 
structed area between the blades at 
entrance = {psmfi—t)h. 

V olume of steam flowing per second 

= Vrihljpsinfi-i] = A gauging. 

But V^i sin = PiJ sin a. 

^ sin a _ Axial velocity 




Flow per blade pair = 


” , . , ... , Axial velocitv”! , 

p Axial velocity — t ^ A. 

L sin/ff J 


For full peripheral admission the number of openings = 7r(p.c.D.)/p. .'. Total 
flow = [p-i/sin/?] axial velocity x Aw(P.C.D.)/pssaxial velocity x annular area. 
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To have a steam flow through the blades, then, it is imperative that the axial 
component of the velocity of the steam is at all times compatible with the area 
for flow. For this reason the exit height H of the blade is often greater than the 
inlet height h. 


Blade speed for the maximum diagram efficiency of a single -bucket 
wheel having symmetrical blades. 


On p. 419 the diagram efficiency of a single-bucket wheel was shown to be 


V- 


( 1 ) 


For a symmetrical blade ^ = y (Fig. 222), and to maintain the steam flow 
through the turbine constant, the axial velocity of the steam through this type 
of blade must also be constant. Further 


sin a = Vj .1 sin p. 

Also T^^cosyff = (k^coaa— aS). 

Neglecting friction, = 1^^, and 

]^= 2l^„C0S;ff. 

By (3) in (4), = 2(k^ cosa — aS). 

4(1^ cosa — aS) S 


By (5) iii(l). 


f! 


Vf 


dr] 




d(m) 

Hence the best Velocity ratio (v.r.) is 


= cos a — = 0 for a maximum. 


( 2 ) 

(3) 

( 4 ) 

( 5 ) 


.S 

Vi 


cos SL 

— - and = 


( 6 )* 


‘Since a is usually 16 to 20°, cos a — 1, so that the best velocity ratio is approxi- 
mately J. Ill practice it is found that the highest efficiency is realised when 
V.R. = 0.48 to 0-5, which in this case causes the steam leaving the blade to move in 
aji axial direction. In these circumstances the kinetic energy in the leaving steam 
1“^ the minimum required to produce a flow through the blades, no component 
velocity, in the direction of S, being available to do more work on the blades. 

J urther, since fan action and disc friction (see p. 429) depend upon a power of 
the speed, reduction in speed causes a saving on these losses which more than 
compensates for the reduced diagram efficiency. 


* 


_ 5 _ 1 

F, CDS a whirl velocity 2* 
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The best velocity ratio for double -bucket wheels. 

With very small blade angles the best velocity ratio of a single-buchet wheel is 
a value which should be realised by the last row of a double-bucket wheel, 
since any energy which is not converted by the first row of blades should, in the 
ideal case, be converted by the last row if it is not to be lost. 

Fig. 229 represents an ideal two-bucket wheel having very small blade angles, 
and in which the final discharge of the steam is axial; a condition which makes 



Neglecting friction, we have V'ri — S. This causes 

V[^V'r,-{-S^2S, 

But 

V,,^V,-^S:^3Sy 

and since then P^ = P^^ ■ + aS 4*?. 

Hence the best velocity ratio of a two-bucket wheel is J, and of a three-bucket 
wheel 


Best velocity ratio for unsymmetrical blades, friction present. 

On p. 419 it was shown that the diagram efficiency of any type of blade was 


given by 

(1) 

From Fig. 222, PJ = P^^ cos -j- P^o cos y. (2) 


But with friction PJ^ = fcp^^, where fc < 1, whence (2) becomes 


But 

By (3) and (4) in (1), 


7J = 

rj = 


Vj .1 cos yff = (P^ cos a — S). 


2(>^cosa-^)(l + fc^)w 
V! 



(3) 

(4) 


(5) 
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Before we can solve this equation for the value of aS/ 1^, which will make Tj a 
maximum, we must know something about the angles a, y?, y, as these influence 
the value of thus: 

If the steam is to flow on without shock, 

T^ sin/? _ l^sina 
I^^-cos/tf Vi cos oc- S' 


Blit 


tany9 = 


sin a 

cos (X — SjVj;' 


sec^/S = 1 + tan^yff. 



( 6 ) 

( 7 ) 


a and y may now be varied arbitrarily so long as the blade height at entrance 
and exit can be adjusted to discharge the steam (see Fig. 228). 


Ex. Velocity ratio for unsymmetrical blades. (Senior Whitworth 1924.) 


Thu ratio K between the velocity of the moving blades of a single disc impulse turbine 
and the velocity of steam at exit from the nozzle is 0*35. Find the efficiency when the 
nozzle angle is 18° to the direction of motion, 

WJiat would be the value of K to give a maximum efficiency of this pair and what 
would the efficiency then be? 

Assume that the inlet angle of the blade allows the steam to flow on without shock 
and that the outlet angle is 18°. 

To solve the first part of the problem merely draw the velocity diagram, taking F, as 
1000, whence 


V 


2F,iS^_ 2x1247x350 

'vf ~ rooo2 


From equation (7), p. 427, writing y = a, we have 


, = 2(|-co8a-(0)(l + ^cosayi + (— (1) 

Let aS'/F, = X and cos a = a, then equation (1) becomes 


1 ] = {ax — x^) ll a 11 + 




= x[a — x + ayl(a—x)^ + {l — a^)]. 
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Let (a—x) = y, and (1— o®) = 6, 

y = (o-y)[y+oVi/* + 6*], 

drj dij dy _ dr/ 
dx dy dx dy* 

■ I — |[„+a,^.l(-l) + [.-jl[l+^J). 

Equating this to zero for a maximum value of n, 

a — 2y — a^y^-\-b^-\-^^- ^— = 0, 

sy^ H- 6* 

(a - 2y) ^ly^ + b^- a(y^ + b^) + a^y - ay^ = 0; 

whence (a — 2y) ^y^ + 6^ = 2ay^ — d^y + ab^. 

Squaring both sides, 

(d^ — 4ay + 4y^) {y^ + 6^) = 4£t^y* + a^y^ + d^b^ — ^a^y^ H- 4:d^b^y^ — 2a^bhj, 

4y*^ — 4ai/® + y^(4:b^ -f d^) — 4ah^y + a^b^ = 4a^i/^ — 4ay + y^a^ H- 4:a^b^) — 2a%hj + a^b^, 
4y^(\ — a^) — 4ay\\ — a^) +y^[4b^l — a^) + a^(l — a^)] — 2dbhj\2 — aF\ + d^b'^[\ — 6^] = 0. 
But 6^ = (1 — fl^), so dividing throughout by (1 — a^) gives 

4y^ — 4ay^ + y^(4 — 3a^) — 2ay(2 — a^) + = 0, 

(y — a) \4y^ + (4 — Sa^) y — a^] = 0. 

/. y = a\ whence a; = 0 and ^ = 0. 

Or 4y^ + (4 — 3a^)y — = 0. (2) 

This equation has only one real root, which lies between y = 0 and a/2, 

, , , a cos a 

x=[a-y), hence x>->——, 

a = 18°, cosa = 0-9511. 

A graphical solution gives x = 0-526, and this value satisfies equation (2) approxi- 
mately. 

Graphical solution. The efficiency is obviously a maximum when is a minimum, 
provided the area through the outlet from the blades will allow the steam to flow through 
at the rate that it is discharged from the nozzle; so obtain the velocity ratio which will 
give this minimum for a fixed nozzle and outlet blade angle. 

On the base BC (Fig. 230) set ofiF the nozzle angle ABC as 18°, make AB = 1000, and 
set off the outlet blade angle DBE .= 18° on the reference line. From B mark off^ blade 
speeds of 300 f.p.s., 400 f.p.s., etc. up to 700 f.p.s., to locate points C, Cj, C^, etc. 

Join AC, ACi, AC^, etc. With centres C, C'j, C^, etc. and radii AC, AC^, AC^, etc. 
= Vf,, strike arcs of circles to intersect lines drawn through C, C^, C^, etc., parallel to 
the reference line, in points F, F^, F^, etc. The join of these points is the locus of the end 
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F of the vector BF which represents the outlet velocity V^. The minimum value of 
is the radius of a circle, centred at 5, to which the locus of F is tangent. For this minimum 
value the blade speed scales 526, and since F, was taken as 1000, the best velocity ratio 
is 0*526. 



Losses in steam turbines. 

Ill an ideal turbine the useful work done per lb. of steam would be the same as 
tliat done on the Rankine cycle between the same temperature and pressure 
limits, from the stop valve to condenser, i.e. it would be equal to the Adiabatic 
heat drop, 

Ju practice many things reduce this work considerably, and their effects may 
be investigated by tracing the path of the steam from the stop valve to the 
condenser, thus; 

The first loss occurs at the governor valve where, for the sake of speed regulation, 
a throttling loss of 5 to 10 % of the pressure at the main stop valve appears 
to he inevitable. 

Friction and eddies will cause various small pressure drops in the high-pressure 
nozzle box, but the greatest loss occurs in the nozzle itself due to the bending 
of the steam through a considerable angle. 

From a thermal efficiency standpoint small blade heights are undesirable, but 
if these are increased, then the great density and limited quantity of high- 
pressure steam prevent its admission over the whole of the periphery of the first 
stage, hence Partial admission results. In a way this is unfortunate, because the 
blades which are not under the influence of the jets are idly churning the steam, 
with which the casing is filled, thereby causing a Fan loss or Windage. This 
loss is difficult to estimate, although attempts to reduce it are sometimes 
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made by fitting stationary shields around the moving blades which are not 
under steam. 

The high-pressure turbine disc is itself running in a dense medium that sets up 
a considerable fluid resistance, known as Disc friction. 

The chamber containing the first stage is sealed against leakage of steam by a 
gland at one side and diaphragm packing at the other (see p. 415); but since 
this seal is never perfect, a certain proportion of the steam leaks from the 
chamber without doing useful work. The larger leakage area of reaction turbines 
makes the loss more serious in the high-pressure turbine, even though the 
pressure difference across each row of blades is much less than across the 
diaphragms of impulse turbines. 

The kinetic energy corresi^onding to the absolute discharge velocity of the 
steam, i.e. Carry over, may be conserved — at least for one power output — by 
properly shaped and positioned diaphragm plates. With partial admission this 
angular positioning of the nozzles of successive stages in order to conserve the 
“Carry over” is known as Lead, and may be computed when the particulars 
of the blade and velocities are knowm. 

Throughout the turbine the losses already enumerated are repeated from stage 
to stage, but decrease with a decrease in the density of the steam. In addition 
there is Radiation, which, in a properly Lagged casing, should not amount 
to more than J % of the adiabatic heat drop (a.h.d.). 

Next to the glands we have bearings and the thrust block, which involve 
frictional losses. On a small 20,000 h.p. set, having a mechanical efficiency of 
95 %, this loss amounts to 1000 h.p., which has to be dissipated by means of the 
lubricating oil; hence the large quantity of oil in circulation. Finally the power 
to drive the pumps as well as the governor gear must be deducted from the total 
power developed inside the turbine. 

Terminal or leaving loss. 

The exhaust steam enters the condenser with a considerable velocity, something 
of the order 600 to 800 f.p.s. or nearly 600 m.p.h., and the kinetic energy corre- 
sponding to this velocity represents a loss of energy amounting to 

gOQZ 

TTTTr. = 7-1 c.H.u. per lb. of steam. 

2g X 1400 

The best way of reducing this loss and that of the thrust block is to use a 
Central or double flow turbine, which is really two simple turbines with their 
H.p. ends placed back to back, so that the steam flows axially in opposite direc- 
tions.* 

By this arrangement the velocity is halved and the leaving loss quartered.f 

* The first turbine made by Parsons wets of this type [1S84). 

t In reaction turbines the leakage loss is almost doubled wlien central flow is employed, 
but it is possible to employ a higher vacuum without involving an abnormal leaving loss, 
consequent on the reduced density of the steam, as would be the case in a single flow turbine. 
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Becaue'P of the reduced blade heights required, the system is most advantageous 
c)n hi f^Ii 'powered or low-pressure units, where it has distinct advantages. 

Ill Vuierica turbines have been made with four exhausts ^ ith a view to reducing 
the lofc»s below the average value of 5 % of the adiabatic drop occurring with a 
biiiglc exhaust in that country. 

Tiio tlesigner's objective is to reduce all these losses to a minimum, and it will 
|)e appreciated that the greater the capacity of the machine the smaller will be 
the ])crcentage total loss. 

When designing a turbine, each loss, and its influence on the condition of the 
IS considered at each stage, but examiners take cognizance of the losses 
introducing certain efficiencies. Unfortunately there does not appear to be 
agiecment in the definitions connected with the various efficiencies and often 
several different names mean the same thing. 

Various efficiencies of turbines. 

( 1 ) Diagram efficiency . This has been defined on p. 41 9 and is represented by 

Ui > 

^ I 

where the suffixes 1, 2, etc. refer to the rows of moving blades in that particular 
stinTc. 

(2) Stage efficiency, The stage efficiency covers all the losses on the 
nozzles, blades, diaphragms and discs that are associated with that stage. 

Net work done on shaft per stage per lb. of steam flowing 
Adiabatic heat drop per stage 

_ Net work done on blades — Disc friction and windage 
Adiabatic heat drop, A, per stage 

Internal efficiency, This is equivalent to the stage efficiency when 
ap])licd to the whole turbine, and is defined as 

Heat converted into useful work 
Total adiabatic heat drop, H 

(4) Overall or turbine efficiency, This efficiency covers internal and 
f'xlcriial losses; for example, bearings and steam friction, leakage, radiation, etc. 

^ _ Work delivered at the turbine coupling in heat units per lb. of steam 

Total adiabatic heat drop, H 

(5) The net efficiency or the efficiency ratio, is the ratio 

Brake thermal efficiency 
Thermal efficiency on the Rankine cycle’ 
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Now the actual thermal efficiency 

Heat converted into useful work per lb. of steam 
Total heat in steam at stop valve — Water heat in the exhaust’ 

Rankine efficiency 

Adiabatic heat drop 

Total heat in steam at stop valve — Water heat in the exhaust' 
Heat converted into useful work 


■-^71 = 


Total adiabatic heat drop 


Hence 

It is the overall or nett efficiency that is meant when the efficiency of a turbine 
is spoken of without qualification. 


Re -heat factor. 


Owing to friction, only the portion ifs^h of the adiabatic heat di*op h per 
stage (having an efficiency is converted into work, the reinaiiirler {(1 — r/J A} 
goes to re-heat the steam, and thereby pushes the “state point”, on the 
chart, progressively to the right. 

For example, the state point (2), Fig. 231, for the first stage is i)ushed to (2'). 

Now the constant pressure linos on an i/0 chart diverge towards the right, 
and therefore it follows that the adiabatic drop from 2' to 3 is greater than the 
drop from 2 to 3'". 

Continuing in this way from stage to stage the total effective heat drop is 

/j j -f Ag -l- Ag + A^ -f- etc . ] 


this is known as the Cumulative heat drop and is greater than the direct or 

Adiabatic drop H. 

Generally A^ + Ag-f Ag is expressed in the form of a jn’oduct RxH, where i? 
is known as the Re -heat factor. 

If Tj^ is the average stage efficiency, and A is the average heat dr op per stage, then 
the internal efficiency of the turbine 


= Vi = 


U • 


( 1 ) 


But 


Zh = RH. 


Whence by (2) in (1), 




(2) 


R = 


Vi* 

Vs' 


.(3) 


Usually Tf^ and are unknown, so that E is provisionally decided on from 
experience with similar turbines. The value of R usually lies between 102 for 

* This equation shows that the efficiency of the machine as a whole is greater tlian of its 
individual parts. 
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turhines with few stages to 1-06 where many stages are employed. By reasoning 
on purely theoretical lines a value of R may be deduced.*^ 

Ex. Re-heat factor and subdivision of power. (B.Sc. 1921.) 

Explain carefully what is meant by “Re-heat Factor”, and indicate how this factor 
invulvoa two efficiency ratios. 

An impulse turbine installation is to be arranged in three casings, H.P., i.P., L.P., and 
to ^^o^k between pressures 210 lb. per sq. in. 80° C. superheat and 1-1 lb. per sq. in. 
Allo\^ing a re-heat factor of 1-075 and a loss of available heat in receiver pipes, etc. of 
5 r.H.u. per lb., determine the heat to be allocated to each unit if h.p. and i.p. each 
develop 4 power and l.p. \ of total power. 

Allow a stage efficiency in h.p. of 0-79, I.P. of 0-76, l.p. of 0-72. 



From the Mollier diagram the adiabatic heat drop from 210 lb. per sq. in. and SO” C. 
superheat to 1-1 lb. per sq. in. = 205*5 c.H.u 

Cumulative heat drop = 1-075 x 205*5 = 221*5 
Receiver loss = 5*0 

Net available energy =216*5 

Let /fj, and be the heat drops for H.P., i.r. and L.P. and p the total power 
developed per lb. of steam, then 

0-79^1 = 0-76ff 2 = = | , 

* “Stage efficiency, cumulative heat drop, and reheat factor of steam turbines,” by 
B. M. Smith, Proc. Inst, M?ch. Eng. (1939). 
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. Hi Hj 2 0-72 

jys“79’ H,“4^0-76’ 

Hi+H^+H, = 2U-5. 


„ /76 , 2x76\ 


2165: 


J?, = 5M, ^2 = 531, ^3 = 1121. 


Ex. Auxiliary exhaust into turbine. (B.Sc. 1921.) 

The low-pressure turbine of a naval installation receives 30-7 lb. of steam per sec. 
from the high pressure unit at 27 lb. per sq. in. and 0-915 dry. This steam expands to 
12-5 lb. per sq. in. in the first two stages of the low-pressure with an efficiency ratio of 
0-69. Into this steam at 12-5 lb. per sq. in. there also passes B -2 lb. per sec. of exhaust 
steam from the auxiliaries at 0-94 dry. The total steam quantity then passes through 
the succeeding stages to an exhaust pressure of 1*3 lb. per sq. in. If theH.P. developed is 
6120, determine 

(a) The efficiency of the later stages. 

(h) The condition of the steam at entrance to the third stage. 

(c) The condition of the steam at the exhaust from the last stage, assuming a leaving 
velocity of 600 f.p.s. 

Heat drop from 27 lb. per sq. in. at 0 915 dry to 12-5 lb. per sq. in. is 29 c.h.u. ; 
Efficiency ratio = 0-69. 

Actual work = 0-69 x 29 = 20 c.H.u. 


Re-heated condition from Mollier diagram gives a total heat of 581*5 C.h.u. per lb. 

Total heat leaving the second stage = 30-7 x 581-5 = 17,870 

Total heat from auxiliary exhaust = 8-2(95-5 + 0-94 x 642) = 4,960 
Total heat entering third stage 


. T 4 1 4 Ik ^2,830 

/, Total heat per lb. = 


= 22,830 
= 587*0 

= 95*5 
= 491-5 


(30-7 + 8-2) 

h at 12-5 lb. per sq. in. 

L at 12-5 lb. per sq. in. = 542. x x 542 

491-5 

Dryness fraction at entry to the third stage = x = — - = 0-906. 

From this condition down to 1-3 lb. per sq. in. the adiabatic heat drop is 73 c.h.u. 
Total H.P. developed = 6120 


H.P. in first stages = 


20x1400x30-7 
650 


= 1562 


H.P. to be developed in the later states = 


77„x3B*9x73x 1400 
550 


= 4558 


• ■ 4 -' -fi 4 . 4 . 4558x550 

, . Efficiency ratio of later stages, = 3 8 . 9 ^ 73 ^ 1400 ' 

^^ = 0 * 631 . 
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Useful heat drop = 0-631 x 73 = 46-04 

Heat equivalent to leaving loss = — = 4-0 

2^x1400 

Total energy abstracted = 50-04 

Setting this length off on the Mollier diagram from the adiabatic through 12-5 lb. 

rv rkAO 1 J 1 ri n_ ■_ r n a 


Tier sq. m 


. at 0-906 dry gives a re-heated dryness at 1-3 lb. per sq. in. of 0 - 864 . 


Quantities Given 

Main Steam 12-5 Lb. per S,.In AiiTi-SrEAM 
307 Lb. PER 5 ep. w = D -69 B -2 Lb per Sec. 

27 Lb. PER Sq In. 12-5 Lb per Sq. In. 

0-915 Dry I 0-34 Dry 


• \2 TVI 



Required Quantities 


IL 

NTITIES^'"'^^ 


1-3 Lb.per Sq.iN. / H.R 6,120 


600 f p s. 


Fig. 232. 



Fig. 233. 


Kx. Velocity compounding. Stage pressure, power. (B.Sc. 1932.) 

A two-row stage in an impulse turbine operates at a blade speed of 480 f.p.s. when 
receiving 6-5 lb. of steam per sec. at 160 lb. per sq. in. dry and saturated. The ratio of 
llie blade speed to the steam speed at efflux from the nozzle is 0-21 and the nozzle 
efficiency is 90 %. Given the following particulars: 




Nozzles 

First 

moving 

Fixed 

Second 

moving 

Outlot angles 

16° 

20“ 

24° 

32° 

Velocity coefficient 

— 

0-79 

0-83 

0-88 
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determine the stage pressure, blading (or diagram) efficiency, stage efficiency and power 
output, if 20 H.P. is used in overcoining disc friction and windage. State also the con- 
dition of the steam leaving the stage. 



Fig. 234. 

Sufficient information is given to complete the velocity diagram, from which the 
diagram efficiency is given by 

+ V,,)_S _ 2x480( 3015 + 1 1^) _ 

|/2 22852 ■ -"/ O ' 

Adiabatic heat drop H is given by 

2285 = 300V0W, H = 64 0 n.H.TJ. 

From the Mollier diagram the corresponding stage pressure is 36-5 lb. per sq. in. 

H.P. developed by the blades = — — = 740 

X OOU 


Disc loss 
Net H.P. 


= 20 
= 720 


™ . Network on shaft 

Stage efficiency = ^^ = — 


720 X 550 


,-, = C7-4%. 


Adiabatic heat drop 64-6 x 1400 x 6-5 

Heat converted into mechanical work per lb. of steam 

= 0-674 X 64-6 = 43-5 c.h.u. 
V'^ 260 * 

Heat equivalent of carry over = = 0-75 

2gJ 64-4 X 1400 

Total heat converted = 44-25 


Setting this length off on the Mollier diagram gives the re-heated condition of the 
steam leaving the stage as 0-95. 
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jTjf. Turbine trial. (B.Sc. 1934.) 

Till* following particulars refer to a trial on a small two-stage impulse turbine supplied 
uilli riupcrhcated steam: Pressure and temperature of steam in nozzle box, 154 lb. per 
^q in. and 210” C. respectively; pressure and temperature of steam in first expansion, 
]4'2 lb. per sq. in. and 108“ C.; pressure in condenser, 1-13 lb. per sq. in.; revolutions 
per min. 2900; brake torque, 252 lb. ft.; friction torque, 17'5 lb. ft.; steam per min., 
4() r)3 lb.; cooling water per min., 1665 lb. raised through 15-3° C.; temperature of hot 
A, ell, 32-5” C. 

Aliike out a heat balance sheet for the turbine, expressing the values in lb. calories 
per mill., and find the thermal efficiency. 

What is the % of re-heat in the first stage? 


B.H.P. 


277- X 2900x252 
33 , 000 ^ ' 


139-4 


F.H.P. 

I.H.P. 


27rx 2900 X 17-5 _ 
33,000 “ 

= 1491 


H at 154 lb. per sq. in. and 210° C. = 682 c.H.u, 

1\ in feed = 32-5 

Heat supplied = 649-5 

Heat converted into l.n.p. per lb. of steam = 

1400x46-53 

75-5 

Thermal efficiency = ^ ^ = 11-62 %. 

649-5 


75-5. 


From the Mollier diagram for conditions 154 lb. at 210° C. and 14-2 lb. at 108° C. 
(lie arliabatio drop is 102 c.H.u. and the re-heat 64 c.H.u. 


Percentage re-heat = 100 = 62-7 % 


Heat supplied measured from hot well temperature 

= 46-53 X 649-5 

= 30,200 

Hc-at to cooling water 

= 15-3x1665 

= 25,450 

Heat to B.H.P. 

— 

= 3,280 

Heat to F.H.P. 

- ““x 

= 228 

Unaccounted for 


= 1,242 


EXAMPLES 

1 ■ Re-heating due to blade friction and horse -power developed. (I.M.E.) 

Fhe heat drop utilised in the nozzles of one stage of a steam turbine amounts to 
65 B.T.TJ. per lb. of steam, and the condition of the steam as it leaves the nozzles is 0-98 
'hy at a pressure of 105 lb. per sq. in. absolute. The nozzle discharge angle is 14° and the 
blade angle at outlet is 20°, blade speed SOOf.p.s., blade velocity coefficient 0-8. Estimate 
tbe condition of the steam as it leaves the blades and determine the horse-power 
developed if the steam flow is 3-5 lb. per sec. Am. x = 0-992; H.p. = 274. 
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2. Blade angles and diagram efficiency. 

The bucket speed of a simple impulse turbine is 1300 ft. per sec., the axis of the nozzle 
is inclined at 20“ to the plane of the wheel and steam leaves the nozzle at 3500 ft. per sec. 
Find the bucket angle at entrance if there is no shock. 

If the exit angle is the same as the inlet angle, find the absolute velocity of the steam 
as it leaves the bucket and also the bucket efficiency (a) neglecting friction, (6) when 
the friction factor = 0-75. 

Atis. Without friction, bucket angle = 32°; With friction, bucket angle = 32°; 
Leaving velocity, 1370 and 870 f.p.s.; Efficiency, 85 and 72-9 %. 

3. Velocity compounding, axial discharge, efficiency and angles. (B.8c. 1929.) 

A pressure- compounded impulse turbine runs at 950 r.p.m. and is supplied with dry 
saturated steam at 195 lb. per sq. in., exhausting at 1-0 lb. per sq. in. The first stage uses 
one-twelfth of the adiabatic heat drop and is compounded for velocity by means of two 
rings of moving blades separated by fixed blades, and the mean diameter of the blade 
ring is 55 in. The nozzle angle is 23° and the moving blades have a common discharge 
angle of 30°. 

Assuming a velocity coefficient of 0-85 and a nozzle efficiency of 90 %, find the diagram 
efficiency and the proper delivery angle for the fixed blades for axial discharge from the 
stage. ^ Ans. Diagram efficiency, 69-8 %; 24’75°. 

4. Impulse turbine, velocity diagram. (B. Sc. 1937.) 

In a stage of an impulse turbine which is compounded for velocity there are two rings 
of moving blades the discharge angles of which are 30° in both cases and the mean blade 
speed is 280 ft. per sec. The nozzle and the fixed blades have a discharge angle of 20 \ 
The steam in the nozzle box is at 170 lb. per sq. in. pressure, superheated to 250° C., 
and the pressure in the wheel chamber is 90 lb. per sq. in. 

Draw the velocity diagram and find the diagram efficiency and the horse-pow er of 
the stage when the steam consumption is 40,000 lb. per hr. Take a nozzle efficiency 
of 90 % and assume that friction causes a 15 % reduction in the velocity of the steam 
relative to the blades. Ans. 66 %; 538ii.p. 

5. Velocity compounding. (B.Sc. 1934.) 

The following particulars refer to a stage of an impulse turbine compounded for 
velocity in which the steam supplied to the nozzle box is at a pressure of 150 lb. per 
sq. in., superheated to 220° C.: 

Pressure of steam in wheel chamber, 80 lb. per sq. in. 

Discharge angle for two rings of moving blades, 30°; discharge angle for nozzle and 
single row of fixed blades, 20°. 

Find (a) the velocity of the steam as it leaves the nozzle if the nozzle efficiency 
is 88 %; 

(&) The blade speed for the final discharge to be axial, assuming that friction causes 
a reduction of 16 % in relative steam velocity for fixed and moving blades; 

(c) the diagram efficiency of the stage. 

Ans. (a) 1565 f.p.s.; (b) 306 f.p.s.; (c) 68-2 %. 
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6 Re-heat factor and efficiency, (B.Sc. 1925.) 

Explain what ia meant by "re-heat factor" in steam turbine design. An impulse 
turl)ino consists of eight stages and the efficiency of each is 70 %. The steam supply is 
.il 215 lb. per sq. in. and 250° C., and the pressures in successive stages are in geo- 
iiu»tnf’id progression, the condenser pressure being 1-5 lb. per sq. in. Find the re-heat 
t irtor for the turbine and the steam consumption per horse-power hour. 

What is the thermal efficiency of the turbine? Ans. 1-057 ; 10*17 lb. ; 74%. 

7. Auxiliary exhaust into a turbine, (B.Sc. 1932.) 

The high-pressure turbine of a marine installation receives 12*5 lb. of steam per sec. 
at 225 lb. per sq. in., 100° C. superheat, and expands to 27 lb. per sq. in. with an efficiency 
r.itio ot 0-7. The steam then passes to the low-pressure turbine receiver, but there is a 
tliroltling drop of 2 lb. per sq. in. in the connecting pipe. Expansion takes place in the 
lii^t stage of the low-pressure to 16 lb. per sq. in. with an efficiency ratio of 0*73. 

The auxiliary generator turbine exhaust of 2-5 lb. per sec. is led to this stage, which it 
enters at 16 lb. per sq. in. and 2 % wet. The total flow of 15 lb. per sec. then expands 
tlirough the remaining sections of the low-pressure turbine and leaves it at 11 lb. per 
sij 111 ., 0-93 dry, with a velocity of 600 f.p.a, 

(\ileiilate the total power developed. Atis. 5125 h.p. 

Reaction turbines . 

The high initial cost of nozzles and discs is avoided if we make the blades of 
such a form that they can expand the steam as well as alter its direction of flow. 

In the reaction turbine expansion through the blades is secured by making the 
hl.idc rings a good working fit between the rotor and the casing, and by providing 
convergent passages between adjacent blades. 

The fixed ring of blades discharges the steam on to the moving ring at a velocity 
iipj)ro|)riate to the enlarged area at entry. Subsequent expansion through the 
nioviiig blades increases the magnitude of the velocity, and this alteration, 
together with the changed direction of the steam between entry and exit, causes 
a icac tion on the blades from which power is developed. 

( )f this type of turbine there are two jmncipal exami)lBS : The Parsons’ turbine,* 
and the Ljungstrom. In the Parsons’ turbine the steam flow is axial, whereas 
in the Ljungstrom it is radial. The Ljungstrom has also one other important 
iliTci eiiee, and that is both systems of blades move in opposite directions, thereby 
obtaining a high relative velocity for a moderate rotational speed. 

Tu the lirush Ljungstrom turbine illustrated in Fig. 236 each half of the turbine 
drives its own alternator through the horizontal spindle; the alternators being 
tied electrically to compel them to rotate at the same speed. The greater pro- 
portion of the expansion proceeds radially, since the increased area for flow, which 
itteiids the increase in radius, allows the blade heights to be sensibly constant. 
Vlt hough usually the last two stages in the expansion are completed in an axial 

The first Parsons’ marine turbine was radial flow becauso Messrs Clarke Chapman 
‘ud Co. retamed Parsons’ patent for the parallel flow type. 
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direction because of the centrifugal bending stress on the long blades of the 
radial flow machine. 

This type of turbine is very powerful for a given size and weight, and since the 
casing is removed from high pressures and temperatures, the machine may be 
started easily and quickly from cold. 

The profile of a reaction blade is the same for both the fixed and moving systems 
of blades, and since the passage between adjacent blades allows for only a small 
drop in pressure a large number of rows of blades have to be employed. 

The fall in pressure as the steam passes through each row of blades, together 
Tilth the friction loss, causes the specific volume of the steam to increase from 
l[^^\ to row; so that in axial flow turbines (if the velocity ratio is to remain 
constant) the blade lengths should increase progressively towards the exhaust 
end. 

In practice it is found that at the high-jiressure end of the turbine the increase 
in specific volume, consequent on a reduction in pressure, is not very great; so 
Tiith a view to cheapening the turbine, at the expense of a slight variation in 
velocity ratio, many rows of blades have the same height, and are grouped into 
what are knovn as Groups or Expansions. 

Fig. 237 shows a section of an early tyqie of Parsons’ turbine. It reveals that 
it is but one large stejiped nozzle formed from these expansions. In more 
modern turbines the p.c.D. of the blades falls on one or more cones instead of on 
cylinders as in Fig. 237. 

At the low-pressure end of the turbine the specific volume increases so rapidly 
that an Expansion is restricted to a reaction pair, and even then, with the 
blade length limited by vibration and centrifugal force considerations, it becomes 
nf‘cessary to maintain the steam flow by opening out the blade angles. 

Reaction blading.* 

The majority of the blading used in Parsons’ turbines is made from rolled 
sections, the blades being attached to the rotor or casing by serrations. 

TJie advantage of this form of attachment is that the blade can be inserted into 
the groove and twisted into position, and that, by varying the width of the groove, 

\ arious blade angles may be produced from a common rolled section. 

Variations in groove width produce four types of blades, namely; normal, 

\ ''"ing, I wing, and J wing blades, which have exit angles of approximately 20°, 
30“ and 34“. 

The full wing blade is made from another blade section and has a discharge 
angle of about 45°. Normal blades are in most general use and their widths 
range from ^ to 1 J in. by eighths of an inch. Because of the different widths of 
groove into which the blades are inserted, the term nominal width is used to 
designate the particular series of blades. 

* See example “Efficiency of reaction turbine blading”, p. 855. 



Fig. 237. Parsons’ turbine with impuKe wliecl, taken fi oin The Development uf tJte Steam Turbine^ b 3 S. S. Cook, F.R.S. 
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The distance across the exit passage between two adjacent blades (see Fig. 238) 
is known as the Gauging, the ratio being constant for any particular 

radius. This ratio is of importance, as it 
controls the steam flow through a ring of 
blades and the pressure drop across the ring 
thus: 

Let D be the internal diameter of the 
casing, d the external diameter of the rotor; 
then the clear area for flow between adjacent 
. (dJ-d) ^ 

blades is — - — ^ x Gauging. 



CE Discharbe^ 
Angle 


The number of gaugings per ring of 
blades is 

Mean circumference 


Fig. 238. Reaction blading. 
7T{D-\-d) 


Mean pitch 2 mean pitch ' 

Hence the area for flow per ring of blades is 

(T)-d) M ean gaug ing 7t{D + d) _ ^ /^2 _ ^ 2 ^ ^ g^^- ^gi^g 

2 Mean pitch ^2 4 Mean pitch 

In general this becomes 

Area for flow per ring of blades 

= Annular area between rotor and casing 


FGauging 
|_ Pitch 


Gauging 


The ratio ^or normal, ^ wing, 1 wing, J wing and full wing blades is 0'36, 

0-42, ()-47, U-54 and 0-63 respectively. Because of the convergence of the streams 
on each side of the blade these ratios may be taken as sin a. 


End -tightened blading. 

The pressure difference that exists over reaction blading may cause a serious 
increase in steam consumption, without any increase in power, unless provision 
is made to limit the leakage of steam over the blade tips. 

Originally the ends of the blades, opposite the rooting, were thinned down to 
a feather edge and the rotor was then mounted in a lathe, and the feather edges 
rubbed down with emery cloth until the tip clearance, between the blades and 
the casing, was between 0 01 and 0 06 in., depending upon the diameter of the 
rotor. 

The introduction of improved Thrust or Adjusting blocks has made it simpler 
and safer to secure a small axial rather than a small radial clearance, and, unlike 
r the radial clearance, axial clearance is capable of adjustment during service by 
removing packing from the front of the thrust block casing. 
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To secure this axial clearance both moving and stationary blades carry over- 
hanging shrouds (see Fig. 235), which are thinned down to a feather edge so that 
in the event of accidental contact of the moving and the stationary components 
destructive heating by friction is avoided.* 

The shrouding of the moving blades almost touches the rooting of the stationary 
blades and vice versa, and to bed the two together the thrust block is adjusted, 
during trials, to give momentary contact. 

In designing the rotor it is arranged that the resultant steam thrust is towards 
the nozzle box end and tends to reduce the clearance — entire reliance, to prevent 
contact, being placed in the thrust block. 

When manoeuvring marine turbines the end clearance is considerably increased 
to avoid contact of the shrouding due to a change of thermal expansion and 
varying thrust. At sea the clearance is set back to the amount determined by 
the thrust block packing. In the l.p. turbine radial packing is employed to 
allow for movement of the rotor under astern steam. 

Velocity diagram for a reaction turbine. 

Since, in this turbine, the moving and fixed blades are all made from the same 
rolled section, the velocity diagrams for the steam entering and leaving the 



Fig. 239. Velocity diagram for reaction turbine. 


moving blades must be identical. This means that the heat drop in the moving 
blades must be sufficient to overcome friction and increase to so that the 
axial velocity of the steam leaving the moving blades must be equal to that 

* The foather edgo on packing was tho invention of the late Sir Charles Parsons. 
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leaving the fixed blades. Under these conditions we have a uniform flow of steam 
through the blades, and this flow is practically independent of blade speed. 

In practice the heat drop per row is so small that for symmetry of the velocity 
diaf rams very precise gauging of the blades would be necessary; hence velocity 
diagrams for reaction blades are mainly of academic interest. 


Best velocity ratio of a reaction pair.* 

Since the specific volume of the steam i^rogrcssively increases throughout an 
expansion, whilst the area for flow remains constant, it is rather ambiguous to 
sj)oak of the velocity ratio of an expansion, since for the previous reasons the 
steam speed progressively increases, whilst the blade speed remains constant. 

In design work the velocity ratio at the entrance to the expansion is usually 
employed and has a value of 1 to 1-1, so that the average value for the expansion 
is of the order 0-85. 


The work done per reaction ])air by a steam flow of W lb. per sec. is given by 

ft. lb. per sec., see p. 419. 

(J 

The total energy supplied per reaction pair per lb. of steam is the kinetic energy 
in the carry over ]fius the heat drop in the two rings of blades. 

72 pz 

The carry over from the preceding blades is , 

/F? 

Heat dro]), neglecting friction, = pair. 


The total energy available per pair per lb. 
But Z = Ki- 


w 

Total available energy = — [21"“ — per W lb. of steam per sec. 

WV,^2g 

ElFiciency of reaction pair = — 

gW[-2Vi-V,j\ 

2VS 

^ = |2F?-TFJ- 


We require the value of S/V^ that will make this a maximum and therefore 
Vri a-nd PJ must be expressed in terms of and S, thus: 

From the velocity diagram 

F? . = (Vi sin a)2 + (Vi cos ac-S)^= 28^] cos a + (2) 

V( = Vi cos a + cos a — = 2l^ cos ol — S. (3) 

By (2) and (3) in (1), 

2[2Vi co sa-3]S _ _2[2^os a-S/Vj ] S/V^ 

^ [VI + 2SVi ^ cos 0 L—(S/Vi)^' 

This velocity ratio is of little practical importance since reaction pairs are rarely used 
singly. In a group of blades the carry over is virtually destroyed by friction, so the velocity 
of discharge may bo taken os that due to the a.h.d. per blade ring. 
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Let = = (v.K.) and 2 cos a = a, then 

K- 


2[tt - (V.B.)](V.B.) 

^ H-a(v.B.)-(v.B.)*' 


For a maximum 


di } _ „ _ 2[{1 + a(v.B.) - (v.B.)=‘} {a- 2(v.b.)} - ( a - y.b.) v.b. [a - 2(v.b.)}] 
~ ~ 1 +ffl(V.B.)— ( v.b.)^ ’ 


rf(V.E.) 


i.e. a — 2(v.e.) = 0, whence v.b. = - = coaa and = - 

1 


2 cos'** a 
H-cos^tx’ 


With a small V.E.=^1, which, in the absence of friction, gives an efficiency of 
loo %. Actually this value of a would not permit any work to be done, because 
no steam could flow. However, the case is similar to that of the Diesel cycle when 
the cut off is zero (see p. 77). 


Ex. Drum diameter, blade height. (B.Sc. 1934 External.) 

A reaction turbine runs at 300 r.p.m. and its steam consumption is 34,200 lb. per hr. 
The pressure of the steam at a certain pair is 27 lb. per sq. in., its dryness = 0-93, and 
the H.P. developed by the pair is 4-5. The discharging blade tip angle is 20° for both fixed 
and moving blades and the axial velocity of flow is 0-72 of the blade velocity. Find the 
drum diameter and the blade height. Take the tip leakage steam as 8*0 %, but neglect 
blade thickness. 


Flow 34200 Lb. per Hour 
Steam Z7 Lb. per Sq. In i* 0-93 



The solution of turbine questions is greatly facilitated by the aid of a diagram which 
interprets graphically the substance of the question (see Fig. 240). 

The quantities required in this question are d and h, so we must see how these two are 
related to the information given, thus: 

For given steam conditions and axial velocity, the drum diameter and blade height 


447 


Tht Theory of the Steam Turbine 


determine the mass of steam flowing according to the relation 


Mass flow per sec. : 

V olume fl owing per sec. irDh x Axial velocity 

A Vp — gpgpjijp volume of steam at the particular dryness Specific volume x x 

Effective mass flow allowing for tip leakage 


34,200 7TDhxO’12xS 

■ X 0-92 = S-74 lb. per sec. = - 


3600 


1516x093 


300 


Blade speed S = x ttD = SnD. 

Force on blade in direction of motion = flowx 

g 

Mass flow V* c A ^ 

H.P. per reaction pair = — - — x S — 4-5. 

^ ^ gx 550 


From the velocity diagram, which was drawn for Unit blade speed, 

= 2-9ASf = 2-9 X 5 X TT X Z), 

whence, by (1) and (4) in (3), 

8 74x 2 9x(57rZ))^_ ^ 

g X 550 


■d) 

■( 2 ) 

( 3 ) 

( 4 ) 


Z) = 


1 45x 32-2x550 


577 V 8-74 X 2-9 
Substituting this value in (1), 

(7rZl)2x 0-72x5^ 


= 3-58 ft. 


S-74 = 


1516X0-93 


. A = 0-271 ft. or 3-25 in. 


Drum diameter = (3-58 — 0-271) = 3-31 ft. or 39 J in. 


Ex. Re -heat factor, power developed and blade height. 

(Lond. B.Sc. External 1933.) 

Define the term “Re-heat factor” used in connection with steam turbines. A low- 
pressure reaction turbine has the following particulars: steam supply at 30-0 lb. per 
bq. in., 0-9 dry; back pressure 0-9 lb. per sq. in.; steam consumption 1800 lb. per min.; 
speed = 480 r.p.m. Calculate the power developed, assuming that 20 % of the adiabatic 
heat drop is lost in friction in each stage, and taking 1-05 as the re-heat factor. 

Taking the blade velocity as 0-7 times the relative velocity of the discharge steam, 
the blade height as 1/12 of the mean diameter of a row of blades, and the blade angle at 
discharge as 20°, find the desirable height of the blades at a point in the expansion 
V'here the pressure is 15 lb. per sq. in. Neglect the effects of friction and re-heating. 

For the definition of re-heat factor R see p. 432. 


Turbine efficiency = ij^R, 


.( 1 ) 


In reaction turbines it is unusual to speak of stages, but applying equation (1) to 
the problem, 

^ = 0-8x1 05 = 0-84. 
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Adiabatic heat drop, from the Mollier diagram, is 112 c.h.u. 
/. Useful work done in the turbine per lb. of steam is 


0-84x112 = 94-1 c.H.u. 


H.P. 


] 800 x94 1x 1400 
33,000 


= 7180 . 


From the previous problem. 


Mass flow 


1800 

CO 


irDh X Axial velority 
Specific volume x x 


3D La PER Sq.In. 15 Lb. per Sq. In. 



T 7r/)x480 „ _ 

Blade speed S = — = S/rZ), 
bO 


( 2 ) 


(3) 


But 8 also equals 0-7 \\ = — - . 

Axial velocity = F, sin 20° = x 0-342. (4) 

Neglecting friction and re-heat, as stipulated in the question, the adiabatic condition 
at 15 lb. per sq. in. is 0-87 dry. Specific volume at this pressure = 26-27. Hence sub- 
stituting these values in (2) gives 

ttD- X HttZ) X 0-342 
“ 12 x' 0-7 >r2'6-27 x 0-87 ' 

/, D 1 =: 6 ft. Blade height ^ === 6 in. 


Ex. Reaction turbine, pressure at end of expansion, heat drop, work done per 
pair and number of pairs. (B.Sc. 1935.) 

The condition of the steam at the beginning of an expansion in a reaction turbine is 
60 lb. per sq. in., 0-97 dry, and the blade velocity is 125 f.p.s. If the efficiency is 75 % 
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. Axial steam velocity . . ^ ^ ^ j 

and the ratio — Blade velocity — expansion from 0-58 to 0-78, find the 

pressure at the end of the expansion and the useful heat drop per lb. of steam. 

If the exit blade angle is 20° for both fixed and moving blades, find the work done 
per lb. of steam for the pair half-way along the expansion and estimate the number of 
pairs in the expansion. 

From p. 447, 

Mass flow = (1) 

XV, 


We know that the mass flow, D and /i, are constant, and we are given values of axial 
veloeity in terms of the blade speed at the beginning and end of the expansion; it remains 
to find X and 7\. 



Fig. 242. 


ftiiioe we have but one equation we can only determine the value of the product xv,, 
whereas wc actually require in order to locate the terminal pressure^. The additional 
iiilorinatiun lor the determination of p must therefore be obtained from a Mollier 
diagram. 


«v(l). 


Mass flow = 


nDh X 0-58 x 125 
“ 0dl7“7s-52 


ttD/ix 0 -7 8x125 

TV, 


TV, at end of expansion = 11-12. 

We know that x is less than the value 0-.97 at the beginning of the expansion, but as 
a first approximation take it equal to this, whence 


v_, = 


111 2 

0-97 


1 1-47 cu. ft. per lb. 


and the equivalent pressure is approximately 36 lb. per sq. in. 

From the H(f) chart the heat drop, 50 to 30 lb. per sq. in., is represented by 0-43 in. 

Useful drop = 0-43 x 0-75 = 0-322. 

‘‘Getting this value down on the H(f> chart gives a re-heated condition of 0-966. 
Therefore xv, at 36 lb. per sq. in. is actually 0-966 x 11-57 = 11-16, which compares 
favourably with 11-12. 

F or a more precise value plot p against v^. The useful heat drop per expansion is 
" therefore 12 c.ii.u. 


WH E 


29 
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A mean velocity diagram must now be constructed in order to obtain the work done 
per reaction pair, thus: 

Axial velocity ^ 

Ihe mean value oi the ratio = U-b8. 

Blade speed 

Mean axial velocity = 0*68 x 125 = 85 f.p.s. 

Knowing the discharge angle and S, the diagram may be constructed and the change 
in velocity scaled off as 290 f.p.s. 

Work done per lb. of steam per reaction pair 


_ 290 X 125 
g ~ 32-2 


1125ft.-lb. or 0-805 c.H.u. 


Hence the pairs per expansion = 


12 

0-805 


^ 15 . 


Ex. Drop in pressure passing through a turbine pair. 

The drum diameter of a reaction turbine is 7 ft. 2 in., the speed is 750 r.p.m. and the 
steam consumption is 31-3 lb. per sec. At a particular ring the blade height is 6J in., 
and the discharge angle 25°. The pressure at this place in the turbine is 5-7 lb. per sq. in. 
and dryness = 0-97. Estimate the h.p. developed in this particular pair. 

Assuming a turbine efficiency of 75 %, find the drop in pressure whilst passing through 
the turbine pair. 



301 -5 



The work done per reaction pair may be obtained by one of two methods: 

(fl) By the use of a velocity diagram. 

(&) By the use of a huge chart or the Rankine equation if the pressure 
drop is known. 
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In this example sufficient information is given to draw the velocity diagram, thus: 

ttDK X Axial velocity 


Mass flow = 31-3 lb. per sec. = 


■( 1 ) 


fi‘25 

/) = 7 ft. 2 in. + 6J in. = 7-688 ft., h = = 0*97 x 65'48. 

iJi 

Putting these values in (1) gives 

... , 31-3 X 0-97 X 65-48x12 . 

Axial velocity = — = 158-2 f.p.s, 

77x7-688x6-25 ^ 


Blade speed = 


77 X 7-688 X 750 
60 


= 301-5 f.p.s. 


From the velocity diagram the work done per reaction pair per lb. of steam is 


, - , 3500x31-3 

H.P. developed = — = 199-5. 

550 


Allowing for an efficiency of 75 %, the heat drop per pair is 


3500 1 

1400^0-75 


= 3-335 c.H.u. 


When the condition at a reaction pair is quoted it applies to the entrance to the pair 
not to the exit. On referring this to the H(l> chart or steam tables, H before expansion 
= 612-4 and after expansion this becomes (612-4 — 3-335) —609-06. 

This heat drop is too small to manipulate on the Htf) chart normally supplied in 
examinations, so take a larger drop of 10 c.H.u., for which the pressure drop is 1-5 lb. 
per sq. in. 


Hen c-e actual drop = 


3-335^ 

10 ' 


1-5 — 0-5 lb. per sq. in. 


Alternative solution. 


Total heat finally = 609 = Tg — 273 + 2^2- 

T. X L 

0 initially and during expansion = 1-781 = logp^^^^H--^^. 


By (l)in (2), 


, 609-(T2-273) 

1-781 =log.^3 + 


( 1 ) 

•( 2 ) 


Solving this transcendental equation by trial, 

T2^345°C., 

corresponding to a saturation pressure of about 5 lb. per sq. in., so the pressure drop 
IS approximately 0-7 lb. per sq. in. 


2g-2 
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June 1941. 




vj may be determined approximately from Zeuner’s equation rj = 1 035 + —^, i.e. 


rj = 1 035 + -j^ = M32. 
1-132 

/. A.H.D. = X 5-7 X 144 X 65 05 x 0-97 

U* 1 iJ^ 


0 132 


bM'l- 


•( 1 ) 


But A.H.D. per pair 
Equating 1 and 2 


p 2 = 5*08 lb. per sq. in. 

/. Pressure drop = 0-62 lb. per sq. in. 


( 2 ) 


EXAMPLES 

1. Work done and heat drop per pair, and condition. (B.Se. 1929.) 

The blade angles of both fixed and moving blades of a reaction steam turbine are 
35“ at the receiving tips and 20° at the dischcarging tips. At a certain point in the turbine 
the drum diameter is 4 ft. (i in. and the blade height is 5 in. The pressure of the steam 
supply to a ring of fixed blades at this point is 18 lb. per sq. in. and the dryness fraction 
is 0 925. Find the work done in the next row of moving blades per lb. of steam, A\hen 
the turbine rotates at 600 r.p.m., the steam passing through the blades without sliuck. 

Assuming an efficiency of 85 % for the pair of rings of fixed and moving blades, find 
the heat drop in the pair and the state of the steam at entrance to the next row of fixed 
blades. Ans. 2395 ft. lb. ; 2 c.n.u. ; 92-4 % . 

2. Horse-power per pair and blade tip angle, (B.Sc. 1930.) 

The discharge angle of the blades of a reaction turbine is 20°. The axial velocity of 
flow of the steam is 0*6 of the blade velocity. Draw the velocity diagram for the turbine 
pair if the speed of the turbine is 700 r.p.m. and the mean blade circle diameter 3 ft., 
and find what should be the receiving blade tip angle so that the steam shall pass on to 
the blades without sliock. 

If the blade height be 3 in. and the state of the steam at this pair be 25 lb. per sq. in., 
dryness 0-98, find the horse-power developed in the pair. Ans. 45° ; 14-8 h.p. 

3. Horse-power per pair and stage and internal efficiency. (B.Sc. 1936.) 

In one stage of a reaction steam turbine both the fixed and the moving blades have 
inlet and outlet blade tip angles of 35° and 20° respectively. The mean blade speed is 
250 ft. per sec. and the steam consumption 50,000 lb. per hr. Determine the horse-power 
developed in the pair. 
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If l he a diabatic heat drop for the pair is 5-65 c.H.U. per lb . , find the value of ita efficiency. 
Also, assuming that each pair in the turbine has the same efficiency, find the internal 
eftifiency of the turbine, taking a re-heat factor of 1-1. 

Alls. H.p., 156; Stage efficiency, 78%; Internal efficiency, 85-8%. 


4. Horse -power in pair and pressure drop. (B.Sc. 1937.) 

The state of the steam at entrance to a certain point in a reaction turbine is 0-95 dry 
at a pressure of 20 lb. per sq. in. The discharge angle of both fixed and moving blades is 
20' and the axial velocity of the steam is 0-7 of the blade velocity. The blade height is 
(JJ in., the mean diameter of the hlade ring is 6 ft. 6 in. and the turbine runs at 500 r.p.m. 
Find the horse-power developed in thepair, and assuming an efficiency of 72 %, estimate 
the i)rcssure drop in the pair. Neglect blade thickness and leakage. 

Am. 38G; 1-5 lb. per sq. in. 


5. Power per expansion, pressure at end of expansion and blade height. 

(Ext. B.Sc. 1932.) 

The first expansion of a reaction turbine is to be designed for a flow of 10 lb. per sec. 
Mhcn siijiplied with dry saturated steam at 200 lb. per sq. in. It is to have eight pairs 
(in a mean diameter of 19 in. The speed is 2600 r.p.m. and the average value of 

Stf'unT^m^ =0-8. The tip leakage steam at all rows is 8 % of the total, and the efficiency 

of the working steam is 85 %. The blading outlet angle is 20° for both fixed and moving 
blades. Determine the power, the pressure at the end of the expansion and the blade 
height. Ana. 260 n.P.; 148 lb. per sq. in.; 0*628 in. 


THE PROVISIONAL DESIGN OF A STEAM TURBINE 

Even when it is intended to make a thorough analysis of a projiosed steam 
turbine it is an advantage to have some simple method of quickly arriving at 
The gtuieral proportions necessary to achieve the desired result. 

As a rule the power required is known as well as the speed at which this power is 
to be delivered. Further, the economic pressure range is determined from the 
total cost of the boiler turbine and condenser plant compared with the probable 
thermal efficiency of the whole plant. 

The designer therefore knows the pressure range, but the possibility of using 
gearing allows him some latitude as regards rotational speed. 

60 F 

For direct driven electric alternators the speed in r.p.m. = —ry, where F is 

Thj 

the frequency and n the number of poles on the machine. 

On marine turbines the speed of the propeller is fixed, and since very few firms 
oan cut teeth on a wheel greater than 160 in. diameter, and for engagement with 
this wheel, for suitable load and width coefficients, the pinion should have a 
diameter not less than one foot ; the choice of turbine speed, with single -reduction 
gearing, is strictly limited. 
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Double-reduction gears give greater latitude, but in the past have been a 
source of trouble. 

For powers up to 30,000 h.p. present-day practice appears to favour 3000 r.p.m. 
as suitable both for land and marine service. 

Having fixed the rotational speed, a decision has now to be made as to the 
number of cylinders to be employed. For high pressures it is almost obligatory 
to isolate the high-pressure turbine in a steel casing of its own. Moreover, the 
necessity of the machine to run below the whirling speed of the rotor imposes a 
definite limit on the bearing centres, whilst the maximum rubbing speed of carbon 
glands determines the diameter of the rotor towards its ends, and incidentally 
this again affects the whirling speed. 

With the object of distributing the load over several pinions, and reducing the 
length of the engine room, or meeting wide variation in power, two or three 
cylinder machines are in general use at sea, whilst the improved thermal efficiency 
commends this arrangement for land work, where — as a rule — the cylinders are 
placed in line with flexible couplings between each.* 

For constructional purposes it is desirable to maintain a uniform pitch circle 
diameter (p.c.d.) for the blades in h.p. and l.p. machines, although exceptions 
to this are the first stage of the h.p. ( if velocity compounding is employed, and 
therefore a high blade speed is essential for efficiency) and the last stage of the 
L.P., where a rapid increase in specific volume of the steam necessitates a large 
area, and therefore diameter, since centrifugal stresses prevent the blade length 
exceeding one-third that of the p.n.D. 

Even this ratio involves the use of s])ecial steel and twisted blades, and dia- 
phragm plates, in order to maintain the velocity ratio constant over the length 
of the blade. 

With stainless steel the blade tip speeds may approach 1000 f.p.s., although 
high peripheral speeds aggravate erosion. Seven hundred f.p.s. is therefore a more 
usual figure for the speed at the p.c.d. of the later stages of impulse turbines. 

Proportioning an impulse turbine. 

If the initial and final pressures are known, and a 10 % pressure drop is allowed 
over the governor valve, the cumulative heat drop, If, for the whole machine, 
maybe computed by multiplying theA.ii.D. by an assumed re-heab factor (approxi- 
mately 1-05). 

Except for the first stage, convergent-divergent nozzles are avoided, and this 
restricts the pressure drop, per stage, to the critical at maximum load. For this 
condition, in the superheated and supersaturated field, the heat drop per stage 
is approximately 50 b.t.u. 

Hence the minimum number of single stages ^Hp/50, where is the cumu- 
lative heat drop subsequent to the velocity compounded stages. 


• Parsons introduced the double cylinder machine. 
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It has already been shown that the diagram efficiency depends upon the 
velocity ratio (VE), hence this should be the criterion in design. For single- 
bucket wheels, in machines of moderate output, it has a value 0-48 to 0-55; 
hence, if is the speed in r.p.m., and D is the p.c.d. of the blades in in., then 


Blade speed S 
Steam sjieed 


ttDN ND 
60x12 “ 229-2 ® 

ND 

(Fi?) “ 229-2(Fi?)’ 


( 1 ) 

( 2 ) 


But Vi = SOO-v/j/A, where 7j is the efficiency of the nozzle, and h is the heat drop 
per stage, i.e. 50 b.t.u., or 27-8 c.h.u. for the superheated field. 

ND 


.. Vi 300v')/x27-8 229-2(Fi?)' 

By assigning a value to ij, N and (Fi?), D may be evaluated from (3). 


.(3) 


Blades and nozzles. 

To facilitate the construction of cast nozzles it is desirable that their height 
(i.e. the radial width) should exceed half an inch; whilst, to ensure correct guidance 
i)f the steam over the blading, the blade heights, at the high-pressure end of the 
turbine, should not exceed the nozzle heights by more than a quarter of an inch, 
and at the low-pressure end by one inch. 

In standard practice cast nozzle plates have about a 2 in. pitch,* a discharge 
angle a of 15°, and are 0-116 in. thick. Towards the low-pressure end all these 
(piantities are increased; a may be 30°. 

For the p.c.d. given by equation (3) these dimensions are almost sure to entail 
partial admission, especially on small machines, with its unavoidable windage 
and punching-out loss, for the first few stages. 

To ensure correct guidance of the steam, some designers make the exit of the 
nozzle parallel for about Jf in., the entrance angle of the blades about 3° greater 
than required by the velocity diagram, and the area through both the nozzle 
and blades about 5% more than theoretically required. 

From an economy standpoint it is desirable to make as many blades from the 
same rolled section as possible, so that the one section is often employed through- 
out the II. p. turbine and in the first stages of the l.p. Hence a mean velocity 
tliagram may be drawn for this portion of the turbine, and from it the stage and 
tliagram efficiency obtained. Of course empirical corrections must be made for 
vane, nozzle and disc friction, and all of these corrections depend upon the con- 
dition of the steam at the particular stage. 

It is only after estimating the steam flow that the actual nozzle heights and 
the number of jets per stage can be determined. For rough guidance a flow of 
9 lb. per shaft horse-power hour (s.H.P.) developed may be fairly easily achieved. 

* Built-up nozzles have a very much smaller pitch, about J in. in the first stage. 
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Since turbine casings are split along the centre line, it is imperative that dia- 
phragms, giving full admission of steam, should have an even number of nozzle 
plates, and to avoid breaking h.p. joints, when opening the casing, the nozzles 
should be in the bottom half of the casing. 


To determine the nozzle height and number of jets. 

Let w be the steam flow in lb. per sec., 

A be the area for flow through the nozzle in sq. ft., 

V be the specific volume of the steam, in cu. ft. per lb. for this stage, 
be the velocity perpendicular to A in f.p.s. 

Then w = ^ 

V 


From p. 424, A = (p sin a — f) x r? sq. ft., 

w = ^(psma — t)hxn, 


( 4 ) 


where p = pitch of nozzle plates of thickness f,h = nozzle height, a = nozzle exit 
angle, n = number of jets. 


But 


iSf _ _7tDN 

” (VR) ~ Yo(VR) ' 


( 5 ) 


By (5) in (4), 


w 


_7tDN_ 

60(Fi^)7; 


{p8inoi — f)hn. 


( 6 ) 


For partial admission all the quantities in (6) arc known with the exception of n. 
For full admission n = nD/p, whence h may be determined, thus: 


ttDN ,TrI) 


Ignoring t in comparison with p sin a, for the later stages, 

n^D^Nh sin a 

The last stage of the low pressure turbine usually presents the greatest diffi- 
culty in design and construction; on this account it is interesting to examine 
the above equation. 

h ttDN 

For ordinary construction t and — >700 ft. per sec., whence 

J) 60 


^ TT^D^Nh sin a sin a 

~ 60 (Fif ) iT ^ ~ • 

Among other things the power developed by a turbine depends directly on w . 
The equation shows that w is most sensitive to changes in i), although the 
maximum value of D is determined once N is decided on. 
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The velocity ratio of reaction turbines is almost double that of impulse tur- 
bines. For this reason a for reaction turbines is about 50° compared with 
approximately 35° for impulse turbines. 

The specific volume v at low pressures increases rapidly with a reduction in 
pressure; high power high vacuum turbines are therefore more difficult to design 
than medium power high pressure turbines. 


Variable velocity ratio. 

In an actual turbine the velocity ratio varies, because of velocity compounding 
and the restricted blade height at the low-pressure end; so that design is hardly 
as straightforward as for a pressure compounded turbine having a constant heat 
drop per stage. However, using the velocity ratio as the criterion of design, we 
have, from equation (3), 


ND 


^‘-'^•^1^''- i^y-nYBY 

■■ ^ “\30oj " ^22^)•2(Fi^)x300/ ~\VJi! 4-74> 


( 8 ) 


X 10®’ 


where r/ = the nozzle efficiency, and h is the heat drop per stage in c n.u. 

To siin[)lify construction D was frequently ke])t constant, although modern 
machines are flared. When D is constant NW^j 1 0® may be replaced by the turbine 
constant which is known to designers as the '' K value of the stage”.* 


Tjh 


= "‘-(-V 


Extending this expression to the whole turbine 


Vif'i + V2h + V3^i+ ■■■ = ^^4 


" 1 1 


1 

(VR,f 




...(9) 


1 r K, 


a;. 


For a flared turbine 

Vxh, + V2f^2 + V3K+... = 

By assigning an average value to and taking + Ag + ^3 + ■ • ■ = 


-j — -l- 


71 cumulative heat drop H. = 

' ^ 4-74 


" 1 _ 


.( 10 ) 


Knowing the pressure range, the re-heat factor, and the velocity ratio, the 
number of stages may be evaluated from the above equation. 

If (Fi?) were constant throughout the turbine, the number of stages would be 

?^.4-74(FA)^ 

li" ■ 


* Sir Charles Parsons introduced this quantity, which is often known as “Parsons’ 
copflfiriont 

t For the h.p. turbine ^ — 90 to 94 when using superheated steam; for the L.p. turbine 
7=^90. 
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Ex. Provisional design of geared turbines for a merchant ship. 

The turbine machinery of a twin-screw vessel is to develop 5200 s.h.p. for a steam flow 
of B-75 lb. per s.h.p., a propeller speed of 90 r.p.m., and a gear ratio of 40. Initial con- 
dition of steam, 200 lb. per sq. in. gauge, 110° C. superheat. Terminal pressure, 1 lb. per 
sq. in. absolute. Determine the leading dimensions. 

For reasons given on p. 454 each turbine will have two cylinders developing equal 
power, but before we can estimate the number of stages per cylinder we must obtain 
the H.p. exhaust pressure to give equal power, thus: The total a.h.d. = 216 c.h.u., so 
that roughly lOB c.h.u. are released in the h.p. turbine; and reference to the H(}> chart 
shows that the terminal pressure in the H.P. for this heat drop is approximately 23 lb. 
per sq. in. absolute. 

If We assume a re-heat factor of 1-04 for the H.P. turbine and 1-06 for the L.P., 
for H.P. = 108 X 1 04 = 1 12-3 c.h.u. 

For reasons given on p. 413 the first stage will consist of one double-bucket wheel, 
for which we may take (VR) as 0-23, and for the succeeding single-bucket wheels as 0-46. 
From p. 457, ^ 1 f 1 1 

Let n be the number of stages in the h.p. turbine, then 





_ (NW^\ 

~ \ 10 « 

Taking 7 / = 0-9 and = 40 x 90 = 3600 r.p.m.. 


1 r j_ 
j^4-74L(F}{i)^ 


+ 


(n-l)- 

(WJ’ 


()4»x 112-3 


3000 = ^ r ^ 

10" ^ 4-74 LO ^S®"^ 0-46= J’ 


We are now at liberty to choose either D or n, for the above equation shows that we 
could have a small diameter and a large number of stages, or a largt‘ diameter and a 
small number of stages. Actually the whirling speed and cost determine the largest 
number of stages for a given shaft, and, in the absence of previous experience, it would 
have to be evaluated in the provisional design. The smallest number is determined by 

C.H.U,, if convergent-divergent nozzles are to be avoided. 

If we take n as 9, then 


09 xll23x 10^x474 

3600= 1 ^ 0 . 232 + 0^46 J 


= 652. 


D = 25J in. 


The p.c.i). of the l.p. turbine is determined by the area required to pass the steam 
through the last row of blades, and this involves a knowledge of the terminal dryness 
fraction. This we may take as 0-9, since the superheat would be chosen to maintain the 
steam fairly dry in the l.p. and thereby limit the effect of erosion (see p. 494). 

Specific volume v at 1 lb. per sq. in. at 0-9 dry == 300 cu. ft. per lb. 


Steam fiow through the turbine = 


8-75x2600 

= 6-32 lb. per sec. 

60^ 


Taking a tentative value of a, 30°, sin a = (VR) = 0-46; whence by equation (7), 

p. 456 , / — 

n =*/ 300 x 0 - 46 x 300 x 6 - 32 x 2 

i-xafiOOin 2-45ft.-30m. 


77^x3600x1 
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With this diameter and rotational speed the blade speed = 

471 


TT X 30 X 3600 


Steam speed = 


0-46 


^^=11-65, and with ^ = 0*9, }i = 


12x60 

= 1023 f.p.s. = 300 
11-65 


= 471f.p.s. 


0-9 


= 13 C.H.U, 


The heat drop is within the critical pressure range, so that only convergent nozzles 
are required. 

To determine the number of L.p. stages we have, by equation (11), p. 457, 


n = 


_ lOBx 1-06 X 0 -9 X 4-74 X (0-46)2 X 10^ _ 


36002x302 


9 stages. 


Ex. Low-pressure turbine. 

A low-pressure turbine consists of six single-bucket wheels each 34 in. p.c.d. The 
nozzle height of the last stage is 3^ in. and the turbine runs at 4000 r.p.m. 

If the initial and final conditions of the steam are 25 lb. per sq. in. and 190° C. and 
0-8 lb. per sq. in. absolute, the steam fiow is 265 lb. per min. Re-heat factor = 1-05; 
nozzle efficiency 80 %; efficiency ratio 70 %. Determine 

(a) The power developed. 

(?j) The velocity ratio, if it is the same in all stages. 

(c) The slate of the exhaust steam, the terminal loss and the discharge angle of the 
last nozzles. 

You may neglect the thickness of the nozzle plates. 

Since 0-8 lb. per sq. in. is not shown on the Hif> chart, the a.h.d. and dryness fraction 
must be obtained from steam tables. 


Temperature of steam initially 
Saturation temperature at 25 lb. per sq. in. 
Degree of superheat 
Entropy 

Total heat initially 
^20,, = 307-7x 1-806 


frg at 0-8 lb. per sq. in. 
A.H.D. 


190° C. 
115-6 
~744^ C. 
1-806 
683-1 
555-5 


127-6 

2-1 

129-7 C.H.U. 


Setting this length off on the chart and allowing for an efficiency ratio of 70 % 
gives a re-heated dryness of 0-97. 

, , ^ 0-7x129-7x265x1400 

H.P. developed = ‘iTTrinn ~ 1022. 

oOjUUU 

1 n 6 ”1 

Nozzle efficiency x Cumulative heat drop = ^ L(^ 


40002x342 1 

0-8 X 129-7 X 1-05 = 77 -; x 


" 6 “ 
10 ’ ■ 


(FJi) = 4 X 34 / - 7 ^- — = 0'464. 
V 4740 X 0-8 X 1-05 X 129-7 
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To obtain the terminal loss and the disoharge angle of the last nozzle. 

% 0-7 


Stage efficiency = 7j^= ^ = = 0 666. 


But = Nozzle efficiency X Diagram efficiency. 

. T^- «! ■ nHQ^ 

. . Diagram emripncy = U-8JJ = ~y^’ 


0-833 




2(VB) 


Vr = 


0^33 

2x'0-464 


V. ' 

xF,^0-9F.. 


Taking = 10, Vr = 0 and S = 4-64, a velocity diagram can be constructed, if 
the friction loss on the blades is ignored and the blade is regarded as symmetrical. 


.( 1 ) 

■( 2 ) 

.(3) 


2F„ cosy^ = n, 

Vj.j sin^ = 10 sin a, 

F„ cos 4-64 = 10 cos a. 

20 

By (2)/(l), tanyff = ^ sin a. 

By (ij, F,,co8/y = 4-5. 

(3) becomes 014 = 10 cos a. 
cosa = 0-014, a^24°. 

1/2 = (F,sinaF + (*Sf-F,, 

With F, = 10, VI = (4 ()672 + 0'142) = 16-57. 

Specific volume of steam at 0-8 lb. per sq. in. = 411 ru. ft. per lb. 

TT X 34 3-5 

Neglecting the thickness of the nozzle plates, the rarea for flow = ^2^ ^ ~ 2-503 

Axial velocity = = 680 f.p.s. 



/F„y ^ 
If.; 


F, sin a = 680. 
0-1657. 


. F,^ 1670 f.p.s, 
V^= 16702 x()lG57. 


Terminal loss in c.h.u. per lb. of steam 

_ VI _ 1^702x0-1657 
~ 2gJ^2x 32-2 x” 1400 


= 5-12 C.H.U, 


Proportioning a reaction turbine. 

In a reaction turbine V^ is generated by a heat drop h in the blade together with 
the kinetic energy in the carry over steam. 

If If is the efficiency of each blade ring calculated on the total available energy, 
then 
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But from p. 444, and by equation (2), p. 445, 

For a maximum efficiency :^ = cos a. (2) 

H 

F* = \ — 11 = xSHan^a. (3) 

Loos^a J 

By (3) in (1), V\ = 'IgJifih + TjS^t^D^oi, 

i p- (^;iLc) ^ 

Let i/ be the cumulative heat drop per expansion and (JNFi?) be the total number 
of rows of both fixed and moving blades in the expansion; then 

^^(Nny 

- — ^[1 — wsin^al „ 

■D /r\ • I.\ cos^'a'- H , „ ND 

Wv “owin' ''■22M- 

Hence tlie number of rows (NR) (for the best velocity ratio) is 

II x'lgJ'tjcos^a, 

NDV.^ . ' 

2^j 


The heat drop H per expansion is determined from the condition that the 

pressure ratio t i 

Initial pressure per expansion 


Terminal pressure per expansion 


should not exceed 1-5. 

The revolutions of the turbine are more or less fixed by the purpose for which 
the power is required, whilst the diameter D depends mainly upon the allowable 
skin speed of the drum. This varies between 250 and SSOf.p.s., although these 
^ alues may be doubled by employing separate discs and steel blades. 


Ex. Determine the number of rows of blades in the first expansion of a high-pressure 
reaction turbine, given: Initial condition of steam, 200 lb. per sq. in. absolute, 200° F. 
superheat; exhaust pressure, 21 lb. per sq. in. absolute; rotational speed, 3200 r.p.m.; 
estimated pitch circle diameter, 15 J in. 

The pressure ratios per expansion are 

^ 1.5 

^^z Pa 'P‘k 

rn 200 

Multiplying these together, — (1-5)" ^ - - . 

Pn+l ^1 



L62 


Tht Theory of the Steam Turbine 

The number of expansions n is approximately 6 and lb. per sq. in. 

Heat drop from 200 lb. per sq. in. at 200° F. to 137 lb. per sq. in. is approximately 
10 B.T.U. 

For normal blades the exit angle is 20°, which gives the best velocity ratio, cos a, 
as 0'9397, the blading efficiency rj for this ratio being about 0-88. 


Number of rows = 


40 X 64-4 X 778 x 0-88 x (0 9397)2 


33. 


In practice this number would be far too great to be accommodated on the rotor 
without causing it to whirl; so, at the expense of efficiency, the velocity ratio might be 
reduced to about 0*6, with a reduction in efficiency to 0*9 and in the number of rows to 
about 12. 


Steam flow through a turbine. 

Since a turbine ia but one large nozzle the steam flow is independent of the 
terminal ])ressurc, so long as this is less than the critical, and is given approxi- 
mately by 


= K jP 
V V 


lb. ])er sec., 


( 1 ) 


where p is the pressure in the high-yjressure nozzle box, and v is the corresponding 
specific volume, K being a constant. 

The usual method* of controlling the power outj)ut of a turbine is by throttling 
the steam supply to the nozzle box, and since a linear relation exists between the 
product pv and total heat then in a throttling operation with H constant 
pv is also constant. t 

' ' . . pv = c; (2) 

whence by (2) in (1), w = K J -- = kp. 


Hence the steam flow is directly proportional to the nozzle box pressure. 
Advantage is taken of this for making the regulation of turbo feed pumps 
automatic by taking a tapping off the main turbine, where the pressures and 
temperatures are more appropriate for this auxiliary. 

For machines subject to wide variations in load, throttle control is augmented 
by nozzle control, in which the number of first-stage high-pressure nozzles is 


* To avoid the throttling loss sometimes the number of nozzles supplying the steam is 
varied, and in reaction turbines an impulse wheel is often fitted for this purpose. For a large 
reduction in power it is customary to fit, in naval craft, a cruising turbine, which is cither 
disconnected at full power, or run in a vacuum. 

f Callondar’s equation for the specific volume of superheated steam ia 

2 * 2436 (//- 464 ) ^ 

v= ' ^-0 00212. 

P 

With H constant, as in a throttling operation, pv = c. 
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varied; even with throttle governing overloads are met by passing a portion of 
the steam to later stages, so as to increase the number of high-pressure nozzles 
and thereby the steam flow. 

Governing. 

The object of a governor is to maintain the speed of the turbine constant 
irrespective of variations in the load applied to the turbine. 

For this purpose a centrifugal governor, driven by worm gears at a speed less 
than that of the turbine, is usually employed to operate a double beat valve 
(see p. 236), which throttles the steam and reduces the steam flow, as shown on 
]). 462. 

In small machines a mechanical linkage couples the governor to the valve, but 
in order to augment the effort of a small governor, to produce rapid response, 
and also to render the centrifugal governor applicable to large machines, an oil 
relay is used to replace the mechanical linkage. 

As a protection against accident to the turbine in the event of abnormally low 
lubricating oil pressure it is usual to connect the oil relay with the lubricating 
system, so that the relay acts as both a speed control and a safety device. 

The remarkable precision with which turbo-alternators are now governed 
(electric clocks run off them) reflects great credit on the design of the governor, 
its connecting mechanism with the Warren clock and particularly the double- 
beat valve. 

Blading*. 

Blades may be considered to be the heart of a turbine, and that all the other 
members exist for the sake of the blades. Without blading there can be no power, 
and the slightest fault in blading means at the best a reduction in efficiency, or 
at the worst lengthy and costly repairs. 

Experience has shown that little more can be done to improve the shape 
originally adopted for blades, in which the cross-section is made up of arcs of 
circles, and straight lines. Recent advances in blading have been directed to the 
use of better materials for withstanding the high temperature and the high stress 
conditions, and to chamfering and rounding the flat faces. 

Materials. 

The materials available range from brass, bronze, manganese copper, monel 
metal, mild steel, nickel steel, stainless and austenitic steels, and stainless iron. 

The selection of the material is governed by 

(а) The ability to produce the blade section free from flaws. 

(б) Ease of machining. 

(c) Cost. 

* C. D. Gibb, “The mfluBncB of operating experience on the design and construction of 
turbines and alternators”, Joum. Inst Eng, Australia, 
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(d) Ductility to allow of rolling to shape. 

(e) The tensile strength of the material at high temperatures. 

(/) The ability to resist corrosion due to COg and oxygen attacks and chloride. 

(g) The resistance to erosion in the late stages of the low-pressure turbine. 

(h) The capacity for being brazed or welded. 

For modern high temperatures and pressures the non-ferrous group are un- 
satisfactory owing to the reduction in tensile strength with temperature. 

Taking all factors into consideration, low carbon stainless steels appear to 
satisfy the previous conditions. 

Production of blades. 

The following are some of the methods adopted for the production of blades: 

(1) Sections are rolled to the finished size and used in conjunction with packing 
pieces. This method has the advantage of cheapness combined with material of 
uniform quality, since rolling elongates any flaws in the direction of the length of 
the blade. Such defects therefore will hardly weaken the blade when under 
combined bending and centrifugal force. 

(2) Blades are sometimes machined from rectangular bars. This method may 
also claim the same advantages as (1), but to a lesser extent. 

(3) The use of drop forged blades is not to be recommended, because internal 
flaws are not elongated along the length of the blade in manufacture. 

(4) Extruded blades, in which the roots are left on for subsequent machining, 
are not as reliable as rolled sections, because of the narrow limits imposed on the 
composition of the blade material by the extrusion process. 

Low-pressure blades. 

Since the output of a turbine is governed by the area through the last row of 
blades it is obvious that this should be as large as possible, which means that the 
blades must be long or the pitch circle diameter great. 

A long blade is objectionable because 

(a) The space between adjacent blades may increase so much from the root to 
the tij) as to affect adversely the steam flow through the blades. 

(b) The blade speed varies from root to tip, and if the steam is to flow on to 
the blade without shock the blade must be twisted, see p. 768. 

(c) The stress at the root of the blade becomes great at tip speeds of 1000 f.p.s. 
For this reason, and that of stability, low-pressure blades are not made longer 
than one-third of the drum diameter, and even then the blade section is frequently 
tapered from the tip to the root, although here again tapering interferes with the 
shape of the steam passage. 
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Hollow blades. 

The ideal blade is one which, whilst giving the most efficient control to the 
steam, is at the same time uniformly stressed. These conditions are satisfied by a 
hollow blade, which has been developed by Parsons (see Fig. 245). In addition, 
hollow blades do not impose such severe stresses in the rotor, and therefore 
increased speed, leading to increased output, is possible. 




Section Throubh Blade 

Middle of Blade 



Vertical Section Through Root 


Fig. 245. 


With a view to reducing stresses in low-pressure blades, Messrs Metropolitan 
Viclvcrs make the blade tapered and incline it to a radial line, so that centrifugal 
force tends to offset bending due to the steam reaction on the blade. To obtain an 
axial discharge over the whole Icngtii of the blade, the blade is machined in the 
form of the frustum of a cone, which gives the blade the appearance of being 
twisted. This satisfies the previous condition, and simplifies machining. 


Blade rooting. 

In Parsons’ turbine the blades are attached to the drum or casing by serrations 
which have a strength almost equal to the breaking strength of the blade. The 
advantage of this rooting is that the blades can be inserted in the groove at the 
position they are to occupy, and then be twisted into their final position. Impulse 
blades with Tee section roots must be threaded along the groove from an enlarge- 
ment in the groove at a point along the circumference of the disc, a specially 
shaped stopper blade being used to fill the gap and complete the blading. 
Present day marine practice is to braze the blades together in segments which are 
attached to the drum and rotor by soft iron side packing pieces that are caulked 
in position. 


WH E 


30 
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For larger blades running at high speed it is claimed that the Rateau tyj)e of 
rooting has greater strength. In its simplest form the blade is forked and fitted 
astride of the rim, being secured in this position by rivets. To secure long blades 
multiple forks are provided. 



Tee section rooting 



Rateau type of blades 


Fig. 246. 

Cover. 

To ensure that every particle of steam is turned through the desired angle, 
cover must be provided to nozzles and blades 
alike (see Fig. 247). This overlapping of the 
blades is a minimum at the greatest radius, so 
that it need only be investigated for this point. 

Shrouding. 

To provide stiffness against vibration, and 
give correct guidance to the steam, it is usual to 
tie the outer ends of the blades together by a 
perforated ribbon of metal known as a shroud. 

Where stress considerations are of primary im- 
portance, as on the last rows of low-pressure blades, this shroud is omitted. 

As the L.P. blades are longer, lacing or binding wires are also silver-soldered 
to connect bundles of blades together at various radii. This tends to prevent the 
natural period of vibration of the blades being an exact multiple of the running 
speed of the machine. 



Blade Angle 

AT Entry 


Fig. 247. 
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Turbine glands. 

Glands are provided to limit the leakage of steam, or, in the case of the low- 
jjressure turbine, the leakage of air through the clearance space which separates 
the rotor from the casing. 

AVilh the high pressures and speeds that exist to-day the design of a gland, of 
small dimensions, that will drop the pressure one hundredfold without mechanical 
contact and without much leakage is a problem of some magnitude. 

There are three main typos of gland in use, namely: the Labyrinth, the 
Carbon ring and the Water-sealed gland. 

(A) Labyrinth gland. The labyrinth gland was the invention of Sir Charles 
liai sons, and examples of this type are shown in Fig. 248. It is a gland which has 
Mirvivcd the test of time, and is used more extensively than any other type. 

As its name implies, the gland consists of a series of intricate passages (laby- 
niiths) vhich are designed to destroy the kinetic energy developed by the steam 
leaking through the clearance space. In consequence of this conversion of 
nicchaiiical into thermal energy in the expansion chambers E a pressure drop is 
essential to initiate a fresh flow of steam through the clearance space C from one 
i‘oin]iartnient to the next, the sum of the pressure droj)s being equal to the pressure 
ilifferenee over the comjilete gland. As the subsequent elementary theory will 
shov , the larger the number of expansion chambers, the smaller the pressure drop 
u\ er each and therefore the smaller the leakage. 


Elementary theory of labyrinth packing. Thermodynamically the gland 
v^i^e draws the leaking steam, and since in this operation the total heat remains 
const ant, Callendar’s equation for the superheated region becomes 


, , (^- 404 ) 

V = 2-2436- or pv — c. 

P 

For an elementary drop dp in pressure the work done per lb. of steam = v dp 
and this creates velocity F, so that 

pz 

= 


rfj) being negative in itself. 

If A is the efl'ectivB leakage area in sq. ft., then the leakage of steam in 
lb. per sec. 



AV 

( 2 ) 


= — = w, 

V 

nr 

AW^ 

( 3 ) 



3D-Z 



m 


By (1) in (3), 
But 


whence 
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A^2gip 
vr = . 

V 


pv = c. 

• 1 - 

• • 7 

V C 


n A^2g 
w- = pap. 


For 3> complete gland there are n throttlings to produce a pressure drop pj to 
Pg, each elementary pressure drop giving a discharge of it; lb. per sec. Although this 
discharge passes in series from one oi)ening to the next, yet at each enlargement 
the velocity is destroyed and the flow has to be re-started, so that with n openings 
we have really started a flow of nw lb. per sec. 


nw^ 




[Pl-Pll 


w 




pD- 


(4) 


From equation (4) it will be seen that the requirements, in order of im])ortance, 
for a small leakage loss are 

(1 ) The leakage area should be a minimum. 

(2) The pressure drop should not be large. 

(3) The number of throttlings should be large.* 

The yuactical requirements are 

(1) The gland should be non-corrodiblc, and capable of withstanding the 
temperature to which it is to be subjected. 

(2) To avoid destructive heating in the event of accidental contact of stationary 
and moving j)arts, the throttling edges should be thin, the material should wear 
ray^idly, and the resulting expansion should tend to sey)aratB the parts. 

(3) The gland should not add materially to the length of the bearing centres, 
otherwise the whirling speed of the shaft will be seriously reduced, or, if the shaft 
is stiffened to avoid this, the gland leakage area will be increased. 

(4) The gland striyis should be arranged to destroy, as far as possible, the 
kinetic energy acquired in the previous opening. For this reason the openings 
should be staggered. 


* B. Hodkinson, in a paper entitled “Estimation of the leakage through a labyrinth 
gland”, Prop. Insl. Mech. Eng, 1939, has indicated the limitation of equation (4), and he 
has obtained another analysis which is supported by experiment. 
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(5) On the high-pressure glands it is customary to limit the leakage of the 
steam into the engine room by fitting a leak off pipe, part way along the gland, 
Hliifh bleeds the steam from the gland to a stage in the turbine where the pres- 
sure is never less than atmospheric, or alternatively this steam may be used to 
pack the low-pressure gland against air leakage into the condenser * 

Types of labyrinth glands . There are three main types of labyrinth glands ; 
the radial, the face, and the combined type. 


Shaft Shaft 



Radial Type Face Type 

Fig. 24B. 


Tlie radial type was the first to be employed and is still useful where the axial 
position of the rotor is a doubtful quantity, or where the pressure drop is small. 

The face ty]ie has the advantage that, when adjacent to the thrust block, the 
clearance may be smaller than with the radial type, and furtlier, centrifugal 
force bends to resist the leakage, provided the flow is in the direction indicated. 
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To meet modern conditions which sometimes require a pressure drop of 1500 lb 
per sq. in. over a length of 10 in. Messrs Metropolitan Vickers have introduced 
the gland shown in Figs. 249 and 250. 




(5) Section of typical low-preasure gland. 
Fig. 250. 


This gland has been designed to ensure a maximum baffling effect in a minimum 
length of shaft, and is so arranged that, if the moving and stationrjy parts should 
touch, the thermal expansion of the elastic stationary part will be more rapid 
than that of the moving part, and contact will be relieved. Any abnormal radial 
movement of the shaft is allowed for by causing the segment to float under the 
control of a flat spring. To maintain its elasticity at high temperatures for long 
periods the spring is made of special steel. 

(B) Carbon gland . A compact and efficient form of gland may be made from 
carbon rings which are about 1 in. square in section, and are divided into segments 
which are provided with scarfed joints. The rings are encircled by a spiral garter 
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spring which causes them to bear lightly on the shaft. Rotation of the rings is 
prevented by a pin carried in the split cast-iron casing into which the rings are 
fitted. 



Fig. 251. Carbon gland. 


The gland is quite good for speeds not exceeding 80 f.p.s. and where the steam 
is not superheated. With special carbon, speeds of 120 f.p.s., and moderate degrees 
of superheat, can be dealt with. 


(G) Water-sealed gland. In this type of gland a disc, fixed to the shaft, gives 
a centrifugal head to water which is supplied to an annular casing that surrounds 
the disc (see Fig. 252). 



Fig. 252. Water-sealed gland. 
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Although water forms a positive seal against leakage, once full speed is attained, 
yet it cannot withstand considerable pressure differences and a large amount of 
power is absorbed in fluid friction which causes the water to boil. As the water 
boils away it must be renewed with fresh supphes of water, which should be 
distilled, otherwise the gland will become choked. 

One incidental advantage of water-sealed glands is that they prevent the con- 
duction of heat to the bearing. The gland is not to be recommended on turbines 
which have to be started and stopped frequently. 

Theory of the water -sealed gland. Let water of density p revolve at angular 
velocity w radians ])er second, then since water in equilibrium cannot resist a 
shearing stress, tangential and radial pressures will be equal, and considering 
the equilibrium of an elementary block 



Diaphragms. 

In the high-pressure turbine, where pressures and temperatures are high, the 
diaphragms are usually built up from steel, the nozzle plates being machined and 
attached to the centre disc in much the same way as the moving blades are 
attached. 

The upper diagram Fig. 254 illustrates a diaphragm of this type made by 
Metropolitan Vickers, whilst the lower diagram Fig. 254 shows half of a low- 
pressure diaphragm, the guide blades in this type being cast in position. 

Special forms of turbines due to Prof. A. Rateau, 1863 to 1930. 

(1) Pass-out bleeder or extraction turbine. In a number of industries a 
demand exists for both power and heat, and since the total heat of saturated 
steam at 300 lb. per sq. in. is only about 4 % more than at 30 lb. per sq. in., it is 
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thermally more economical to generate high-pressure steam, and to expand this 
bteam to the pressure required for heating, by allowing it to do useful work in a 
turbine; rather than to use low-pressure heating boilers. 

For the former method to have economic possibilities a relation must exist 
between the power and the heat required, and also account must be taken of 
the degree of fluctuation of the load. 

Ill general, if the process steam is of sufficient quantity to develop 25 % of the 
power required, then a pass-out turbine is indicated. 



Fig. 255 shows that a pass-out turbine virtually consists of two turbines on a 
enminon spindle. The high-preswsure section drops the pressure from that of the 
boiler to that required for the heating process, whilst the low-pressure section 
f'xpands the steam, not required in the process work, but which must flow in 
order to develop the required power, down to condenser pressure. 

Even when the power requirements are such that they can be met by the process 
steam alone, a certain amount of steam must be deflected through the low- 
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preasnro turbine in order to limit the temperature created by disc friction and 
windage in this section. 



Fig. 266. Longitudinal section of pass-out turbine showing position of sliding disc 


Since the power and speed of the turbine, as well as the quantity of process 
steam, are controlled by extraneous conditions, whilst in the turbine the two are 
more or less related, it is obvious that some special form of governing is required. 
This usually takes the form of a sensitive governor which controls the admission 
of steam to the high-pressure section, so as to maintain constant speed regardless 
of the power or process requirements. 

vi:NmjiT/hfG pcmrr/? cruNPiw 



Fig 256. Cross-sectional drawing of pass-out turbine showing sliding disc, which controls 
the steam flow to the low-pressure turbine. 


A separate governor is provided to control the admission of steam to the low- 
pressure section. If the demand for process steam increases, this valve closes some 
of the low-pressure nozzles, with the result that the speed drops. To compensate 
for this speed reduction the high-pressure governor opens up more high-pressure 
nozzles until stable conditions again obtain, the pressure of the process steam 
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being maintained senaibly constant. For cheapness throttle valves are sometimes 
employed to effect these operations, but they cause a loss of useful energy in 
themselves and in the turbine also. Even with the best control a pass-out turbine 
is not highly efficient, because it is usually small in size and has to operate over 
such wide variations of load. In the design of plant, therefore, the probable 
operating design conditions must be carefully selected. 

For efficiency the process steam should leave the turbine at about 15 to 20 lb. 
per sq. in. absolute and carrying about 50° F. superheat; so that it will be dry on 
arrival at the heaters, which themselves, theoretically, support very little pressure. 

For general economy with small powers (2000 kW) the boiler pressure should 
not exceed 300 lb. per sq. in., and if we assume a turbine internal efficiency of 
75 /o, the degree of superheat to give a permissible wetness at the exhaust of 
about 12 % may be obtained from the Mollier diagram. 

(2) The back -pressure turbine. If the whole of the steam required in 
process work passes through the turbine, we have what is known as a back- 
])ressure turbine. With a view to obtaining increased speed some ships have 
recently been fitted with one high-pressure boiler which supplies a high-speed 
back-pressure turbine that exhausts into the installation originally supplied.* 

(3) Low-pressure turbine. If a continuous supply of low-pressure steam is 
available — for example, from reciprocating engine exhausts — the efficiency of 
the whole plant may be improved by fitting a low-pressure turbine. 

If the sui)ply of steam is intermittent, as in the case of winding or rolling 
engines, some form of heat accumulator is required to level out the supply with 
the demand of steam. 

Even the capacity of a heat accumulator is limited, and when the supply of 
low-pressure steam falls below the demand, live steam from the boiler, with its 
|)ressure and temperature reduced, is used to make up the deficiency. 

The pressure drop may be secured by a reducing valve, or, for large flows, 
more economically by a turbine. By combining the high-pressure and low-pressure 
units on a common spindle we have a turbine which, in appearance, resembles a 
Pass-out turbine, but actually it receives steam instead of passing it out, and 
because of the two supply pressures it is known as a Mixed pressure turbine. 


* In 1845 P. McNaught of Bury, Lancashire, increased the power of existing beam 
engines by the addition of a high-pressure cylinder which exhausted to the original cylinder. 
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EXAMPLES 


1. Profile of a tapered blade. 

Show that to obtain Tiniform distribution of strefla in a tapored turbine blade, the 
cross-sectional area (i4) of the blade must vary with the radius R according to the 
relation 


B and C being constants. 


\iygA=B-CR'^, 


Obtain the value of the ratio sectional a rea of t ip^ ^ blade 15 in. long of 

Cross-sectional area ot root 

density 0-28 lb. per cu. in. when revolving at 3000 r.p.m. on a mean diameter of 55 in. 
Allowable stress 10 tons per sq. in. 


2. Labyrinth gland. 

Obtain an expression for the steam flow through a labyrinth gland, and apply it to 
estimate the leakage through a gland having 20 constrirtinns, if the clearance between 
the paekiiig and the 10 in. diameter shaft is 0 01 in. At one side of the gland is dry 
saturated steam at a pressure of 100 lb. per sq. in., at the other side the atmosphere. 
You may take the coefficient of discharge as 0-6. 

3. Back-pressure turbine. (B.Sc. 1940.) 

A steam turbine is required to generate 2000 horse-power, using 30,000 lb. of steam 
per hour. The exhaust steam is used for process heating, at 20 lb. per sq. in., and the 
steam leaving the turbine is to be dry and saturated. 

Taking the internal losses in the turbine as 20 % of the available adiabatic heat drop, 
determine the pressure and temperature at which the steam should be supplied to tlie 
turbine. 


4. Throttle control of a pass-out turbine. 

The low-pressure part of a pass-out turbine is throttle controlled, and under full 
load conditions its six stages receive dry saturated steam at 20 lb. per sq. in., and 
expand it to 1 lb. per sq. in. absolute with an internal efficiency of 70 %. Obtain the 
stage pressures at full and half load, and estimate the work done per lb. of steam by 
the first and last stages. 

5. Air turbine. 

An auxiliary drive on an aeroplane is provided by an air turbine, the rasing of 
which is partially exhausted by a venturi nozzle carried on the wing. Thf‘ nozzle 
produces a depression of 3 lb. per sq. in.; and exhausts 200 eu. ft. of air per minute 
at N.T.P. State of air entering the turbine 14-7 lb. per sq. in. 17° C. Speed of turbine 
10,000 R.P.M. Determine the proportions of the machine, the power developed and 
the efficiency. 

Ans. P.c.D. Gi"; nozzle height pitch V; fl jets. 50 blades nozzle angle 18°; 
blade angles 40°; 1-78 b.h.p.; efficiency 58%. 



CHAPTER XV 


MODERN DEVELOPMENTS IN TURBO POWER PLANTS 

The main object of developments in any branch of engineering is to reduce the 
total costs (initial maintenance, running, etc.) without sacrifice of reliability, 
[iiid it is tlie progressive increase in the cost of fuel that has emphasised the 
desirability of high thermal efficiency. 

Now with power plant the economic performance is not restricted to the 
turt)ine, the boiler, various heaters, condenser, and alternator (in the case of 
electric drive) all participate and will be considered in this chapter. 

Improvements in the turbine. 

During fifty years’ experience with turbines most of the outstanding improve- 
ments that could be made on the blading and the nozzles have already been 
eflVcted; so for any further improvement in performance the thermodynamic 
cycle iijust be explored. 

Improved thermodynamic cycle. 

It has already been proved that the highest thermal efficiency is obtained when 
an engine operates on the Carnot cycle, and that thiLS efficiency depends upon the 
temi)crature range over which the working fluid operates. 

Increased temperature, however, causes greater difficulty with the materials 
of construction than increased juessure; so that at i)rcsent the Rankine cycle, 
\\hich o])erates between two constant pressures rather than two constant tem- 
])CM’aturcs, is universally employed. 

In Pig. 257 tlie two cycles, when using saturated steam,* are compared, and 
it will b(* seen that by removing the hatched area from the Rankine cycle we have 
the ( 'arnot. 

In ])raclicp this removal is effected by what is known as Stage, Cascade or 
Regenerative feed heating, f a process which was invented by Ferranti in 190G. 

Ferranti realised that the bulk of the heat, reprcseiited by the hatched area, is 
heat which is normally lost to the condenser, and that if a portion of the exhaust 
steam were defleided through a feed heater, before it reached the exhaust tem- 
jieraturc the heat represented by the area EDGF could be conserved. More- 
over, by tapping off still earlier in the expansion BC, the feed temperature could 
be elevated to the evaporation temperature by stage condensation in feed 
heaters but at the expense of the mechanical work represented by the triangle 
AED. 

In fact, in an ideal machine, where no temperature difference is required to 

* iSiiturated steam is taken, because to superheat the steam at constant temperature 
(to satisfy the condition of supplying heat to the Carnot engine) would involve a fall in 
pressure, and in practice this would be difficult to regulate. 

t The first regenerative turbine was made by C. A. Parsons in 1916. 
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produce a flow of heat, and using an infinite number of tapping or bleeding 
points,* in the saturated field, with an equal number of expansions in the prime 
mover, the regenerative process would be thermodynamically reversible and the 
Carnot cycle would be realised. 

Although theory dictates an infinite number of tapping points, experience 
shows that three to four heaters (Fig. 258), arranged in cascade, present sufficient 
practical difficulty, and that if the feed temperature is raised abnormally (above 
400° F.) by bled steam a serious reduction in power results, and the high-feed 
temperature produced renders impossible the reclamation of heat in the flue gas 
by using economisers (see p. 708). 



At the present time about 30 % of the working steam is bled off for feed heating, 
and the resulting improvement in thermal efficiency is greater than by any other 
means, although of course this is only realised on one load, since reduction of load 
means reduced feed temperature.* 

* A difficulty is experienced on marine installations which run on superheated steam in 
conjunction with feed heaters, when the motion is changed from ahead to astern. Under 
astern conditions no steam is available for the feed heaters, and therefore the steam flow to 
the turbine is reduced and in consequence the superheaters tend to become excessively hot. 
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The incidental advantages of improved thermal efficiency and reduced steam 
How to the condenser are 

(fl) Smaller condenser and boiler. 

(6) The difficulty of passing large volumes of steam through the last stage in 
tlie low-pressure turbine is lessened. 

(r) Improved turbine drainage, hence less trouble from erosion. 

(c/) Increased blade heights in the high-pressure turbine to accommodate the 
iTJilial increased steam consumption. 


Disposal of the feed heater drains. 

In Fig. 258 and in the subsequent analysis it is considered that the heater 
(hams are led to the hot well and that each drain carries with it the sensible heat 
('orresponding to the pressure at the bleeding point. To throw away thermal 
jioteiitial lil<.e this is obviously uneconomic, and in practice various methods are 
employed to avoid this loss. 





(1) The cascade method. In this method the drain from one heater is led to 
the steam space of the next lower heater, where the pressure drop causes a certain 
I'loportion of the drain to flash into steam. On its passage through this heater 
t lie steam is condensed in heating the feed. 

(2) Drain pump. The drain from each heater may be pumped directly into 
die feed hne at a point immediately after the heater. 
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(3) Cascade and low-lift pump. The drain may be cascaded through the 
successive heaters to the last but one, where a low-lift pump discharges the com- 
bined drains into the feed disch?*T-ge from the extraction pump, the combined 
flow then passing through the feed pump. This is probably the most desirable 
system, because it combines partly the advantages of (1) and (2) and avoids the 
use of small high-lift pumps which operate at a high temperature and for this 
reason are a potential source of trouble. No matter what system of drain 
disposal is employed, alternative arrangements should be made to cascade the 
drains direct to the condenser, so as to meet any emergency. 

Theory of the regenerative process. 

In this analysis we shall consider heaters so efficient that the feed water on 
leaving them acquires the same sensible heat as that of the heating steam, for that 
particular heater, and that the heater drains discharge to the hot well without 
thermal loss. 

If the turbine consumes lb. of steam j)er sec. at pressure p and temperature 
T, and if and lb. are removed at the tapjdng points 1, 2, 3, then for 

Continuity of flow 

= W, (1) 

Heat entering the hot well, or condenser, 

+ = wh. (2) 


Heat transferred to feed by heaters 


( 1 ) 


( 3 ) 

(^) 


( 4 ) 

( 3 ) 


( 5 ) 


In practice the tapping jioints are selected so that each heater transfers about 
the same amount of heat to the feed. This satisfies the condition for efficient 
regenerative heating (see p. 478) and has the practical advantage of permitting 
the use of identical heaters. In making an analysis of the cycle, then, we are 
interested in the mass of steam which is to be bled from the various tappings to 
satisfy the above condition. On actual plant, of course, the flows are controlled 
by valves which are oi)erated in conjunction with the thermometers shown in 
Fig. 258. 


The flow to heater (1) 

II 

II 

( 6 ) 

to heater (2) 

w(h2-hs) 

( 7 ) 

to heater (3) 

^’(^3 — h) 

- “*-(53-^3)- 

(8) 
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By (1), Wt = w-Wi-W 2 -Wg. (!<) 

By (3) in (2), 

Wlhl + W 2 h^ + W 3 h 3 + {w—Wl—W 2 —W 3 )h^ = wh. (10) 

By (10) in (8), 

^ f %T-I 


wh.^ — [Wj^hi-^W2h2 + w^h^-\-{w — Wi — W2 — w^)h^] 
^3 -~h) 

w(h^ - h^) - w^{h^ - h^) - - \) 

[H.-K) 


From equations (6) and (7) we may substitute for and in terms of 14^ in 
(11), and hence and the other quantities can be evaluated. 

It should be observed that with a single heater and are zero and 

)r 3 = - , not 3 because the condensate drains to hot well. 

— (rig — /ig) 


Work done with regenerative feed heating. 

Since the steam flow is varying throughout the turbine the regenerative cycle 
( aimot be* shown on a single entropy diagram, but defining d(j) di,swdhjT we can 
(h aw a diagram for each mass of steam, and by arranging the resulting diagrams 
along a third axis we have a three- dimension figure in which is a linear function 
of w (see Fig. liOO). 

In this figure the blue area represents the work done by the whole mass flow, 
the red that done by (w — Wi) lb., and so on. 

Hence the total work per sec. is 


IF = w(n-Il^)-\-{w-w{}{n^-Il2) + (w-w^-W2)(H2-Hs)-\-w^(H^-H^). (12) 


The heat supplied by the boiler and superheater is [H — hj)w. 
Thermal efficiency 


( // - //^) + (1 - wjw) (Hi - 7 / 2 ) + (1 - Wilw - wjw) (Hz - TTg) + wjw (flg - ^ 4 ) 

(H-hi) 


(13) 


Ex . Determine the pressure and the amount of steam to be bled from the three tapping 
jBimt.s on a turbine supplied with steam at 400 lb. per sq. in. absolute, 120° C. superheat 
<iuil exhausting at 0-5 lb. per aq. in. absolute. 

li the thermal efficiency of the expansions is 70, 75, 80 and 85 % respectively, compare 
the thermal efficiency of the regenerative machine with that of a simple machine having 
the same expansion efficiencies. 

At 400 lb. per sq. in. saturation temperature = 502-4° C. absolute 

At 0*5 lb. per sq. in. saturation temperature = 299-5° C. 

Difference ^ 203° C. absolute 

This difference is to be divided equally over four expansions, hence the temperature 
drop per expansion is approximately 60° C., and therefore the temperature and the 

w H E 


31 
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pressure at heater (1) is 450° C. and 135 lb. per sq. in., at heater (2) 400° C. and 35 lb. 
per sq. in. and at heater (3) 350° C. and 6-0 lb. per sq. in. 

To simplify computation the problem will first be worked without regeneration, and 
the results obtained from this computation applied to regeneration, thus; 


Without regeneration. 

Expansion 

numbor C.n.U. 

1 H at 400 lb. per sq. in., 120° C. superheat = 747 c.H.u. 

H at 135 lb. per sq. in. = 084 

A.H.D. = 63 

Useful drop = 0-7 x 63 = 44-1 


2 


3 


4 


at 135 lb. per sq. in., re-hcated 
Hi at 35 lb. per sq. in. 

A.ll.D. 

Useful drop = 0-75 x 66 

i/j at 35 lb. per sq. in., re-heated 
at 6 lb. per sq. in. 

A.H.D. 

Useful drop = 0 8 x 69 

i/g at 6 lb. per sq. in., re-heated 
ifg at 0-5 lb. per sq. in. 

A.H.D. 

Useful drop = 0-85 x 76 


= 707 c.H.u. 

= 641 

= 66 

= 49-5 

= 657 c.H.u. 

= 588 

= ”69 

= 651 

= 602 c.H.u. 

= 526 

= ~i^ 

= 64-6 

Total work done = 213-3 


Thermal efficiency = 


213-3 

747-26 


= 29-6 %. 


With regeneration. Proportion of steam to be bled. 

Bleeding 
point number 


hi at 135 lb. per sq. in. 

= 178-9 


(K-K) 

Ag at 35 lb. per sq. in. 

= 126-0 

w 

(fli-Ai) 


= ' 



Hi at 135 lb. per sq. in. 

= 707 

52-3 

= 0-099 = — 

hi at 136 lb. per sq, in. 

= 179 

'528 " 

w 


= 



Ag at 35 lb. per sq. in. 

= 126-6 


(A.J— A,) 

Ag at 6 lb. per sq. in. 

= 76-6 

w 



iK-K) 

at 35 lb. per sq. in. = 602 
at 35 lb. per sq. in. = 76-6 
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If tiie steam Bow, w, is 1 lb., then 


w 

Wi 

l—W^ 

W2 

I—IU1—W2 


Actual work per 
expansJon 

Useful heat drop per lb. (a.h.d. xtjXW) 

1-0000 X 44-1 441 

00990 

44-6 


0-9010 X 49-5 
0-0952 
0-8058x55-1 
0-0446 


44-4 

(1 — T/jj — 0-7612x64-6 49-1 

Total work done = 182-2 
182-2 


Thermal efficiency = 

% Gain due to regeneration = 


747-179 

32-1-29-6 

29-6 


i7i =32-1%. 
= 8-45 %. 


BTBLIOailAPHY 

'‘The regenerative eyele, an cffieiency l)aRis having npeeial referenee to the number of 
feed water heating stage, s”, iVoc. Jnst. Mcch. Eng. 1 [)41, vdL oxlvi, No. 1, p. 5. 


EXAMPLES* ON llEGENEKATIVE FEED HEATING 


1 . Discuss the advantages obtainable from regenerative feed heating in a turbine plant. 
What effect has the number of heaters on the thermal economy, final feed temperature, 
and the method of disposing of the heater drains? 

Obtain an expression for tho thermal efficiency of a turbine operating on saturated 
steam between temperatures and with continuous feed heating. ^ 


Ans. — 




2 . What percentage of steam at 20 lb. per sq. in. must be bled from a turbine operating 
on dry saturated steam between 100 lb. per sq. in. and 0-5 lb. per sq. in.? What is the 
thermal efficiency of the plant with and without bleeding? 

Atis. 14-6 %; 30-1, 28-8 %. Drain considered as led to hot well. 


(B.Sc. London.) 

3. Explain the process of feed heating by “bleeding’’. Show that, in general, bleeding 

improves the efficiency of a steam plant, and illustrate your answer by finding the 
theoretical thermal efficiency of a plant working between 150 lb. per sq. in. absolute 
dry and saturated, and 1 lb. per sq. in. absolute (a) without bleeding, (6) when the correct 
weight of steam is bled at 25 lb. per sq. in. absolute. Neglect the effect of the stage 
efficiency on the dryness at the tapping point. Atis. 28-5; 30 % . 

4. Equation (13), p. 481, shows that bleeding must increase the thermal efficiency 
of a plant regardless of the number or position of tho tapping points. For what initial 
pressure is the greatest economy effected? 

(B.Sc. 1939.) 

5. Explain why feed-heating by partially expanded steam may increase the efficiency 
of a turbine plant, and make a diagrammatic sketch of the steam circuit. 

A turbine is supplied with steam at 300 lb. per sq. in. and 300° C., and exhausts at 
a back pressure of 0-5 lb. per sq. in. What percentage improvement in the ideal efficiency 
of the plant will result if, at a point where the pressure has fallen to 50 lb. per sq. in., the 
correct weight of steam is “bled” for feed-heating? 6-67%. 

* Sse also example on p. 850 . 
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Re -heating steam. 

With a view to eliminating blade erosion,* reducing steam friction losses, and 
improving the thermal efficiency of turbines, the steam is sometimes removed 
from the turbine when it becomes wet; it is then passed into a re-heater, where it 
receives a fresh superheat, and is returned to the next stage in the turbine. 

The re-heater may be incorporated in the walls of the main boiler; it may be a 
separately fired superheater,! or it may be heated by a coil carrying high-pressure 
superheated steam — this system being analogous to a Iteam jacket. 

Although flue gas re-heaters have been employed satisfactorily on 50,000 kW 
sets, yet they are at a disadvantage in having to handle large volumes of low- 
j)ressurc steam that are usually tapped olf from the high-pressure exhaust. 



The aihlitional apparatus is largo and costly and elaborate safeguards have to 
be taken for protecting the re-heater and the turbine in the event of a sudden 
reduction in load on the turbine, or reversal from ahead to astern. 

Steam-heated re-superheaters do not suffer from this disadvantage, but it is 
obvious that the temperature of the re-superheated steam can never be as high 
as that of the steam supplying the heat, and therefore the efficiency of the cycle 
is less than when other types of heaters are employed. 

In practice difficulty is also experienced in returning the steam to the 
boiler. 

Although there is an optimum pressure at which the steam should be removed 
for re-heating, if the highest return is to be obtained, yet, for simplicity, the whole 
of the steam is removed from the high-pressure exhaust, where the pressure is 
about one-fifth of the boiler pressure, and after undergoing a 10 % pressure drop, 
in circulating through the heater, it is returned to the i.p. or l.p. turbine. 

* Stie p. 494. 

t To preserve the superheater from overheating and erosion flue gas is often supplied 
^ith thp combustion air. 
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It is "InimftH that improved thermal efficiency, reduced boiler size, and to a 
less extent condenser size (in consequence of the reduced steam consumption, but 
higher exhaust temperature), wiU allow a re-heater to pay for itself in one year. 

Re-heating is best employed in high-pressure unit systems operating at con- 
stant load where the turbine has its own boiler, and in these circumstances the 
re-heater should be placed alongside the superheater if it is to be really effective. 
The practice of re-heating has been developed far more in America than elsewhere. 

Theory of re-heating. 

From Fig. 263, 

The work done = — + — 

these total heats being measured at constant entropy (f>i and 



The heat supphed = (H^ - hj + (Hj — H^). 

Th.ra»l tfBoisncy - + 

Ex. In a power plant steam at a pressure of 400 lb. per sq. in. absolute and temperature 
370" C. is supplied by the main boilers. After expansion in the high-pressure turbine 
to 80 lb. per sq. in. the steam is removed and re-heated to 370° C. Upon completing 

• On a 24,000 S.h.p. set a re-heater would save £4000 per annum on fuel. S. S- Cook, 
F.R.S., Modem Marine Steam Turbine Design. 
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expansion in the low-pressure turbine the steam is exhausted at 1 in. of mercury. 
Find the efSciency of the cycle with and without re-heating. 

The problem is most easily solved by using the H<j> chart; alternatively the chart 
or steam tables may be employed. 

Solution using the chart (Fig. 264). 

Work done: 

Ht = 759 

H, = 666 

Heat drop s 93 
H, = 768 

= 549 

Heat drop = 219 
Total heat drop = 312 

Heat supplied: 

Ht = 759 

K = 26 

(Ht-ht) = 733 

H, = 768 

H. = 666 

{H,-H,) = m 

Total heat supplied = 835 
312 

Thermal efficiency = — = 37-4 %. 

OijO 

Without re -heating: 

Adiabatic drop dh = 268. 

2fiH 

Thermal efficiency = = 36-6 %. 

733 Fig. 264. 

Alternative solution using Steam Tables. 

Superheat temperature at d =370 
Saturation temperature at c = 229-7 

Degree of superheat = 140-3 

Whence by reference to steam tables = 1-6441. 

Degree of superheat at 80 lb. per sq. in. for this value of ^ is IS” C. 


at 80 lb. per sq. in. and 370'’ C. = 768-7 

at 80 lb. per sq. in. and 15° superheat = C6B-7 
Heat to re-heat = 100-0 

at 400 lb. per sq. in. and 370° C. = 759-2 
^ at 1 in. Hg k 26-1 

733-1 

Total heat supplied k 833-1 
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Work done: 

ij>f = 1-8337 

at a = O OD13 

= 1-7424 

0-897 = X the dryness at g 

at 1 in. Hg = 1-9445 

Ht = 759-2 

H, = 6C8-7 


Work done inn.p. = (fTj— .ff,) = 90-6 

Hf = 768-7 

Xi at g = 0-897 X 581-5 = 521 
A. = 26-1 

H, = 547-1 

Work done in l.p. = = 2 21-6 

Total work done = 312-1 


312-1 

Thermal eflSciency = = 37-5 %. 

OiJij' 1 

Alternatively, work done = 833-1 — — 

The reduced friction loss which attends re-heating will considerably improve this 
efficiency. 


Without re -heating: 

at 400 lb. per sq. in. and 370® C. = 759 
= 299-5 X10441 =493 
(7, -J. 

492 

Work done on cycle = 0^) = 267 


267 


Thermal efficiency = = 36-5 %. 


1. Re^heating steam and plant efficiency. (B.Sc. 1935.) 

What are the advantages claimed for re-heating steam in high pressure plants ? 

A steam plant received steam at 600 lb. per sq. in. and 400° C. After expansion to 
250 lb. per sq. in. it is re-heated to 400° C. and then expanded to 100 lb. per sq. in. It is 
then re-heated to 400° C., after which it expands down to a back pressure of 0-8 lb. per 
sq. in. Assuming frictioness adiabatic expansion, find the thermal efficiency of the 
plant and compare it with that obtained without re-heating. 

Ans. By re-heating steam the total heat drop and thermal efficiency of the turbine 
is increased. Moreover, friction losses on the blades are reduced and erosion is pre- 
vented if dryness fraction is kept greater than 90 %. Ans. 38-9 % , 37-1 % . 

2. Re-heating steam in reaction turbine. 

Assuming 75 % of the heat drop available is converted into mechanical work per 
turbine pair, and that this diagram efficiency holds throughout the turbine, find the 
steam consumption per h.f. hour and the thermal efficiency of a turbine working 
between 200 lb. per sq. in. and 300° C. supply and 1 lb. per sq. in. exhaust. 
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Determine also the new steam consumption and the new thermal efficiency if the 
expansion of the steam is arrested at 50 lb. per sq.in. and the steam is re-heated to 300° C. 
at this pressure and the expansion through the turbine is continued. Re-heat factor 
105. Ans. 8-45 lb. per h.p. hr.; Efficiency, 24-26%; 7*49 lb. per h.p. hr.; 25-28%, 

3. See examples on the use of the Mollier diagram, pp. 184 and 185, 


Binary vapour turbine (invented by Mr Emmett). 

It has already been proved (p. 68) that the Carnot cycle has the highest thermal 
elliciency of all cycles, and that the only prospect of an actual engine approaching 
tliis cycle is to use a saturated vapour, because, to attain an efficiency given by 

'A 

temperature and rejected at T^. These conditions are easily comphed with when 
using a vapour in the wet field, but not in the superheated (see p .477). 

It would therefore appear that with Tg fixed by the temperature of the natural 
sink to which heat is rejected, the efficiency must depend on Tj, which for a 
maximum efficiency should be as high as possible, consistent with the vapour 
being saturated. This means that an ideal fluid must have a very high critical 
temperature, and if this is combined with a low pressure, so much the better, 
because a combination of high temperature and high pressure sets designers a 
formidable problem. Mercury, diphenyl, diphenyl-oxide and similar compounds, 
aluminium bromide, and zinc ammonium chloride, are fluids which possess, in 
varying degrees, these characteristics together with chemical stabihty that will 
allow the cycle to proceed indefinitely. 

Mercury, with its critical temperature well over 1000° C., and diphenyl-oxide 
at 530° C. and 400 lb. per sq. in. (compared with water at 374° C. and 3226 lb. per 
sq. in.), are the two fluids which have been employed in practice, but not 
singly, since for mercury the high temperature even at low vapour pressures, 
220” C. at 0-625 lb. per sq. in. absolute, means that there would be a considerable 
loss of thermal potential if no better vacuum than this could be obtained. 

In practice exceedingly high vacua are difficult to produce and maintain; 
so to avoid this difficulty, as well as the thermal loss, two fluids, mercury and 
water, are used in the cycle. Mercury is used to extend the high temperature 
range, whilst water, in reclaiming heat from the mercury condenser, before 
passing through a medium pressure steam cycle, extends the lower temperature 
range. 

Although several binary turbines are in operation in America and Russia, yet 
the system sufl’ers from the defect that mercury vapour is extremely poisonous; 
mercury will not wet the boiler plate, it is expensive, and a large quantity is 
required. In view of these defects, and the absence of a cheap stable fluid with 
high critical temperature, small specific volume and small temperature at 
atmospheric pressure, there is not much prospect of the general introduction 


it is imperative that the whole of the heat must be supplied at constant 
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of the system, particularly in view of the recent developments in bigh-presaure 
steam plants, 
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Increased steam pressure.* 

"That started as a boiler — whelp — when steam and he were low. 

‘ I mind the time we used to serve a broken pipe wi tow. 

Ten pounds was all the pressure then — Eh ! Eh ! — a man wad drive 
An here, or workin gauges give one hundred fifty five ! * ” 

Eudyabd Kipling. 

In the pursuit of increased efficiency the most profound change during the last 
decade has been the material advance in the working pressure, where it has been 
found that the greatest improvement in efficiency occurs at the lower end of the 
pressure scale; although, as the Carnot efficiency implies, the efficiency never 
reaches its maximum, but little is to be gained from pressures in excess of 1 500 lb. 
per sq. in. 

Fig. 265 illustrates this point and has been extracted from Dr H. L. Guy's 
paper, ‘'The economic value of increased steam pressure”, Inst. Mech. Eng. 
February 1927, p. 99, in which this subject is very fully treated. 

As steam pressures increase, the desirabihty of confining the high-pressure 
expansion range to a separate cylinder also increases. This consideration, together 
with the increased cost of boilers, restricts the economic application of high pres- 
sures to high-powered plants. 

In Great Britain the tendency is to stabilise steam pressures at 600 to 650 lb. 
per sq. in. for 30,000 to 50,000 kW units, and between 300 and 400 lb. per sq. in. 
for 20,000 kW units, although theoretically these pressures are too low to give 
the greatest gain in economy. 

Unfortunately high pressures increase the difficulties of maintenance and 
reduce flexibility of the machine on load; hence high-pressure turbines are usually 
employed on base loads, where the output is invariable. 

One serious disadvantage attends the use of high-pressure steam, and that is 
that the dryness fraction in the low-pressure turbine is reduced in consequence 
of the reduced initial value of the entropy of the dry saturated steam. This 

* Jacob Perkins, an American inventor (1766-1849), experimented with steam at 
1600 lb. per sq. in., and examined its properties H. W. Dickinson, A Short History of 
the Steam Engine, p. 98, Cambridge University Press. 



Modern Developments in Turbo Power Plants 491 

increased wetness gives rise to the serious practical difficulty of erosion (see 
p. 494). 

In marine propulsion, vibration and the difficulty of accommodating the 
expansion of the piping, and the strains to which a vessel is put in a heavy sea 
wav, make the engine room personnel regard high pressures with acute distrust. 

In the U.S.A. extra high-pressure boilers and turbines have been supplied to 
existing power stations, with the object of raising the output and efficiency of 
these stations. 



TOO 600 1000 UOO 1BD0 2200 

Boiler Pressure in Lb per So. In. 


Fig. 265. 

The provision of these ‘'topping units”, as they are sometimes called, requires 
new boiler plant, but the high-pressure turbines exhaust to the existing low- 
pressure plant, thereby effecting economies in the engine room as well as in cost 
of buildings and foundations. 

Superheated steam. 

In order to obtain the requisite temperature difference over the boiler plate in 
the case of high steam pressures the flue gas must of necessity also leave at a high 
temperature if a rapid rate of evaporation has to be secured. This heat would be 
lost were it not for the provision of superheater coils, which enable a maximum 
of 7 % of the total heat supplied to the steam to be recovered from the flue gas 
without the expenditure of any more fuel. 

In addition superheating increases the entropy of the steam to such an extent 
that even in the low-pressure turbine the steam is much drier than when a super- 
heat is not carried, so that erosion is materially reduced. 

Thermally the improvement in efficiency (which attends a superheat) is very 
small, but the reduced friction losses in the turbine, and the delayed condensation, 
cause the practical gain to almost double what theory predicts. 
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Unfortunately high temperatures adversely affect metals by reducing their 
strength and causing them to flow, when under stress, like a very viscous fluid. 
The greater the stress and the higher the temperature the greater the rate of flow, 
BO it is only a question of time, and the bolts connecting the flanges will grow to 
such an extent as to release the joint. 

In view of this creep of metals* high temperatures cause more trouble than 
high pressure, and at the present time (1940) 950° F. (a temperature at which the 
steam pipes glow in the dark) appears to be the highest safe temperature. 

However, practice keeps so closely in step with research that it wiU not be long 
before temperatures of 1000° F. and pressures of 2000 lb. per sq. in. will be 
generally employed in high-powered plant. 

In contrast with increased pressure the economic advantage of increased 
temperature does not depend upon the size of the plant, and a much smaller 
proportion of the boiler plant is affected by raising the temperature than by 
raising the pressure. A comparison between the thermal economies resulting from 
increased pressure and increased temperature is shown below. 

This table has been compiled from Dr H. L. Guy’s paper “Tendencies in steam 
turbine development”, Proc. Inst. Mech. Eng. North-Western Branch. 
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thermal >... 
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77 

65 
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302 564 

— 

1160 

„ 250 

77 

92 

155 222 232 

453 

309 960 



„ 350 

79 

145 

158 405 237 

1040 




„ 600 

79 

285 

169 1030 





„ 750 

77 

720 







The basis of the above comparison is a plant operating at 700° F. with 29 in. 
vacuum and four-stage re-heating. The capacity should not be less than 40,000 kW 
M.o.B.f at 1500 r.p.m., 20,000 kW m.c.b. at 3000 r.p.m., 10,000 kW M.c.R. at 
6000 r.p.m. 

Fig. 266 was taken from the Twenty -sixth Thomas Hawksley Lecture (1940), 
in which Sir Leonard Pearce, C.B.E., gives an excellent review of forty years’ 
development in mechanical engineering plant for power stations. These tem- 
perature-entropy diagrams show how the basic efficiency of steam plant has 
increased from 15 to 50 % over a period of forty years, the actual thermal 
efficiency realised by the station being about 15 % lower. 

* See Bailey and Roberts, “Testing of materials for high temperatures”, Proc. Inst. 
Mcch. Eng. 1932. Mild steel is suitable for superheater tubes up to 900° F. but the siiper- 
heiiier supports often cause trouble through distortion. 

■f M.c.K. = Maximum continuous rating. 
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Ex. High pressure and high superheat. (B.So. 1939.) 

Discuss briefly, with reference to the Rankine cycle, the thermod 3 mamic advantages 
of using (a) a high pressure, (6) a high degree of superheat, when the maximum steam 
pressure is the same in both cases. What are the relative practical advantages of the 
two systems 1 

Compare the ideal efficiencies of a turbine using steam at 380° C. and exhausting at 
0-5 lb. per sq. in., when the intial pressure is (a) 500 lb. per sq. in., (6) 200 lb. per sq. in. 

Ans. 37*4%, 33-4%. 

Erosion of turbine blading. 


Erosion of turbine blading is the wasting away or grooving of the back of the 
inlet edge of the blade, and only occurs where the moisture in the steam exceeds 
about 10 %, and the blade speed is high. 

Inspection of a turbine, after many hours’ running, reveals that erosion is 
always worst towards the tips of the low-pressure blades, because centrifugal 
force tends to concentrate the water particles in the outer annulus, and the tip 
speed is greater than the root speed. 







Bl^de Speed 5 


Fig. 267. 


It may be argued that, owing to the much greater density of water compared 
with low-pressure steam, the droplets carried in suspension through the nozzles 
never acquire the velocity of the steam, and therefore, if the blade entrance 
angle and speed are suitable for the steam, they must be wrong for the water 
(see Fig. 267), where is the relative velocity of the water at inlet. 

From the velocity diagram it will be seen that strikes the back of the 
blade, and in producing impact stresses of the order of 60 tons per sq. in., a groove 
is initiated. 


Prevention of erosion. 

Four methods are available for combating erosion: 

(1) Raising the initial temperature of the steam, so that the wetness never 
exceeds 10 %, even in the last stage of the low-pressure turbine. 

(2) When the moisture content in the steam approaches 10 %, remove the 
whole of the steam and re-heat it, so that the wetness at the exhaust does not 
exceed 12%. 

(3) Fit drainage belts on the turbine so that the droplets of water, which 
constitute about 25 % of the total moisture present, may be flung out of suspension 
by centrifugal force. 

(4) The leading edge of the blade may be protected by a shield of hard material. 
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Comparison of the methods. 

Since prevention ia better than cure, methods (1) and (2) are to be preferred, 
but in the case of (1) the maximum superheat which metals can stand for pro- 
longed periods imposes a definite limit on the pressure 
range if the wetness must not exceed 10 %. 

Theoretically stage re-heating is the ideal, but in 
practice it is beset with difficulties (see p. 485). 

Drainage of the turbine is good, and necessitates very 
few structural alterations on a machine designed for 
‘ ‘ bleeding : in fact, with this method alone the pressure 
may exceed 1300 lb. per sq. in. without serious erosion 
taking place. The only precaution necessary is to pro- 
vide a lip to prevent the swirling separated droplets 
from rejoining the steam (see Fig. 268). 

The provision of tungsten shields prolongs the life of 
the blading, but it does not remove the resistance which 
the water droplets impose on the rotation of the rotor. However, in practice 
this has probably proved the most satisfactory solution. 

Improved turbine exhaust. 

The improved vacuum obtainable from condensers of moderate dimensions 
has presented turbine designers with the serious problem of transmitting this 
vacuum to the turbine blades with very Httle loss of energy; for it will be appre- 
ciated that it is no use having a high vacuum in the condenser if the rapid increase 
ill specific volume prevents the economic transmission of this vacuum to the 
turbine. 

It was indicated on p. 430 that to pass this volume involved a considerable loss 
in kinetic energy, and this loss might be sufficient to offset the gain in heat drop 
from the increased vacuum. 

To combat this loss the following methods have been employed: 

(1) The provision of an expanding diffuser tube to convert kinetic energy into 
pressure energy (see Fig. 269). 

(2) The central fiow turbine (see p. 430) which provides a double exhaust. 

(3) Duplication of the last stages of the low-pressure turbine, which are con- 
nected by a pipe so that but one low-pressure casing and rotor is required. 
Virtually this ia a modified central flow turbine. 

(4) In high speed high capacity turbines working with low exhaust pressure 
Metropolitan Vickers secure a low leaving velocity without using unduly long 
blades by dividing the blades in the penultimate stage into two parts by an 
annular ring A (see Fig. 270). 

The steam on the outside of this ring is expanded down to condenser pressure 
and passes direct to the exhaust, the velocity ratio being fairly good because of 
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the high peripheral speed of the portion C of the blade GE. The inner portion of 
the blade handles steam which is to be expanded finally in the last diaphragm, P . 

(5) The simplest solution of the exhaust area problem is to remove the shrouding 
from the last row of low-pressure blades with a view to lightening them, and to 
open out the blade angles, or, as a last resort, lower the rotational speed. 



Fig. 269. Fig. 270. 


Condensers. 

One of the outstanding advantages of the steam turbine over other vapour 
engines is its ability to utilise effectively low pressures, an improvement in vacuum 
from 28 to 28 J in. giving almost a 3 % reduction in fuel consumption. 

To produce a vacuum so near the absolute value necessitates a highly efficient 
condenser and air-pump system, and investigations into the design and operation 
of condensers have revealed the following: 

(1) The most potent source of breakdown is due to the tubes puncturing or 
cracking usually near the end.* 

(2) Although the air pump may be capable of producing a high vacuum, the 
obstruction caused by the tubes prevents this vacuum being realised in the 

* Leaking condenser tubes on marine installations result in rapid deterioration of 
turbines and boilers alike. 
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tuibine exhaust. It is the vacuum on the turbine blades that counts, not that 
111 die condenser. 

(3) The sudden bending of the turbine exhaust from the horizontal to the 
vertical direction causes the steam to bank up on the alternator side of the con- 
denser, thereby overloading this portion of the condenser at the expense of the 
opposite side. 

(4) The condensate should be removed from the tubes immediately after con- 
densation to prevent undercooling of the condensate and consequent loss of 
thermal efficiency, and the tubes carrying the hottest cooling water should meet 
the hottest steam. 

Ueahng with each of these problems in turn, it has been found that an alloy 
70 % copper and 30 % zinc is able to resist erosion fairly well if the end of the tube 
receiving the circulating water is bell-mouthed, and the water box is sufficiently 
deep to allow the circulating water to enter the tube without undue eddying. 
With this in view, the tube with stuffing boxes at both ends has to bo replaced 
by a bell-mouthed tube expanded flush into the tube plate at one end and floating 
in a stuffing box at the other (see Fig. 271), or by bowed tubes expanded at both 
(‘mis. 



If the tubes are carefully annealed,* and the unsupported length of the tube 
dues not exceed one hundred times its external diameter, little trouble should 
be experienced from cracked tubes. 

Central flow condenser. To limit the pressure drop across the tubes 
Metropolitan Vickers have designed a central flow condenser in which the air is 
removed from the centre of the nest of tubes (see Fig. 272), the steam flowing 
radially inwards during the process of condensation. 

The main advantages of radial flow are that the area for flow is always com- 
parable with the volume flowing, the length of air path is reduced, the coldest 
water meets the coldest air, thereby increasing its partial pressure and so reducing 
the labour of the air ejector, and the condensate drops away readily from the 
liuttest tubes through a current of steam, so that undercooling is avoided. 

* Drawing? stresses are at once revealed by coating the tube with mercury, when a stressed 
lube will .split like a, bamboo. 


WH K 


32 
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It should also be observed that in the base of the condenser is fitted a water 
seal (8) (Fig. 273) to prevent steam or air interrupting the extraction pump 
suction, and that heat transfer, which depends upon scrubbing rather than direct 
impact, is augmented by providing steam lanes. 

To improve the distribution of the steam over the condenser tubes the ex- 
haust area is made divergent in the direction of the alternator and baffles are 
fitted as in Fig. 269. 

Vibration of the condenser tubes may be prevented without the use of carrier 
plates, which are objectionable because they prevent the longitudinal spreading 
of steam, by making the tubes short. 



Kig. 272 Eiul Mpw of Metro\ick contra! flow condenser with doors open. 


Shortening the condenser, however, causes a diminution in cooling surface, 
and since, foi a given tenijierature drop across a tube, the rate of heat transference 
depends upon the surface aiea of the tube and the square of the velocity of 
the fluid transmitting heat, any reduction in tube length must be accompanied 
by a considerable increase in velocity. 

High velocities, however, rapidly increase pumping costs, since friction head 
also depends on the square of the velocity of flow, and high velocity is 
objectionable in that it often introduces serious tube erosion, especially where 
the circulating water is impure. 

Undercooling is prevented by adopting contra-flow heat transference, in 
which the hottest steam meets the hottest circulating water. The vertical lanes 
necessitated by the subdivision of the water box also provide access for drainage 
between the tubes and allow regenerative heating of the condensate (see p. 393). 
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Air ejectors. 

Leblanc and Sir Charles Parsons were responsible for the invention of the 
steam-operated air ejector, which is virtually an injector for pumping air instead 
of water. 



Fig. 274. Sectional view of two-stage Metrovick air ejector with surface coolera. 

The ejector (Fig. 274) consists of a convergent-divergent nozzle G in which the 
steam acquires a very high velocity. By under expansion (i.e. making the actual 
nozzle area less than theoretically required) this high-velocity jet in appearance 
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rt\sembles a string of beads, and in jumping across the gap that separates the 
nuzzle and the diverging tube F, it entrains air. An interchange of momentum 
Of curs, the air being accelerated at the expense of the steam. To convert the 
kinetic energy of the mixture into pressure energy the tube F diverges. 

Tt will be apparent that the increase in pressure, which the combination of a 
single jet and diffuser will produce, is definitely limited (about 5 to 1 in practice); 
so to produce high vacua, with reasonable economy in steam, and without 
(lunger of instability of the jet at low loads (due to their being no positive seal 
against atmospheric pressure), two or more ejectors are arranged in series. 

The main advantages of the ejector are that it is simple and cheap to construct, 
it has no moving ])arts, it occupies very little space, and it will produce a high 
A acuuni, but thermally its efficiency is very low. 

With a view to improving the thermal efficiency of the apparatus the discharge 
from each ejector is ])assed through a cooler, where the steam is condensed in 
heating the boiler feed. 

To handle the excess air flow that attends putting another boiler on the line 
it is usual to assume that 5 lb. of air have to be extracted from every 1000 lb. of 
steam, whilst a rapid start is ensured by an auxiliary ejector which discharges 
direct to the atmosphere instead of through feed heaters. 
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MARINE EXHAUST TURBINES 

Because of the practical limit to the size of the low-pressure cylinder a conven- 
tional multi-expansion marine engine is unable to utilise effectively low-pressure 
btcam, several systems have therefore been developed to improve the thermal 
efficiency of this engine by the provision of a turbine to take the exhaust steam 
from the reciprocator and expand it further. 
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For moderate powers the reciprocating engine is more efficient than a small 
high-pressure turbine; so that the combination may be arranged to embody the 
advantages of the reciprocator for dealing with high-pressure steam and the 
turbine for low-pressure steam. 

The various systems of exhaust turbines may bo classified in two types: 

(1) Systems in which the power developed by the turbine is transmitted to the 
propeller shaft through gearing incorporating a spring, hydraulic or electrical 
coupling to damp out the variations in torque of the reciprocating engine. 

(2) Systems in which the power developed by the turbine is utilised to improve 
the quality of the steam as it passes from the H.P. to .the I.P. cylinder. 

In the Johansson Gotaverken system this is effected by means of a compressor 
and in the Lindholmen Motala system by an electric heater which is supplied 
from a dynamo driven by the exhaust turbine. 

In all the systems the condenser must be arranged to give a much higher 
vacuum than is i equired by the reciprocator when operating alone, and prov ision 
must be made for directing the reciprocator exhaust to the condenser so as to 
cope with emergencies. 

The Bauer-Wach system- 

in this system, which is illustrated in Fig. 274 a, steam at 8 to 10 lb. per sq. in. abs. 
is exhausted by the reciprocator to an oil separator and from thence to a servo- 
motor operated change-over valve by means of which the steam may be directed 
to the turbine or to the condenser 



Fig. 274(1. 


Should the turbine speed become too high the governor reduces the oil pressure 
in the servo-motor and the change-over valve directs the steam to the condenser. 

The power developed by the turbine is transmitted to the propeller shaft 
through double reduction gearing, a vulcan hydraulic coupling being incorporated 
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in the primary gear wheel. Any residual thrust from the primary pinion, or 
turbine, is taken by a Michell thrust block that is located at the forward end of 
the turbine. 

To ensure torsional and flexural elasticity of the reciprocating engine shaft, 
and to permit of the turbine gearing being disconnected from the reciprocator, 
the secondary gear-wheel is supported on a hollow flanged shaft that embodies 
a quill drive. 

The turbine is non-reversing and is disconnected automatically from the main 
engines when these run astern by draining the oil from the Vulcan coupling. 

Savings of fuel of 20 to 25 % over the conventional reciprocating engine are 
claimed for this system, and the flywheel effect of the turbine materially reduces 
racing in a heavy sea. 

The Johannson Gotaverken system. 

This system was developed by Johannson of Gotaverken, Sweden, and consists 
of a turbo-driven compressor that takes the exhaust from the H.P. cylinder, 
raises its pressure and temperature and delivers the steam to the i.p. chest. In 
addition the turbine drives most of the auxiliaries such as the feed, circulating, 
and forced lubrication pump as well as the dynamo. 

The major modification to the main engine is the provision of a dividing wall 
in the i.p. receiver, spring-loaded non-return valves being fitted in this wall to 
enable the steam to pass directly to the i.p. chest should the turbine be cut out 
by the governor. 

A change-over valve, 0})erated by oil from the forced lubrication system, 
provides for the exhaust being passed direct to the condenser in an emergency. 
Unlike the Bauer-Wach system this valve is not used during reversal of the 
main engines. 

iSince it is uneconomic to use the compressor for evaporating water a steam 
dryer is placed on the h.p. exhaust, and a second on the l.p. exhaust to protect 
the turbine blades from erosion. 

Obviously the thermal efficiency of this system is less than of the previous, 
but there are compensating advantages of compactness and lower initial cost. 

EXAMPLES 

Numerical examples on the systems are given on pages 835 et seq. 

BIBLIOGRAPHY 

Dr G. Bauer (1932). "A thermo -dynamic study of exhaust turbines and other means of 
improving reciprocating engines.” Trans, Inst. Marins Engineers, vol. xliv, p. 271. 

P. B. O. Sneeden (1936). “Exhaust turbines for marine propulsion.” Proc. Inst. Mech. 
Eng. vol. cxxxii, p. 63. 



CHAPTER XVI 


COMBUSTION 

Chemical symbols. 

The ninety-two elements which have been discovered* carry distinguishing 
names which are not based upon any scientific system, and on making investiga- 
tions as to the behaviour of these elements a kind of shorthand is employed. 
Instead of writing the name of the element, only the first letter of the English or 
Latin names of the commoner elements is used to denote it; whilst less common 
elements, which share the same initial letter, are distinguished by an additional 
letter, thus: 

Carbon is denoted by C, Chlorine is denoted by Cl. 

Not only do the symbols indicate the element, but they also denote one atom 
of the element, and if more than one atom is to be considered, then a numerical 
suffix, representing the number of atoms, is also applied to the symbol. For 
example, Clg means two atoms of chlorine, Hg means two atoms, or one molecule 
of hydrogen. In a like manner the number of molecules is denoted by a numerical 
prefix, thus: 2H2 means two molecules of hydrogen each of which contains t^vo 
atoms; so that the product of the prefix and the suffix is the number of atoms 
of the element under consideration, 

Mechanical mixtures. 

When the molecules of various elements are mixed together, one of two things 
may happen. 

The molecules may merely mingle without losing their identity, and may 
therefore be separated mechanically, as in the case of a mixture of sugar and 
sand, or, if temperature and pressure are favourable, the atoms in a molecule of 
one element may attach themselves to the atoms in a molecule of another element 
in the mixture, and produce an entirely different substance. This substance is 
known as a Chemical compound. 

The union of oxygen with hydrogen may be taken as a simple example of the 
formation of a chemical compound. These two colourless and odourless gases, 
when mixed together, produce a gaseous mixture, but if a flame is applied to this 
mixture, or if it is highly compressed, an explosion will occur, and steam will be 
produced which can be seen if the temperature is low enough. It is this union 
which is responsible for the steam that issues from a motor car exhaust when 
the engine is started up on a cold morning. 

The reason for the combination of molecules producing compounds, endowed 
with properties entirely different from those of the combiningelement.isunknown.'l' 

* S00 p. 4 . 

■f There are many things which W0 must believe which we do not understand. Matter 
and its combinations are os great a mystery os life itself. 
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Chemical compounds are indicated by a combination of symbols which repre- 
sent the separate molecules from which the compound was formed. Taking 
again the union of Hg* with Og, we have 

Hydrogen uniting with oxygen produces steam. 

Symbohcally this reaction is denoted by 

2H2 + O2 = 2H2O. 

The positive sign indicates that a chemical reaction has taken place, and the 
sign should not be given its algebraic interpretation. 

It might be asked: Why select two molecules of H 2 , and but one of Og? The 
reason is that any other proportion of molecules would leave either some of the 
IL or some of the Og uncombined. For example, 

4H2 +02 = 2H2O + 2H2. 

In this equation the positive sign on the right-hand side (r.h.s.) has its algebraic 
meaning, and it indicates that steam is produced and hydrogen remains when 
the proportions of Hg and Og shown on the left-hand side (l.h.s.) of the equation 
react. In an engine the uncombined hydrogen would be wasted; so with a view 
to ecornmy in fuel it is highly important that both fuel and air are supplied in 
the correct proportions. 

In this respect chemical equations are very valuable to engineers; because 
they not only indicate the result of a chemical reaction, but they indicate 
the pro])ortiuns with which the elements react when there is to bo no surplus. 

Ex. How many pounds of oxygen are required to burn completely one pound of 
hyrlrogen'^ 

Tlip equation of this reaction is 

2112+02 = 21120 . 

But the atomic weight of is 1 and that of Og 16 (see p. 5). 

Hence 2 H 2 + Og = 2 H 2 O. 



2(lx2) + (l6x2) = 2(1 X2 + 1C). 

Hence 4 units of hydrogen combine with 32 units of oxygen to form 36 units of steam. 
11 p multiply throughout to convert the unit mass of an atom into lb. weight, then we 
can say that 4 lb. of Hg require 32 lb. of O 2 to form 36 lb. of steam. 

/. Weight of oxygen required for the complete combustion of one lb. of hydrogen 

32 

= ^ = 81b. 

4 

* The author is aware that it is incorrect to use symbols such as Hj to replace the word 
hydrogen, since Hg represents one molecule of hydrogen. Although incorrect the practice 
IS widely used by engineers. 



Combustion 


606 

Formation of chemical equations. 

Since a. chemical equation represents but a redistribution of atoms, it follows 
that the same number of atoms of any one element must exist on both sides of 
the equation. This conclusion can also be drawn from the fact that matter is 
indestructible, and therefore every atom of the interacting substances on the 
L.H.s. of a chemical equation must also appear on the R.TI.S. of the equation, 
although usually in some fresh associations of atoms. This information is re- 
markably valuable, because it enables us to build up chemical equations, and 
therefore removes the necessity for memorising them. 


Ex. Form the chemical equation which represents the complete conbustion of marsh 
gas, CH4. 

When marsh gas is burnt completely, carbon dioxide (COg) and steam (HgO) are 


produced; so we can write 


CH4-ha:02= CO 2 + 1 /H 2 O. 


The values of x and y may then be determined from the condition that the same 
number of atoms of each element exist on both sides of the equation. For carbon there 
is one atom on each side. For hydrogen there are 4 on the l.h.s. and 2 }j on the r.ii.s. 
For oxygen there are 2 x on the l.h.s. and (2-hy) on the r.h.s. 


/. 2y = 4, 


and 


2 x = ( 2 -\-y), but y = 2. z. x — 2 . 


Whence 


CH, + 2 O 2 = CO 2 + 2HJ) 

12-1-1x4 2(16x2) 12 + 32 -f 2(2-h 16) 



80 80 


From this example it should be appreciated that a chemical equation is not only a 
qualitative expression, which expresses the result of reactions, but that it also has 
a quantitative significance, and in this respect the equation obeys mathematical laws, 
the total mass on the two sides of the equation being the same. 


Gaseous reactions. 

The mass of a gas is so difficult to measure directly that it is more usual to 
consider the volumes which unite rather than the masses. Fortunately this 
convenience does not introduce any complication into chemical equations, 
because these equations are not altered if they are multipUed throughout by a 
constant. Take for instance the molecular equation 

2H2 + 02 = 2H20 

and multiply this through by a constant n which represents the number of 

molecules in 1 cu. ft. of gas at any particular state, see p. 12, for instance the 

N.T.P. condition, then „ ^ ^ 

2nH. + nO« = 27 iH„ 0 . 
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This equation now reads: Two cubic feet of Hg combine with one cubic foot of 
Oo to produce two cubic feet of steam at the same state as the Hg and O2; provided 
the steam produced obeys the laws of perfect gases. 

At high temperatures steam does obey the gas laws, but at low temperatures 
the prefix 2n has no significance, since the steam would condense, and its volume 
would then be negligible in comparison with that of the gas. 

A similar paradox arises with the solid carbon in the equation 

nC-hnOg = nCO^, 

which should not be read as “One cubic foot of carbon combines with one cubic 
foot of oxygen”, since, in general, gaseous carbon does not exist. 

Tn an electric arc the carbon might be gaseous, but in its solid state the volume 
of oxygen required to consume but one pound of C is so great as to render the 
\ olume of carbon neghgible in comparison. Hence we can say that one cubic foot 
of Og, after reacting with C, produces one cubic foot of COg at the same pressure 
find temperature as that of the Og, provided that this is far above the liquefaction 
point of COg. 


The weight of air required for the combustion of solid and liquid fuels. 

The first important application of Chemistry to combustion problems is in the 
determination of the minimum amount of air required to burn completely a solid 
or liquid fuel of known composition. If the theoretical weight of air required i s 
known , then the actual air supply caiTbe adjusted to avoid undue heat losses 
due to insufficient or excess air. 

Such a calculation is rendered easy by the fact that all commercial fuels depend 
entirely on carbon and hydiogen for their combustible material, and that these 
fuels are analysed by weight. 

In a fuel of this type a portion of the carbon is combined with the hydrogen to 
form what is known as a hydrocarbon, thus: CH^ is a hydrocarbon, whilst 
the uncombined carbon C is known as fixed carbon, and resembles charcoal 
or coke. 

The presence of hydrocarbons in no way affects the chemical equations which 
treat the elements as separated, but these hydrocarbons give to the fuel the 
important practical advantage of ready ignition, and it is the much higher 
proportion of hydrogen in a liquid fuel that distinguishes its analysis from that 
of a solid fuel. 

Ex. A fuel oil contains 84 % of C and 16 % of H. Determine the minimum weight of 
air required to burn one pound of this fuel. 

The complete equations for the reaction are 


C + 02 = C02 and 2H2 + 02 = 2H20 
12 32 44 4 32 36 
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Hence 1 lb. of carbon requires ff lb. of Og and produces ^ lb. of COj; whilst 1 lb. of 
Hg requires 8 lb. of Og to form 9 lb. of steam. 

In 1 lb. of fuel there are 0-84 lb. of C and 0-16 lb. of H, so that the total oxygen 
required is 

^x0-84 + 8x0 16 = 3-52 lb.* 

To obtain the weight of air required we must know the chemical com- 
position of air. 

Air contains a large proportion of nitrogen, and for engineering purposes we 
can regard the gravimetric analysis as Nj, 77 %; 0^, 23 %, and the volumetric 
analysis as Nj, 79 %; Oj, 21 %. 

Hence the weight of air required to supply 3-52 lb. of Oj is 

100 , „ „ „ 

3 52 x ---^ 15-3 lb. 


In practice, to ensure that the fuel is completely burnt, excess air to the extent 
of nearly 30 % must be supplied to liquid fuels and even more to solid fuels. 


The minimum volume of air required for the complete combustion of a 
gaseous fuel of known composition. 

It was shown on p. 506 that with gaseous reactions the proportions by volume 
which react are equal to the number of molecules of the reacting constituents. 
For example, with marsh gas, CH 4 , the complete reaction is (p. 506) 

CH, + 2()2= C02 + 2Hg0. 

In terms of volumes this reads : One cubic foot of CH^ combines with two cubic 
feet of oxygen to form one cubic foot of carbon dioxide and two cubic feet 
of steam; provided all these volumes are measured at the same pressure and 
temperature, and that the constituents may be considered to obey the laws of 
perfect gases. 

Generally the gases employed by engineers for the development of power are 
mixtures of CH 4 , Hg, CO, COg, Ng, etc., so that the computation of the air 
required is best effected by a tabular method which may be illustrated by an 
example. 

Ex. Estimate the volume of air required for the combustion of 100 cu. ft. of gas having 
the analysis CH 4 , 3R-5 %; Hg, 46 0 %; Ng, 0-5 %; CO, 7-5 %; HgO, 2 0 %; COg, 4-5 %. 
What is the volumetric analysis of the products of combustion at 100 ° C.? 

* Had the fuDl anal 3 \siR indicated the presence of oxygen, then less than 3-62 lb. of oxygen 
would need to be supplied from the atmosphere. 
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Combustion of 100 cu.ft. of gaseous fuel 


n 

Cnn- 

stituent 

gas 

Pcrcen- 
tagp by 
voliuna 

Combustion equation 

Oxygen 
required 
cu. ft. 

Volume of products 
of combustion, 

cu. ft. 

N. 

H 2 O 

gaseous 

CO 2 

(H, 

39-5 

0114 + 202 = C02 + 2H20 

79-0 

79-0 

39-5 

— 

H., 

4t)-0 

2H2 + 02 = 2H20 

23-0 

460 

— 

— 

N,, 

0-5 

— 

— 

— 

— 

0-5 1 

(T) 

7-5 

2C0 + 02 = 2C02 

3-75 

— 

7-6 

1 


2-0 

— 

— 

2-0 

— 

— 

C()2 

4-5 

— 

— 

— 

4-5 

— 


100-0 

Total O 2 required = 

105-75 

127-0 

51-5 1 

0-5 


An' rrquired at tiji* supply IpmperaiurB and pressure of tlie gas = x 1 05-75 = 504 cu. ft. 

^ 79 

^2 associated with this air = 105-75 ^ 21 ~ 39fl-0 cu. ft. 

Nn in the gas — 0-5 


Total N 2 in Hue gas 
Total TT.^O ill Hue gas 
Total CO 2 m flue gas 


= 398-5 
= 1270 
= 51-5 


Total flue gas 


— 577-0 cu. ft. 


The analysis of the products of combustion will be 

H^O, 127-0; CO 2 , 51-5; N,, 398 5 cu. fb. 
or, expressed as a percentage, 

HA 22%; C02,8-91%; 69 %. 


Exhaust gas analysis. 


In practice gases are usually analysed over water wdiich is used for measuring 
t lie c ontraction in the volume of the gas mixture (or, if tlie gas is soluble in w ater, 
salt water or mercury may be used) contained with the water in a measuring 
ves.sel as each of the constituent gases is absorbed by a suitable chemical. 

The use of cold water or mercury condenses any water vapour present in the 
gas, so that the subsequent analysis will reveal only the proportions of the dry 
gases. Hence when you are asked to predict the analysis of the exhaust gas 
irom an engine or boiler, t he steam and SO, should be omitted, 

^Pplyiiig this rule to the previous example, we have the analysis of the dry 
flue gas: 


CO 2 , 11-43%; N 2 , 88-54 %. 
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To estimate the actual volume of air supplied for the combustion of one 
hundred cubic feet of gaseous fuel from the analysis of the fuel and 
that of the exhaust gas. 

The previous example showed that if just the right amount of air is supplied 
to bum completely a gas of a given composition (other than Hg), an analysis of 
the exhaust gas will reveal only CO2 and Ng. 

If excess air is supplied, O2 will also appear in the exhaust analysis, whilst a 
deficiency in air, or imperfect combustion, is revealed by the appearance of other 
constituents (H2, CH4, CO, etc.) in the exhaust gas analysis. 

This information would apj)ear valuable to engineers who are in charge of 
plant consuming a gas of known composition, and who are able to analyse the 
exhaust gases, and from this analysis to deduce whether the correct amount of 
air and combustion temperature obtains, thus: 

Let be the minimum volume of the dry products of combustion, i.e. the 
products produced excluding steam by the combination of 100 cu. ft. of gas with 
the minimum volume of air required for the complete combustion of the gas; 
also let 7 Vfi the volume of excess air associated with then + ^’ea) is the 

basis on which the volumetric analysis of the actual exhaust gas is computed. 
On this basis let O2 be the 2)ercentage of oxygen in the actual exhaust gas, then 

Q _ X (21/100) X 100 

whence 02(i’„„, + v) = 21iV„. 

Volume of excess air per 100 cu. ft. of gas = = cu. ft. 

(21 — Og) 

Total air = (Minimum volume + 


Ex. On the application of this equation. 

If the exhaust from an engine using the gas given on p. 508 showed 12 % Og, what 
was the volume of excess air supphed per cu. ft. of gas, and also the total volume of air? 

VmT = (CO 2 + N 2 ) = 450 cu. ft., O 2 = 12 %. 

450 X 1“^ 

Excess air per ni. ft. of gas = 6 cu. ft. 

Minimum air = 5 04 cu. ft. 

/. Actual air per cu. ft. of gas = 1104 cu. ft. 
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To obtain the analysis by weight from the analysis by volume of 
a gas. 

In the case of gaseous fuels the estimation of the air supply, from the analysis 
of the exhaust gas, was relatively simple, because both the fuel and the exhaust 
products were analysed by volume. With solids or liquid fuels, however, we have 
to deal with analysis by volume and analysis by weight; so that the computation 
is not quite so easy, since we must first convert the volumetric analysis of the 
exhaust gas to analysis by weight. 

The factor which connects mass and volume is density p, and from p. 13 
dejisity is also related to molecular weight by the expression 

, , . , , Tabulated molecular weight 

p = ynxny. tabulated molecular weight = ^ . 

It therefore the volume of each of the constituents in the exhaust gas analysis 
IS multiplied by the appropriate density, we have the weights of the constituents. 
On dividing the weight of each of the constituents by the total weight of the gas 
sani])le, ve have the proportions by weight. This computation removes the 
necessity of multi])lying the volumetric analysis by the density of each con- 
stituent, since the product (m x n) cancels on division, as an example will show. 

Ex. Ooinerl the volumetric analysis COg, 10*9 %; CO, 10 %; O 2 , 7-1 %; Ng, 81-0 % 
to srravimctnc analysis. 


Constituent 

Fere Lilt ago 
by vnliirne 

Density p 

Paris by weiglit 
(p X % by volnnne) 

Percent ago 
by weight 

ro. 

1 0 9 

X 71 X 44 

7/1 X 71, X 480 0 

15-08 

CO 

10 

?r? X 71 X 28 

771 X 71 X 28-0 

0-93 

0, 

1 7-J 

771 X 71 X 32 

mx7ix 227-2 

7-57 

N. 

1 81-0 

771 X 71 X 28 

771 X 71 X 2208 0 

75 52 

Total weight = 

771 X 71 X 3003 2 

10000 


The numbers in the fifth column arc found by dividing the quantities in the fourth 
cDhiinn by yip of the total weight. 

Hence to convert from analysis by volume to analysis by weight multiply the 
porreiitage by volume of each constituent by its molecular weight, find the sum of the 
j)rodiKts and divide each product by this sum. Finally multiply the result by 100. 


Alternative method. 


If We consider a mol of gas mixture imstead of a cubic foot, then the mass of any 
cf the constituent gases is given by 


one 


(Molecular weight of constituent) 


Percentage by volume of the constituent „ 

X ^ lb. per mol. 
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Applying this principle to the example: 


Constituent 

Percentage 

volume 

Parts by weight 
per mol of gas 

Percentage 
by weight 

COg 

10-9 


15-98 

CO 

1-0 

28 

0-93 

0 , 

7-1 


1 7-57 

N, 

81-0 

28 

, "" 100 

1 

1 

75-52 1 

_ , . , 3003-2 

Total weight =— — 

100 

100-00 


To obtain the analysis by volume from the analysis by weight. 

Divide the percentage by weight of each constituent by its molecular weight, 
find the sum of the quotients, and divide each quotient by this sum. Multiply the 
result by 100. 


Ex. Predict the volumetric analysis of the flue gas when pure carbon is burnt with a 
minimum quantity of air. 

The equation for the reaction is 

C-f02 = CO 2 . 

12 32 44 


Air required per lb. of C 
Ng associated with this air 


32 100 
12^ 23 

32 77 
12^23 


11-6 lb. 
8-93 lb. 


The products of combustion will contain only Ng and COg in the proportions: 


Constituents 

Paris 

i ' 

Parts by a olume 

Percentage 

by weight 

p 

P 

by volume 

COg* 

44 

i_. 

1 

209 

12 

m X n X 44 

m X n X 12 

, N. 

1 - J 

8-93 

1 

1 

??txnx28 

8-93 

m X n X 28 1 

791 1 


^ 1 

r 1 8-93'] 


Sum of quotients = 

mxn 

_i2'*'”2rj 

100-0 


From this example we see that the percentage of COg in flue gas can never 
exceed 21 %,* even when pure carbon is burnt, whilst the presence of hydrogen 


* The result is obvious since the COo replaces the Og in the air. 






Combustion 513 

in a fuel, reduces this value to about 18 % whilst the neoissity of excess air (to 
ensure complete combustion of the fuel) reduces the value still further; 16 % 
is a figure to which engineers aspire for eificient plant. 

Ex. The percentage composition of a sample of anthracite was found by analysis to 
be C, 90; H 2 , 3-3; Og, 3-0; Ng, 0-8; S, 0-9; Ash, 2*0. Calculate the minimum weight of air 
for the complete combustion of 1 lb. of this fuel. 

If 50 % excess air is supphed, find the percentage composition of the dry flue gases 
by volume. 





Weight of 

Weight of products per lb. 

Con- 

stituent 

Percentage 
by weight 

Combustion equation 

O 2 required 
per lb. 
of fuel 

N, 

CO, 

so. 


90-0 

C + 0^ = 002 

12 32 44 

2-400 

— 

3-3 

— 


3-3 

2Hg + 02 = 21lg0 

1 8 9 

0-264 

— 

— 

— 

S 

0-9 

S + 0, = S02 

32 32 64 

0-009 

— 


0-018 



Total O 2 

2-673 

— 


— 

t), 

3-0 

— 

0-030 

— 

1 

— 1 

No 

0-8 

— 



0-008 1 


~ 1 

Total O 2 

riMjuired from atmnsjihere 

2043 

- _ 1 

-- 

1 

Mmiinuiu air required = x 2-643 = 

11-49 lb. 


~ 

— 

Xo in actual air supply = 11-49 x 1-5 x 0-77 = 


13-270 

— 

— 

Total X, 




13-27S 

— 

— 


Excess oxygen = 11-49 x 0-5 x 0-23 = 1-323, 
or = 0-5 X 2-643 = 1-3215. 


Analysis of the products of Combustion. 


Constituent 

Parts by 
weight 

1 

M 

Parts by weight 
M 

= Parts by volume 

Percentage 

volume 

COg 

3-3 

A 

0-0760 

12-69 

so,* 

0-018 

A 

0-0003 

0-05 

0 , 

1-323 

A 

0-0413 

7-0 

N, 

13-278 

A 

0-4740 

80-26 


0-5906 

100-00 


* Since the analysis would be conducted in the presence of water, the SOj would most 
likely be absorbed. 
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To obtain an expression which will give the weight of air supplied per lb. 
of fuel, of known carbon content, when the volumetric analysis of 
the flue gas is known. 

Let C be the percentage by weight of carbon that is actually burnt, 

COj be the percentage by volume of the COg in the dry flue gas, 

CO be the percentage by volume of the CO in the flue gas, 

Ng be the percentage by volume of the Ng in the flue gas. 

Using these quantities: 

The actual weight of COg = CO 2 x m x n x 44 lb. per 100 cu. ft. of flue gas. 
The actual weight of CO = CO x m x n x 28 lb. per 100 cu. ft. of flue gas. 

The actual weight of Ng = Ng x m x n x 28 lb. per 100 cu. ft. of flue gas. 

The molecular weights of CO and N 2 are each equal to 28. 

Now the total mass of carbon per 100 cu. ft. of flue gas is given by 

12 12 
(m X 71 X 44 X CO 2 ) x^^-|-(mx7ix28xCO)x — . 

Since the reactions producing CO 2 and CO are 


C+02 = 

CO. 

12 

12 32 

44 ’ 

C per lb. of COj = 

2C + 0,= 

2CO 

^ 12 

24 32 

56 ’ 

C per lb. of CO = . 

28 


Moreover, all this carbon comes from the fuel; and if we make the assumption 
that all the N 2 comes from the atmosphere, a simple expression may be obtained 
for the air supply, thus: 

Total carbon in the flue gas = m x zt x 12 (COg + CO). 

Ng per lb. of carbon in the flue gas 

_ mx?ix28xN2 

" mxnx\2 (C07+ CO) ’ 

For every pound of fuel supplied to the furnace only C/lOO lb. of carbon pass 
out of the flue, whence the weight of per lb. of fuel is 


28N, 


C lU 

lb. 


12(C02 + C0) 100 

If all this nitrogen has come from the atmosphere, then the air supplied per lb. 

28N2XCX100 

“ 12 (CO2 + c 6 )^o^ 77 ’ 

since there are 77 parts by weight of Nj in 100 parts of air. 


NjxC 

33(COg+CO) 


Air per lb. of fuel = 
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This is a very important equation in the combustion of fuels, and although 
L uiiibiistion problems can be solved from first principles without it, yet the 
solution cannot be effected with the same facility. 


To evaluate the proportion of carbon burnt to GO. 

On p. 514 it was shown that the total carbon content of the flue gas was given 
by 7/1 X 71 X 12(002+ CO), and that in the CO by 7nxnxl2CO, whence the 
]>roi)ortion of carbon burnt to CO is given by 

mxnxl2xCO CO 

m X n X 12 (CO 2 + CO) COg + CO' 

and if C is the proj/ortion of carbon actually burnt per lb. of fuel, then 

fCO^ c 

Carbon burnt to CO per lb. of fuel = ^ lb. 

This equation is of importance when the heat loss due to incomplete com- 
bustion is required (see p. 536). 


Ex. Estimate the weight of air supplied per lb. of fuel if the flue gas analysis was 
N 2 , hO (^Og, 10 %, and the carbon content of the fuel was 80 %, but an analysis of 
the ash revealed that 5 % of this carbon had been lost through the firebars. 

Weight of air per lb. of fuel = = 1818 lb. 

Alternative solution. 

Consifler one mol of flue gas and for this obtain the weight of each of the constituent 
gases and hen *6 the molecular weight of the mixture, thus: 


Constituent 

Percentage 
by volume 

D/ y 

/o ^ 

Molecular 

weight 

M 

Parts by weiglit 
= Mx % v/lOO 

(’0, 

10 

44 

4-40 

Oo by diffprenco 

10 

32 

3-20 

n; 

80 

28 

22-40 


100 

— 

30 00 


Equivalent molecular weight of gas = 30. 

Now one mol of COg contains 12 lb. of carbon, hence 10 % of a mol contains 


^0 

100 


X 12 = 1-2 lb. of 


C. 


30 


Weight of dry flue gas per lb. of carbon contained in the flue gas = — = 26 lb 
Weight of dry gas per lb. of fuel = 25 x = 18-75 lb. 


33-3 
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The weight of air by diflFerence is 
18’75 + Weight of steam formed 

— [The weight of the combustible and moisture in each lb. of fuel]. 

Ex. In a boiler trial the dry coal as burned contained 84 % C and 3 % of free hydrogen. 
Fluegas analysis gave 11-5 % carbon dioxide, 8-4 % oxygen, 80-1 % nitrogen by volume. 
Calculate, per pound of dry fuel, the weight of necessary air, and the weight of excess air. 

A . 1 ■ 11 80-1x84 

Actual air aupphed = — ^, 7 -. = 17-73 lb. 

33 X 11-0 

39 

O 2 required for C = 0-84 x = 2-24 
O 2 required for Hg = 0-03 x 8 = 0-24 
Total O 2 = 2-48 

/. Air required = 2-48 x = 10-77 

Excess air — 7-0 lb. 

Alternatively. Considering one mol of gas. 

Weight of CO 2 = 0-115 X 44 = 5-00 lb. 

Weight of O 2 = 0-084 x 32 = 2-09 lb. 

In 1 lb. of rOg there are 7-4 lb. of C. 

C in Hue gas = 12 x 0-115 = 1-38 lb. 

2-()9 

Excess O 2 per lb. of C = = 1-95 lb. 

i -38 

Ojper lb. of fuel = 1-95 x 0-84 = 1 «38. 

„ .. 1 1038x 100 

lixcesa air per lb. of fuel = — = 7-12 lb. 


Ex. Weight of flue gas per lb. of fuel. Excess air. (B. 8 c. 1931.) 

A boiler is fired with a fuel having a composition by weight C = 8G1 %, Hg = 3-9 %, 
O 2 = 1-4 %, ash = 8-6 %. Volumetric analysis of dry flue gases gives COg = 12-7 %, 
CO = 1-4 %, O 2 = 4-1 %, Ng by difference = 81-8 %. Calculate 

(a) The total weight of flue gas per lb. of fuel fired. 


(6) The percentage of excess air supplied above the minimum quantity required for 
complete combustion of the fuel. 

The weight of air per lb. of fuel = 3 ^ 2 ”^^! -4) “ 15-12 lb. 

On the assumption that the ash remains in the ash pan, the fuel passing 

up the chimney = 0-914 


Total weight of flue gas per lb. of fuel 


= 16 034 lb. 
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To obtain the minimum air supplied per lb. of fuel: 


Constituent 

Percentage 
by weight 

Combustion 

equation 

Weight of 

O 2 required 

C 

B6-1 

C + 02 = CO. 

12 32 44 

2-295 

H, 

3-9 

2H2 + 02 = 2H20 

1 8 9 

0*312 

1 0, 

1-4 


2-607 

0-014 

' On required 2-593 


Minimum air per lb. of fuel = x 2-593 = 11-27, 


■. Pi‘rcentiif;e excess air calculated on the minimum quantity 

Ex. Air leakage into economiser. 

In a trial on a boiler fitted with an economiser the followini? results were obtained: 


I 


Analysis of pas cntcrinp the pconomiscr 
Analysis of pas Icavinp tlio economiser 


C'Oj ] 

CO ^ 

1 

N* 

8*3 

0 

11*4 

80-3 

7-9 

0 

11-5 

80-6 


Determine the air leakage into the economiser if the carbon content of the fuel is 80 %; 
also find the reduction in temperature of the pas due to air leakage if atmospheric 
temperature = 15° C., flue temperature = 350° C. S])ecific heat of air = 0-24 and of 
flue gas = 0-25. Ash from ash pan = 15 % by Avcight of fuel fired. 


Air supplied = 

, sorwin 80-3-1 

A,r leakage ^3 J 


= 1-299 lb. of air per lb. of fuel. 


Weight of air per lb. of coal = 23-45 lb. 

Weight of fuel passing up chimney (1 — 0-15) = 0-85 

Total weight of products = 24-30 lb. 

Heat in flue gas per lb. of coal = 24-3 x 350 x 0-25 = 2123 C.H.u, 
Heat in leakage air = 15 x 1*299 x 0-24 = 4-67 

2127-67 c.H.u. 


In the mixture we can still consider the gas and the air as separate and having their 
own specific heats, but sharing a common temperature T. Thus: 

(0-24 X 1*299 + 24-25 x 0-25) T = 2127-67, T = 333-4° C. 

Fall in temperature = 16-6° C. 
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Ex. Forced and Induced draught fans. (B.Sc. 1934.) 

The B/ir in a boiler house is at 20° C. and the flue gases are at 200° C. The air supplied 
per lb. of fuel is 18 lb., the weight of fuel consumed being 2000 lb. per hr. Estimate the 
B.H.F. required to drive a fan on this boiler installation maintaining a draught of 2 in. 
of water 


(а) when the fan produces induced draught; 

(б) when the fan produces forced draught. 


Assume the fan to be 80 % efficient. 

Air supplied per minute 

Volume of air at 30 in. Hg and 0° C. 
Volume of air at 30 in. Hg and 20° C. 

Volume of air at 30 in. Hg and 200° C. 


2000x18 
"60 

12-39x600= 7,430 cu. ft. 
293 

273' 

473 

273' 


= 600 lb. 

= 7,430 cu. 
jx7430 = 7,970 cu. ft. 

J X 7430 = 12,860 cu. ft. 


The work done by the fan Volume displaced in cu. ft. x Change in pressure 

= x 62-5j X Volume displaced in cu. ft. = 10-42 x Volume displaced. 

f u.r 1 10-42x12,860 . 

. . H.P. 01 induced draught tan = x — = SOB. 

0-8 uujOOO 

rr .. 1 10-42x7970 

H.P. of forced draught fan = „ 4 . x — ~ 3-15. 

U'o 00 , 000 


Ex. Volume of flue gas. (Junior Whitworth 1934.) 

One pound of a particular dry coal consists of 0*9 lb. C, 0-05 lb. H, and the remainder 
is ash. Assuming that 1 lb. of air at n.t.p. displaces 12-5 cu. ft., calculate the volume of 
flue gas per lb. of coal consumed if the temperature = 200° C. and that the weight of 
air admitted is twice that necessary for combustion. 

inor32 “I 

Air required = x 0-9 + 8 x 0-05 = 12-17 lb. 

Actual air supplied = 2 x 12-17 = 24-34 lb. 


Analysis of dry flue gas. 


Constituent 

Parts by weight w 

1 

~M 

Fraction of a i 
mol = w/M 1 

CO, 

x0 9 = 3-3 

i 

44 

0-0750 

0. 

1217x 0-23 = 2-8 

■h 

0-0875 

N, 

24-34 X 0-77= 18-73 


0-6690 


Total fraction of a mol = 0-8315 
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Volume of dry gas = 358 x 0-8315 


(273 + 200) 
273 


= 517-0 cu. ft. 


Volume of steam ^ 26-8 x x 9 x 0 05 

273 

Total volume of flue gas per lb. of coal 


= 16-3 
= 532-3 cu. ft. 


Approximate Method. 

Treating the flue gas as air the volume is 


24-34x12-5 



= 527-5 cu. ft. 


EXAMPLES ON THK COMBUSTION OF GASES 

1 . A gas has the following composition by volume: hydrogen, 45 %; marsh gas (CH4 ), 
36 “/d; carbon monoxide, 15 %; nitrogen, 4 %. Find the volume of air required for the 
combustion of 1 cu. ft. of the gas (oxygen in air is 21 % by volume). 

Ans. 4-86 cu. ft. 

2. A producer gas has the following analysis by volume: hydrogen, 18-23 %; carbon 
monoxide, 25-07 %; carbon dioxide, 5-2%; nitrogen, 51 %; Estimate the minimum 
quantity of air required for the complete combustion of 1 cu. ft. of the gas, and the 
percentage contraction in volume after combustion, and the composition of the products 
of combustion. 

Ans, 1-03 cu. ft. ; 10-66 % ; Carbon dioxide, 16-7% ; Nitrogen, 73-2 % ; Water, 10-1 % . 

3. The volumetric analysis of producer gas supplied to an engine is carbon dioxide, 
7-66 %; carbon monoxide, 22-27 %; hydrogen, 20-19 %; marsh gas, 2-778 %; nitrogen, 
47-1 %. The exhaust gases contained 10 % of oxygen by volume. 

Estim-ate the quantity of air actually supplied per cubic foot of gas and the percentage 
conti action in volume in engine cylinder due to combustion. 

Ans. 2-917 cu. ft.; 5-45%. 

4. Combustion of gas. (B.Sc. 1930.) 

Calculate the volume of air which is theoretically necessary and sufficient to burn 
a cubic foot of gas having the following percentage volumetric composition: CH^, 27; 
43; CO, 12, Ng, 13; heavy hydrocarbons, say Cgliia, fl- 
it the percentage of COg in the dry exhaust of a gas engine using this gas is 6-5 by 
\ olume, estimate the volume of air used per cubic foot of gas. Ans. 5-32 ; 8-77 cu. ft. 

(I.M.E. 1938.) 

5. The percentage analysis, by volume, of a coal gas is as follows: Hg, 48; CH4, 28; 
^'0, 8-6; C2H4, 6-4; Og, 0-6; Ng, 8-4. Determine the percentage change in volume when 
this gas is burned in nine times its own volume of air, and give the composition of the 
resulting products of combustion. 

Ans. 14-5 % at n.t.p.; COg, 5-78 %; Og, 10-05 %; Ng, 84-2 %. 
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(I.M.E. 1938.) 

6 . Find, for benzene, C^Hq, the air/fuel ratio, by weight, giving chemically correct 
combustion. 

In an engine test, using this fuel, the air/fuel ratio by weight was observed to be 11/1. 
Estimate the percentage composition of the exhaust gases by weight. 

Ans. 13-37 to 1;H20 5-8; CO 8 0; COg 15-7; Ng 70-5. 

7. A fuel oil contains 85 % of C and 15 % of H by weight. Determine the minimum 
weight of air required for the complete combustion of 1 lb. of this oil. 

If the air actually supplied is 20 % in excess of the minimum required, find the 
percentage composition of the products of combustion by volume, neglecting the volume 
of condensed water vapour. Ans. 15-06 lb.; N, 84-6%; 0^, 3-41 %; COg, 12%. 

(I.M.E. 1936.) 

8 . A coal has the following composition: C, 54 %; H, 4 %; 0, 12 %; S, 4 %; N, 1-0 %; 
moisture, 3 %; ash, 22 %. The coal is burned using 40 % excess air and produces ash 
containing 25 % unburned carbon. The air temperature is 1 8° C. and pressure 740 mm. 
Find 

(а) The volume of air required to burn 1 lb. of fuel. 

(б) The actual volume used. 

(c) The percentage composition of the dry products of combustion. 

Ans. 99 cu. ft.; 138-5 cu.ft.; CO 2 , 11*37%; N, 82-2%; SO 2 , 0-36%; 0, 6-14%. 

9. Orsat apparatus. (B. Sc. 1937.) 

Give a brief description, with sketches, of an apparatus suitable for analysing the 
exhaust gas from an internal combustion engine, and explain how it is used. 

As a result of such an analysis it was found that the exhaust gas contained 12 % COg, 
4 % CO, and 84 % Ng by volume. The fuel used was hexane, CgHj^. Calculate the 
percentage by which the air supplied was greater or less than the theoretical minimum 
required for complete combustion. Air contains 23 % of oxygen by weight. 

Ans. 15-36 % deficient. 


The Orsat apparatus for flue gas analysis. 

The Orsat apparatus is very convenient for analysing flue gas on the spot, and 
in capable hands it will give an accuracy of ± 0-5 % of the CO 2 content. In its 
simplest form the apparatus is arranged for the absorption of CO 2 , CO and O 2 , 
the nitrogen content of the gas being obtained by difference. 

Referring to Fig. 275, (7 is a water-jacketed eudiometer graduated up to 100 
cubic centimetres. The base of the eudiometer is connected to an aspirator A, 
the pTirpose of which is to charge or discharge the eudiometer. 

Flasks 1, 2 and 3, with duplicate flasks behind them, contain respectively 
solutions of caustic soda NaOH for the absorption of COg, pyrogallic acid in 
alkali for the absorption of O 2 , and cuprous chloride (which is made by dissolving 
copper oxide CuO in about twenty times its weight of concentrated hydrochloric 
acid HCl) for the absorption of CO. 
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To accelerate absorption of the gases the flasks 1, 2 and 3 are packed with 
small glass tubes, the wetted surface of which is bared when, by raising the 
aspirator bottle and opening the tap communicating with the particular flask, 
the gas sample is introduced into the flask. The expelled reagent is accommodated 
in the open duplicate flask, and is protected from reaction with the atmosphere 
by a film of oil or a loose-fitting cork. 



The large vessels B and D are sometimes provided for the continuous collection 
and averaging of the flue gas, whilst, in plant where the Orsat aj)paratus cannot 
he brought close to the sam])Iing point, the time required to transmit and 
analyse the sample may be reduced by fitting a small blower of the type used in 
electric hair dryers. 

Manipulating the Orsat apparatus. 

If the apparatus can be applied directly to the sampling point in the flues, 
c ock F should be opened and the aspirator bottle A raised to expel any residual 
gas in the eudiometer. Care should be taken to prevent the salt water, * discharged 
from A, from entering the horizontal tube EF of the apparatus. On closing F 
the level of the reagents in the flasks 1, 2 and 3 must be raised to the level of the 
connecting rubber tubes by opening the respective cocks on the flasks and 

Salt water is used to avoid absorption of the gases, which might occur, to a small extent, 
'^'ith pure Water. 
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lowering gently the aspirator bottle. Expel the exhausted gas through F, and 
on closing this cock open E and lower bottle A to induce a gas sample into the 
eudiometer. Close E and test for gas leaks in the apparatus by placing A on top 
of the apparatus, and note if the sahne solution rises in the eudiometer, or if the 
reagents fall in the flasks. If all is satisfactory, expel the trial charge and induce 
a fresh one of 100 c.c. To ensure that the test is conducted at constant pressure 
the water level in A should be brought horizontal with that in the eudiometer, 
which is protected from temperature changes by a water jacket. 

The COg is the first gas to be absorbed, and this is effected by opening the cock 
communicating with flask 1, and raising the aspirator bottle A until the saline 
solution reaches the 100 mark on the eudiometer. To accelerate absorption the 
aspirator bottle should be raised and lowered slowly. After some minutes’ 
absorption the aspirator bottle should be lowered to bring the reagent back to its 
original level, when the cock on 1 should be closed. After levelling the liquid 
in A and C read the eudiometer, which gives the percentage of COg directly. 
Repeat the operation for the absorption of Og, and, if at the end of it, the eudio- 
meter shows about 82 % Ng, the presence of CO should be suspected, and a test 
made for it. It should be observed that this apparatus is not sufficiently sensitive 
to give accurate values of the CO content, because of the small amount to be 
measured, but it will detect it. 

(Junior Whitworth 1937.) 

Ex. Describe a simple form of portable apparatus by which the volume of COg content 
of a flue gas can he measured, and state the precautions you would take in using it. 

A boiler takes coal having the follo\iing composition: By weight C = 88 %,H = 3-8 %, 
0 = 2-2 %, ash = 6 %; the percentage of COg by volume passing up the chimney at 
245° C. is 10' 1 %. What percentage of CDg would you expect to read in the apparatus 
which you describe? 

Since the fuel contains H, and the flue gases at 245° C. contain 10-1 % COg, one may 
presume that the analysis was performed at that temperature and therefore steam was 
present. 

In the Orsat the steam is condensed and therefore only the dry flue gases are analysed; 
hence the percentage COg will be greater than 10- 1. 

44 

Weight of CO 2 formed per lb. of fuel = — x 0-88. 

Weight of HgO = 0 038 x 9 lb. 


35K 44 

Volume of COg = , x - x 0-88 

44 12 

Volume of HgO = ^ X 9 X 0 038 


= 26-3 cu. ft. 


= 6-8 cu. ft. 


In the actual products there will be in addition Ng and Og in such proportions that 
26-3 

Nr+^+-26-3TG-8 = = 227 

26'3 

Percentage COj in the dry products = 2 ^^^ = 1®'^ %• 
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To estimate the weight of air supplied per lb. of fuel from measurements 
of CO2 only. 

Under service conditions the complete analysis of the flue gases from a boiler, 
or internal combustion engine, is not a practical proposition, but many types of 
automatic instruments have been introduced which will record the COg content 
of the flue gas more or less satisfactorily. It remains then to investigate the value 
of this record as a guide to the efficient control of the process of combustion. 

Let C be the proportion of carbon by weight per lb. of fuel, H the proportion 
of hydrogen by weight per lb . of fuel, then the minimum weight of air per lb . of fuel 



100 .. 


and, if combustion is complete, the weight of COg formed is 

44 


12 


xClb. 


Let W be the actual weight of air supplied per lb. of fuel, then the weight of 
excess air is 

100 r32 




C + Sll 




23 [_12 

The v eight of oxygen in this excess air is 

100 L 23 \12 ^ 

The weight of nitrogen associated with W lb. of air is 

77 

— W 
100 

The analysis of the resulting dry flue gas will be 
I Constituent 


CO, 

N, 

O. 


Parts by weight 


Parts by VDliiine 


Too 


^w- 


44 
12 
77 
100 
100/32 
23 \12 


xC 
X W 


c+m 


)] 


23 

3200 


£ 

T2 

IVW 

400 

100 / 32 , 


23 \12 


■)] 


ToUl pMt. by volume = £ + ^ + C + 8/f)]. 
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% COj by volume = 


C7/12xlOO 


—+— IF + -^ fir G + 8/^)1 

12 400 3200 L 23 \12 

lOOG 




0/ rn = 

/o^uj 3 [ 1 ii^^_ 800 H]’ 


( 1 ) 


With solid fuels the hydrogen content is only of the order of 5 %, whilst W is 
about 18, so that 800 X 0- 05 = 40 is negligible in comparison with 111 x 18 = 2000, 
and as an approximation 


0/ pn _80,^^^0(7_240C 

2 333 ^ jy • 


( 2 ) 


The carbon content of an average bituminous coal is about 84 %, whence 


%CO,= 


240x0- 84 

IF 


200 

W 


( 3 ) 


If the percentage of TOj is known, equation (3) will give approximately the 
weight of air supplied per lb. of fuel. 


Excess air. 

The minimum air required for an average bituminous coal having the com- 
position 5 %; C, 84 % is given by 

^0-84 X ^ + 0 05 X sj X =^11-5. 

200 

Hence the excess air ~ ^ burnt. (4) 

l 1*2 

The curve given by equation (4) is a hyperbola which gives infinite excess air 
when the COg is zero, and even with small values of COg the excess air may be 
very great. Now since the avoidable heat loss in the flue gas is directly propor- 
tional to the weight of excess air, equation (4) above shows that for this quantity 
to be small the CO 2 content should be great; so long as a high COg content does 
not introduce other losses. 

The chief loss which accompanies an abnormal reduction in the quantity of 
excess air is that due to incomplete combustion, when the carbon is only con- 
verted to CO instead of COg, and therefore only about one-third of the heat 
content of the carbon is released (see p. 53G). A similar loss, of almost equal amount 
j)er cubic foot of combustible gas which escaj^es unburnt, is experienced with 
hydrogen, since the calorific value of hydrogen and CO at n.t.p. are 340 and 
341 B.T.U. per cu. ft. respectively. 
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(Senior Whitworth.) 

Ex. Obtain a simple formula connecting n, the number of pounds of air passing through 

the furnace to burn 1 lb. of coal, and the volume percentage of the COg passing up the 

chimney. State clearly the assumptions you make. 

This formula is incorrect to the extent of about half a pound, why is this? 

. 200 
Ans. n = 

Because in equation (3), p. 524, we ignored iiiore exactly, by equation (1) 


111 J 32 


80,0000 


111 J 333 X Percentage COg Percentage COg ' 


In the approximation we ignored with, the hydrogen content of the fuel 

o the value of x H is 0-36 lb. 

(B.Sc.) 

Ex. The weight of air supplied deduced from the CO^ content of the flue gas. 

Obtain an approximate formula giving the number of pounds of air passing into the 
boiler furnace per pound of coal burnt, assuming 

(а) That the percentage volume of CO 2 in the flue gas it- known, also the carbon 
content of the fuel. 

(б) That the flue gas analysis by volume is known, viz. COg, Og and Ng, but the 
carbon content of the fuel is not known. 

Why should the second formula be used with caution? 

240(7 

From p. 524, W — ^ ^ • 

Percentage CO 2 

For the second portion of the question, consider one mol of dry flue gas having a 
percentage analysis of COg, O 2 and Ng- 

32 

The weight of Oo in the CO, = , CO, 


The weight of the free O 2 = 0, 


The weight of the free Ng = Ng 


The weight of the C 


The O 2 in combination with the products of combustion 

/28-^ 23 32 

(loo ^‘*^77 100^7' 

The O 2 in combination with the Hg 


“28 23_ 32 

I()0^*^77“i"M 


(0,+ C0,)]. 


1 r 28 23 32 “I 

H 2 inthefuel= -|^j^Ni 8 X-^--j--( 0 j+C 03 ) | 
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If the fuel contains only Hj and C, then the 

0 

Percentage C = ^ ^ x 100. 

u 


By (1) and (2) in (3). 


Percentage C = 


ir28 23 32 „_,"1 12CC 

240000.; 

jjNj- 80^+1600, 


( 4 ) 


The weight of air can now be computed from the equation 

- - (5) 

By (4) in (5), the weight of air per lb. of fuel 

«00N 

23N2 + I76CO2-88O2’ ^ ^ 

In the derivation of this equation we assumed that the fuel contained only Hg and T, 
and in the denominator of (6) we have O 2 multiplied by a large coefficient. Now the 
slowness of the absorption of Og renders this value, and also that of Ng (which is obtained 
by difference), unreliable. 

As a cheek on the accuracy of (6) apply it to the case of flue gas having a composition 
COg, 8-3 %; Og, 11-4 %; Ng, 80-3 %, the carbon content of the fuel being 80 %. 


Direct calculation gives 


80x8()-3 
“33 X 8-3 


By (6), 


800 X 80-3 


23 X 80-3 + 176 x 8-3 - 88 x 1 1-4 


= 23-45. 


= 27-8 lb. 


To show that when solid fuels are burnt the nitrogen content of the flue 
gas is of the order of 80 % by volume. 

From p. 523, the % Nj in the flue gas is given by 


IT X 100 


Percentage = 


C 11 23 r„- 100/32^ 

12'‘'400^‘*'320ol_ 23 (l2^'*' )_ 


Percentage — 


(‘“-‘O' 
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To check the accuracy of this expression we have, when ^ = 0, 

Percentage Ng = — ^^'^9 

as for pure air. 

When burning pure hydrogen with the minimum quantity of air only Ng will 
appear in the flue gas; so that (1) should give 100 %. 

From the equation, 2H2 + 0a = 2H20, the air required per lb. of Hg 


■ ^xl00„ 

is —23— 

H 23 
■ ■ IF “ BOO 


and percentage Ng = 


lll-BOOx 


— = 100 %. Q.B.D. 


Taking Hg as 5 % and IF as 18 lb. for a bituminous coal. 


Percentage Ng = 


800x0 05 


-BO-9%. 


With oil fuels the hydrogen content is about 12 % and the air may be cut 
down below 18 lb. per lb. of fuel. Using these values, however, 


Percentage Ng = ■ 


8800 


Control of combustion — COg recorders. 

An experienced fireman can judge, from the appearance of the fire and the 
smoke produced, whether the air supply is correct or not. 

In the case of oil firing the air louvres are closed until smoke appears at the 
chimney (if this does not persist all the time), they are then opened until this just 
disappears;* a similar rough setting may be effected on the carburettor of a petrol 
engine. Unfortunately, however, men who are sufficiently intelligent to stoke 
will tire, and grow careless over so monotonous a task; so that, on a plant of 
reasonable dimensions, the installation of a COg recorder is merited. 

There are a considerable number of commercial COg recorders on the market, 
but they may be classified as follows : 

1. Chemical absorption instruments (direct): 

Those which record a change in volume due to the absorption of the COg at 
constant pressure. 

Those which record a change in pressure due to the absorption of the COg at 
constant volume. 


Physical methods (indirect): 

2. Determination of the COg content by variations in thermal conductivity. 

3. Determination of the COg content by the difference in density of the gas. 

* A very pronounced shortage of air on oil-fired boilers is indicated by violent pulsation 
of the boiler casing. 
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Class 1 . In this class a definite volume of gas is removed from the flue and 
is usually passed through caustic potash to remove the COg- The contraction in 
volume, or the reduction in pressure, is then recorded as a measure of the COg 
content. Instruments of the constant pressure type are the Simmance Abady, 
the Sarco, the Mono, the Hays, and others. Of the constant volume type we have 
the Apex (Uehling), which is a continuous recorder in contrast with the constant 
pressure type which are intermittent. 

The electric COg recorder. 

The principle on which this type of recorder works is that the value of the 
thermal conductivity of a gas depends on its composition. 

Taking the thermal conductivity of Ng as 100; that of Ogis 101 ; CO, 96; COg, 59 
and water vapour, 130. 

Now in the absence of radiation and convection, the rate of heat transmission 
through a gas depends upon the thermal conductivity of the gas. If therefore a 
simple means exists for measuring the rate of heat transmission through a gas 
of known thermal conductivity, then this gas can be identified. The simj)lest 
method of estimating the thermal conductivity of a gas is by means of an electric 
resistance; because the electric conductivity of a wire depends upon the tempera- 
ture of the wire, and this is turn depends upon the rate at which heat can be 
dissipated from it. 

If the wire is situated in a quiescent atmos])hcre of high thermal conductivity, 
then the current flowing will be greater than in the case of a wire situated in 
an atmosphere of low conductivity. 

Unfortunately, in this particular case, the thermal conductivity of a gas is also 
function of the temperature; so that compensation must be made for this as well 
as for radiation and convection. 


Galvanometer 



This is very simply effected by fitting a dupheate resistance which is sur- 
rounded by air and wiring these resistances in the form of a Wheatstone bridge 
(see Fig. 276). 

To limit radiation the resistance is heated to about 100° C., whilst con- 
vection is reduced by enclosing the resistance in a tube of approximately i in. bore. 
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The bridge is balanced by introducing air into both the air and gas cylinders, 
and adjusting the resistances until the galvanometer shows zero. Known 
jierccntages of COg in air are then passed through the gas cylinder, and the 
galvanometer reading is numbered in terms of these percentages. 

For the successful practical application of this principle, a number of other 
ihc tors have to be considered, the chief of which are; 

(fl) The flue gas must be freed from dust, moisture and corrosive impurities. 

(b) The air and gas cylinders should be at the same temperature, and this 
sliould be high enough to prevent internal deposition of dew. 

(f) To avoid time lag the Wheatsone bridge should be close to the gas sampling 
point. 

(r/) Since flue gases are usually at a pressure lower than atmospheric, some 
reliable form of aspirator must be fitted. 

(r) The ])ij)e connecting the instrument with the sampling point should be 
inclined so as to be self-draining, and a water seal (to remove the condensate) 
slumld be fitted at the lowest point 
in the suction piping. 

The Ranarex mechanical COg 

recorder. 

This recorder depends for its 
action upon the difi'erence in 
density between CO 2 and the 
<diier constituents of the flue gas. 

[(^02 = 44 , C ;0 = 28 , N 2 = 28 , 

(to = aii.] 

A sumjde of flue gas is drawn 
i)y fan A and projected on to a 
bladed imiiellcr A' which is con- 
nected by a jiarallel motion to a 
similar imjieller B' , which re- 
ceives air from an im])eller B 
rotated by a common belt in the 
op])osite direction to .4, but at the 
same speed. 

Owing to the difference in den- 
sity between flue gas (which has 
been carefully filtered by passage 
through cotton wool and water) 
and the density of air, the drag 

A' is different from that on B\ 

'vith the result that the pointer moves over a graduated scale which has pre- 
viously been calibrated by gas of known CO 2 content. 
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EXAMPLES 

1 . Explain the bearing that the composition of flue gases has on boiler economy. In 
what ways can a “combustion recorder” chart be used to chech the work of a stoker? 

2 . Explain the working of any type of COg recorder. What precautions should be taken 
when using this recorder on a boiler plant? 

3. What factors influence the efliciency of combustion in boiler plant? To what extent 
is the COg content of the flue gases an indication of the efficiency? 

(Junior Whitworth 1930.) 

4. Describe with sketches the method employed to determine the percentage COg 
in an ordinary test of a Lanccashire boiler. 

(Junior Whitworth 1928.) 

5 . Describe carefully a method of measurement of a high temperature where a mercury 
thermometer would be inadmissible. Give sketches and indicate how accuracy is 
obtained. 

6. Ratio of carbon to hydrogen from exhaust gas analyser. (I.M.E. 1937.) 

The dry exhaust gases from an internal combustion engine burning a pure hydro- 
carbon fuel were found to contain: COg, 12-5 %; CO, 2-7 Ng, 834 %, with small 
quantities of other gases. The fuel consumption was observed to be 24-3 lb. per hour. 
Estimate the ratio of carbon to hydrogen by weight in the fuel. Find the air /fuel ratio 
and thus the air consumption of the engine. Ans. 5-75 ; 1416 to 1 ; 344 lb. per hr. 

Heat loss in flue gases. 

In boiler plant the necessity for chimney draught, and for a rapid rate of heat 
transmission, make it necessary for the flue gases to leave the boiler at a tem- 
perature considerably above that of the steam produced. 

This temperature, in conjunction wdth excess air, cause a wastage of heat 
which may amount to 25 % of the total heat produced by the fuel. 

The constituents of the flue gas which are responsible for this wastage are: 

(«) The dry products of combustion, 

(6) The excess air. 

(r) The steam in the flue gas. 

(a) The dry products of combustion, as the name imphes, are the result of 
carbon reacting with air to form COg, and possibly some 00 together with the 
Ng of the air which consumed both the C and the of the fuel. 

(h) The excess air has already been defined as that in excess of the minimum 
air to form H 2 O and COg from the Hg and carbon in the fuel, 

(c) The steam in the flue gas comes from the following sources: 

(1) From the combustion of the free hydrogen in the fuel. That is, if the 
ultimate analysis of the dry fuel contains oxygen as well as hydrogen, then the 
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oxygen is invariably combined with the hydrogen; so that the percentage of 
free hydrogen is / 

I 

(2) From the vaporisation of the water of combination in the dry fuel. 

(3) From the vaporisation of hygroscopic moisture. 

(4) From the moisture contained in the air used for combustion, 

(5) From internal leaks in the boiler. 

Tlie determination of the sensible heat lost in the dry flue gas involves first 
anaJyHing the gas, and then converting this analysis to analysis by weight. 

If the percentage analysis by weight of each constituent is multiplied by the 
sjieeific heat of the constituent, the jiroduct gives the sensible heat of the con- 
st ituent per degree temperature per hundred pounds of dry flue gas ; and the sum of 
t hese jiroducts. divided by one lumdred, is the mean specific heat of the dry flue gas. 

For the steam we must obtain the total heat at the higher temperature and 
at its prevailing pressure in the flue gas, and from this subtract the initial heat 
in the constituents derived from sources (1) to (5). 

The predominance of N2 in the flue gas means that its specific heat 0-2438 will 
e xercise the greatest influence on the mean specific heat, which, as an approxima- 
tion, may be taken as 0-24. 


Ex. Heat loss in flue gas. (B.Sc. 1929.) 

The volumetric analysis of dry flue gases in a boiler trial gives COg, 13-2 %; CO, 1-8 %; 
O2. 3*2 Ng, 81-8 % and their mean temperature is 440° C. If the composition by 
weight of the fuel fired is C, 88 0 %; H, 4-4 %; ash, 7 () %, find the quantity of heat lost 
111 the flue gULS per lb. of fuel burnt. The specific heats of OOg, CO, Og and Ng may be 
t.iken as 0-210, 0-245, 0-217 and 0-244 respectively, and the boiler house temperature 
IS 25-3^ C. 


Con- 
st ituent 

Percentage 
hv volume 

0 / 

Molecular 

weight 

M 

Parts 
hy weight 
M X % V 

Pereeiitage 
by w- eight 
%«> 

Specific 

heat 

Product 

C, X % w 

CO, 

1 13-2 

44 

581-0 

1.0 2 

0-216 

4-15 

VO 

1-8 

28 

50-4 

1-667 

0-245 

0-400 

0, 

1 

32 

102-3 

3-3.0 

0-217 

0-736 

N. 

81-8 

28 

2200-0 

75-7 

0-244 

lB-5 


— 

1 — 

3023-7 1 

90-057 

— 

23-795 


Average specific heat of the dry Hue gas = 0-23795, 
To obtain the weight of dry flue gas per lb. of fuel: 

81 -8 X 88-0 

Weight of air supplied per lb. of fuel = (£372 + 1 ^ 14-530 lb. 

Weight of ash remaining = 0-076 

( W^ eight of fuel 4- Air — Ash) = 15-454 

W^eight of steam = 9 x 0 044 = 0-396 

Weight of dry flue gas per lb. of fuel = 16-058 lb. 


34-'-’ 
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Alternative metAod for the determination of the weight of the dry ffue gas. 


From the tabulation the equivalent molecular weight of the mixture is 30 237. In 
one mol of COg and CO there are 12 lb. of 0, whence total C in one mol of Aue gaa 

= 12(0-132 + 0018) = l-81b. 

Weight of dry flue gaa per lb. of fuel 


30-237 

1^8 


xO-88 = 


1478 . 


Heat lost in dry gas = 15-OG x 0-238 x (440 — 25-3) = 1488 

Heat lost in steam = 0-306[(100 — 25-3) + 539 + 0-48(440 — 100)] = 307* 

Total loss per lb. of fuel = 1795 


THE CALORIFIC VALUE OF FUELS 

Combustion. All chemical reactions are accompanied by heat exchanges; 
so, for a chemical equation to be complete, the heat involved in the reaction 
should be included on the right-hand side of the equation. 

If heat is given out the quantity is j)ositive, and the operation is known as an 
Exothermic operation; if heat is taken in the operation is Endothermic, and 
the heat produced is negative. 

The amount of heat evolved by a reaction depends upon: 

(а) The reacting substances. 

(б) The mass of the reacting substances. 

(c) Whether the reaction takes place at constant pressure or constant volume. 

(d) The initial and final states of the substances. For instance, if carbon is 
first burnt to CO, and then this CO is burnt to CO 2 , the same amount of heat is 
evolved as if the carbon were burnt directly to COg. 

The amount of heat evolved is independent of the time occupied by the 
reaction, but time determines the type of reaction. If a long time is involved, as 
in the rusting of iron, we have Oxidation. If the oxidation takes place rapidly 
with the evolution of heat and light, w e have Combustion. If the rate of the 
reaction is extremely rapid, so that a loud report is produced, we have what is 
known as an Explosion. 

To show that the heat evolved by a chemical action depends only upon 
the initial and final states of the reacting substances. 

Consider the combustion of carbon; if it is burnt directly to COg the 
chemical equation is ^ ^ ^ Heat//,, (1) 

the square brackets indicating the solid and the round brackets the gases. 

♦ Thi) partial pressure of the steam was not given, so that tho total heat was taken at 
14-7 lb. per sip in. This will differ very little from the true value. 
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Indirectly the carbon may be burnt to (JO, and then this CO burnt to COgi 
thus 

2[C]^(0,) = 2(C0)-^2H„ (2) 

2(CO) + (Og) = 2(COg) + 2//3. (3) 

Adding equations (2) and (3) 

2 [C] + (Og) + 2(CO) + (Og) = 2(CO) + 2(COg) + 2//g + 2i?3. 

J. C + Og= COg + //g + //3. (4) 

Comparing equations (1) and (4) we see that 7/3 + ^^3 = ^1 ■ 


Another important principle is, that by the conservation of energy, the 

energy to decompose a substance is equal to the energy evolved in its 
formation. 


Ex. If the combustion of 11b. of hydrogen releases 34,500 c.H.u., provided the 
<>tcam formed is condensed, show that 11b of water requires the addition of 
3iS3() C.H.u. to decompose it into H2 and O.^: 

2Hg+02 = 2H20-fheat. (1) 

E(|uation (1) involves the combustion of 41b. of Hn, hence the heat generated is 
4 X 34,500 c.H.u. 

On reversing equation (1). 

2H2O + 4 X 34,500 = 2 Ho + O2 . 

But the molecular weight 2H2O is 36. 

Therefore the heat to decompose 1 Ib of water is 


4 X 34,500 
36 


= 3830 c.H.u. 


The calorific value (r.v.) or calorific power of a fuel. 

TJie calorific value of a fuel is defined as the number of heat units, c.n.u. or 
U T.r., developed by the complete combustion of one pound of fuel. 

if this quantity is multiplied by the molecular weight of the fuel, we have the 
calorific value per mol, and this is in equation (1), p. 532. 


Determination of the calorific value of a fuel. 

The calorific value of a fuel is determined most precisely by direct experiment, 
in which a known quantity of fuel is burnt and the heat evolved is absorbed by a 
definite weight of water, the temperature rise of which is measured. 

Alternatively, Dulong showed that if the calorific value of the elementary com- 
bustibles carbon, hydrogen and sulphur are known, and the ultimate analysis 
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of the fuel is obtainable, then the c.v. of the fuel is approximately the sum of the 
heats evolved by the separate constituents of the fuel, thus : 

The c.v. of amorphous carbon is 14,550 b.t.u. per lb. 

The C.v. of hydrogen is 61,550 b.t.u. per lb. 

The c.v. of sulphur is 3895 b.t.u. per lb. 

If, then, the percentages of carbon, hydrogen, oxygen and sulphur in the fuel 
are indicated by C, H2, O2, S, the apjnoximate c.v. of the fuel is given by 


Doulong’s formula: 

c.v. 1^1 4,6000 + 62, OOO^Hg-^^j + 4000isJ B.T.U. per lb. 

(Hg — O2/8) being the free hydrogen in the fuel. 


Or 


c.v. — ^ H080C + 34, 50o[h2 — —^] + 2220s C.H.U. per lb. 

lUU \ ® / 


The equation is inaccurate, because it is based on the assumption that C, H2 
and S are in their free state in the fuel, whereas considerable energy may be 
required to break up the hydrocarbons. Further, as the percentage of 0^ in the 
fuel is obtained by subtracting the total percentage of the other constituents 
from 100, it contains all the errors of the analysis. 


Ex. The percentage analysis of the flue gas in a boiler was CO2, 12-3; 00, 0-3; Og, 6-2, 
Ng, 81-2. The temperature of flue gases was 415° C. and of the boiler house 28° C. 
Assuming that the fuel has a composition carbon 87 %, hydrogen 4 and ash 9 %, 
determine per lb. of roal burnt: 

(1) Weight of dry flue gases passing up the chimney. 

(2) Weight of air necessary and sufficient for combustion. 

(3) Weight of air supplied to the grate. 

Calculate also the percentage of calorific value of the fuel that is carried away by the 
flue gases assuming a specific heat of 0-24. 


81‘2 X 87 

Actual weight of air supplied per lb. of fuel = 

iZ'ii + U'u) 

= 17 00 lb. 

Weight of combustible per lb. of fuel = (1 —0-09) 

= 0-91 

Total weight passing up flues per lb. of coal 

= 17 91 

Weight of steam in flue gas = 9 x 0-04 

= 0-36 

Weight of dry flue gas per lb. of fuel 

= 17-55 

Minimum air required = x 0-87 + 8 x O O4J 

= 11 48 

Heat lost in dry flue gas = 0-24 x 17-55(415 — 28) 

= 1630 c.H,u. 

Heat lost in steam formed = 0-36[100 — 28 + 539-3 + 0-48 x 315] 

= 274 

Total loss 

= 1904 

Calorific value of fuel = 0-87 x 8080 + 0-04 x 34,500 

Percentage heat lost = 22-6 

= 8404 
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The higher calorific value of a fuel. 

The Higher or Gross calorific value of a fuel is the total heat evolved by 
one i)ound or one cubic foot of fuel if the products of combustion are cooled down 
to the temperature at which the fuel and air were supplied. 

The lower calorific value of a fuel. 

Whether power is developed by burning fuel in the furnace of a boiler, or in 
the cylinder of an internal combustion engine, it appears inevitable that the flue 
gases should leave at a temperature considerably in excess of 100° C., and there- 
fore they carry wdth them both the sensible heat in the dry flue gas, and the total 
heat in steam formed as the result of the combustion of the hydrogen of the fuel. 
Now old time engineers argued that, since the specific heat of the dry flue gases 
IS less than one-quarter, whilst the total heat of saturated steam, at atmospheric 
j)rcssure, is 639 c.h.ij. per lb. and the latent heat 539, then, as an estimate of the 
effective heating value of a fuel one might take the higher c.v. less the latent 
heat in the steam formed from one pound of fuel. This difference is know n as the 
Lower calorific value.* 


The available calorific value of a fuel. 


The juogressive increase in boiler ])iessure means a corresponding increase in 
the temperature at which the flue gases escape, and therefore the sim])Je correc- 
tion, apjdied to obtain the low^er c.v., is now less satisfactory than ever it was. 

A new concept, known as the Available calorific value, has therefore been 
introduced, and this may be defined as the higher c.v. minus the total heat in the 
liroducts of combustion formed from one pound of fuel, and at the saturation 
tcmpciature of the steam produced by the boiler, the total heat being measured 
lekitive to the suj)ply temperature of the air and fuel. 

The calorific intensity of a fuel is the maximum temperature produced by 
the combustion of one pound of fuel, and this depends upon: 


(a) 

ib) 

(d) 

An estimate 
equation 


The c.v. of the fuel. 

The initial temjjerature of the fuel and air. 

The mass of air supplied per pound of fuel. 

The degree of radiation from the furnace. 

of the maximum temperature (^max.) uiay be obtained from the 
^ c.v. of fuel -I- Sensible heat in air 


where 53, etc. are the specific heats of the constituents of masses mg, m3, 
etc. lb., respectively, contained in the products of combustion. 


The carbon value and the evaporative value of a fuel. 

In the production of power, by far the largest amount of fuel is used to evaporate 
Water; so to compare the evaporative power of fuels of widely different composi- 
The only advantage that can be claimed for L.c.v. is that it makes the thermal efficiency 
look better, while it has the serious practical drawback of necessitating an ultimate chemical 
analysis of the fuol to determine the hydrogen content. 
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tion it is customary to refer them to a common standard, thus: The number of 

pounds of carbon required to produce the same amount of heat as one pound of 

fuel is known as the carbon equivalent of the fuel, and is given by the 

ratio r r 1 

r.v. of fuel 

c.v. of carbon' 


The evaporative power of a fuel is the number of pounds of water which one 
pound of fuel could convert into steam at atmospheric pressure, if the water were 
already at 100° C. 


Evaporative power = 


c.v. of fuel in c.h.it. 

53R (the latent heat of steam at 14-7 lb. per sq. in.)’ 


Loss of heat due to incomplete combustion. 

If the air BU])])ly is insufficient to allow the carbon to be burnt to COg, then CO 
will be produced, and a loss of heat will result, because the combustible gas, CO, 
will pass away in the exhc.iist gas and be wasted. A low temperature or incomj)lete 
mixing of the fuel and air will produce the same result. 

One pound of carbon burnt from C to COg, at constant pressure, produces 
8100 c.H.u. One pound of carbon (not one pound of CO) when burnt from C^O to 
COg, at constant pressure, produces 5650 c.H.u., hence the heat evolved in burning 
one pound of C to CO is 

(8100-5650) = 2450 C.H.U. (see p. 532). 


The percentage loss of heat in burning one ])ound of C to CO instead of to COg 
is therefore 


5650 

8100 


X 100^70%. 


Tlie presence of soot and sometimes Eg and CH4 in the flue gas indicates a 
further loss of heat, and in large power plants continuous recorders lor the 
determination of the (CO + Hg) in the flue gas are installed. 

These meters operate on the princijde that by mixing a sample of flue gas with 
air and bringing tliis into contact with an electrically heated j)latinum resistance, 
maintained at 450° C., the platinum acts as a “ catalyser” and ignites any com- 
bustible gas present. This combustion heats the wire still further, and the in- 
creased resistance, consequent on the temperature rise, is a measure of the Hg 
and CO content of the flue gas. 

Ex. If the exhaust gas from a petrol engine contained 8 % COg and 2 % CO, and the 
carbon content of the fuel >^as 85 %, determine the heat loss per lb. of fuel due to 
incomplete combustion. 

^ CO 2 

Proportion of C burnt to CO = = — = 0-2. See p. 515. 

L/Ug -|- 1 U 11) 

Heat loss per lb. of fuel = 0-2 x 0-85 x 5650 = 060 c.H.u, 
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(B.Sc. 1920.) 

Ex. Loss due to incomplete combustion, nitrogen content of flue gas not given. 

In a boiler trial the volumetric analysis of dry flue gas was COg =« 13-6 %, CO = 1-5 %. 
The analysis of the coal fired was C = 85 %, H = 4 %, by weight. Determine the weight 
i)f air supplied per lb. of fuel. 

If the calorific value of the coal is 8250 r.H.u., find the percentage heat lost in in- 
tDiiipIete combustion. 

Tn both one mol of CO 2 and one mol of CO there are 12 lb. of carbon. If therefore the 
\\ eight of carbon burnt to COg and that to CO arc known, the n.t.p. volume of COg and 
CO in the flue gas can be computed, thus: 


The proportion of carbon burnt to CO is given by 


CO 

CO 2 +CO 


(see p. 515) 


L5 

13“6 + l-5 


009935. 


Total carbon per lb of fuel = 0-8500 

Carbon burnt to CO = 0*85 x 0-09935 = 0 0844 

Carbon burnt to = 0-7(l5() 

358 

Volume of COg per lb. of fuel — ’ x 0-7056 = 22-87 cu. ft. 

358 

Volume of CO per lb. of fuel = x 0-0844 = 2-52 

Total = 25-39 cu. ft. 

The flue gas will contain in addition the nitrogen N 2 in the products of combustion 
plus excess air, i.e. (N« + 4); so that the total volume of the dry flue gas reduced to 
-N.Tr. IS (25-39 + N2 + yl). 

The percentage by volume of the CO 2 is 13-6. 

. 22-87x 100 ^ 

*’ 25-3n + N2 + .-l 

X 2 + .4 = 142-8* 

(D+CO 2 -- 2.5-4 

Total volume of dry gas per lb. of fuel = 168-2 cu. ft. at n.t.p. 

We must now obtain Ng in the minimum air supply, thus: 


Con- 

stituent 

Proportion 
by weight 

Combustion eipiation 

Oo reiiuired 

C 

0-7656 

]2 32 44 

2-043 


0-0844 

2C + ()j = 2rO 

24 32 5U 

0-113 

H 

0-04 

2H, + Oj = 2H.O 

4 32 36 

0-32 


Total 02 = 2-476 lb. 


* A similar result could bo obtained by working with the CO. 
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fNaW-^) = 142-8 

N, = 2-476 X ^3 X = 105-7 cu. ft. 


A = 37-1 

Nitrogen in this excess air = 37-1 x 0-79 = 20- 3 
Nitrogen in the products of combustion = 10.1-7 
Total N, 


= 13j0 


IVrcontagp N = = ^0-2. 

I'T X C 

From the equation the weight of air per lb. of fuel is given by 

oo ^ L U2 ^ ^ / 


= 13-7 lb. 


SO-2 X 85 

^fa-c+i-s) 

Heat lost in incomplete combustion = 10,140 x 0 00935 x 0-85 = 857 b.t.u. 

857 


Percentage loss = 


8250 X 9/ 5 


, X 100 = 5-77. 


Alternative solution. 

First calculate the volumetric analysis of the dry flue gas when the minimum weight 
of air is supplied, thus: 


Coiistitui'iit 

1 Parts by weight , 

1 

~M 

Parts by weight 
M 

Percentage 
\ nluine 

COj 

' 0-7650 

1 

1 

44 

0-0038 

17-43 

CO 

28 

0-0844 X., 

1 

1 

0-00703 

1-92 


12 

1 

23 




' 2-476 x '' 


1 

0-2950 

80-7 

1 

1 23 


28 




0-36583 

lOO'OS 


The actual volumetric analysis is COg 13’6 and CO 1-5, these reduced values resultini; 
from the excess air A per 100 cu. ft. of dry products. 


1743 
'■ 100 + 4 


xl00= 13-6. 


4 = 28 cu. ft. Total Ng = (80-7 + 0-79 x 28) = 102-8. 

102-8 

Percentage Ng = - = 80-3 %. 

The remainder of the problem is as previously solved. 

Alternatively the air supplied = y ^ x 2-476 x = 13-8 lb. 

lo*D 2ij 
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Calorific value at constant pressure and constant volume. 

When a fuel is burnt at constant volume, in a heat insulated vessel, the whole 
of the heat liberated is stored as internal energy in the products of combustion; 
whereas, if the fuel is burnt at constant pressure, and the volume of the products 
of combustion, when reduced to n.t.p., differs from the n.t.p. volume of the air 
and fuel supplied, then external work is done. 

In calorimetric tests it is the change in internal energy which would occur if 
romhiistion took place in a heat insulated vessel that is conveyed to the cooling 
water, since in ideal calorimetry the final temperature of the products must 
equal the initial, and therefore a fuel, which by combustion produces an increase 
in volume, will show a smaller c.v. when burnt at constant pressure than when 
))iirnt at constant volume, although the heat liberated by the fuel is the same in 
hotli cases and is given by 

iieat liberated by the fuel = pjJ Change in volumcH- Change in i.i:.* (1 ) 

Let the change in volume produced by combustion be n mols per mol of fuel 
siii)j)lied, then since per mo\jpv = 2780T, the external work performed, expressed 
in c.H.u., will be 

n pvjJ = nx 2780/1400 xT = 7ix] 

Heat liberated per mol of fuel = l*D857iT+ Change in i.i:. per mol of gas. 

( 2 ) 

When n is zero, the heat liberated by the fuel is the c.V, per mol, as when the 
fuel was burnt at constant volume; but if n is not zero, then the change in i.e. 
i^ the recorded c.v. per mol, and this differs from the heat liberated by the fuel. 
According to tlie relation 

(c.v. at constant volume) = l-[)85/i7^-|- (c.v. at constant pressure) (8) 

If combustion produces a contraction in volume, then n is negative and the 
C.V. at constant pressure is greater than that at constant volume. 

Ex. If the calorific value of hydrogen, when burnt at constant pressure, is 34,500 c.H.u. 
per lb., what is its calorific value when burnt at constant volume'? 

The combustion equation for hydrogen when supplied with air is 

7*1 79 

2H, + 0,+^jN = 2H,0 + 2jN. 

On cooling the products down to n.t.p. the steam will condense, so that the change 
in volume is given by 

^^mols-L-4-l + 2j mols, 

i.e. —3 mols per 2 mols of H. 

c.v. at constant volume = — 1 -985 x f x 273 + 2 x 34,500 per mol. 
c.v . per lb. = — 1 -985 x | x 273 + 34,600 = 34,094 c.H.u. 

* See p. 19 and Appendix. 
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The effect of the Intent heat of a liquid fuel on its calorific value. 

In the combustion of a liquid fuel, it is not the liquid which burns, but the 
vapour given off from the liquid. If therefore a liquid fuel is vaporised and burnt, 
the heat evoJved will be greater, to the extent of the latent heat of the fuel, 
than in the case where the fuel has to vaporise itself. 

In a petrol engine combustion takes place at constant volume, and, if a heated 
manifold is supplied, then the available heat per lb. of fuel is the c.v. obtained 
at constant volume in a bomb calorimeter + the latent heat of the fuel evaporated, 
and this amounts to about 80 c.h.it. per lb. of fuel * 



5CHOLE5 Patent BOMB CALORIMETER 


Fi^^. 278. Fig. 279 . 


The bomb calorimeter. 

This calorimeter was introduced by the late M. Berthelot, and it is accepted as 
the only type of instrument which gives a reasonably accurate determination of 
the calorific value of a solid, and sometimes a liquid fuel, when burnt at constant 
volume in an atmosphere of oxygen. 

The name of the api)aratus obviously arises from the shape of the vessel in 
which the fuel was originally burnt at a pressure of possibly 600 lb. per sq. in. 
Since M. Berthelot’s day a variety of types of bomb have been made, and a most 
recent type, due to Prof. Scholes, is free from many of the defects of the early 

• In Diesnl enginoB tho fuel is vaporised in tho cylinders and tho exhaust temperaturo 
exceeds 100° C. 8o the lower C.v. uncorrected for the latonfc heat of the fuel should bo 
taken. 
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bombs. Prof. Schobs’ bomb is illustrated in Figs. 278 and 279, which were sup- 
plied through the courtesy of G. Cussons, Ltd., Manchester. 

The bomb body is made of stainless steel, and consists of a base (2) which sup- 
ports the platinum crucible (3), the 2)urpose of which is to contain the sample of 
fuel. The screwed cover (1) carries a hydraulic joint at its base, and this is an 
effective seal against gas leakage without having to resort to undue tightening 


Lamps 



^Electric Firing Leads 
Fig. 280. Bomb caluiimetBr. 


of the cover on to the body of the bomb. In the cover is placed the oxygen 
connection and products release valve. The crucible supports act as conductors 
lor the current which is used for igniting the fuel. 

During a calorimetric test the bomb is placed inside a copper vessel, known as 
the Calorimeter, which contains 2500 c.c. of water that is agitated by a stirrer. 
To reduce radiation loss a felt-lagged water jacket forms an air space around the 
calorimeter. 

Since the weight of fuel that can be burnt without an unduly high risein pressure 
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is limited to about J of a gram, it is obvious that in view of the large quantity of 
water in the calorimeter the resulting rise in temperature of the water will not 
be great, and therefore a very precise form of thermometer, known as the 
'‘Beckmann thermometer”, must be employed, if accuracy is aimed at. 

A convenient arrangement for firing the fuel, by current suppHed direct from 
the mains, without the danger of “blowing a fuse”, is shown in Fig. 280. To test 
the circuit, only one lamp should be fitted. If this lights, the circuit is complete, 
and fusing may be effected by supplying sufficient lamps to give the fusing 
current that may be determined by a preliminary test. When transferring the 
bomb to the calorimeter there is a danger of breaking the contact between the 
fuse and wire. To ensure ignition in spite of this, stand the briquette on a piece 
of cotton which is attached to the fuse wire. 



Procedure during a calorimetric test. 

The water jacket should be permanently filled, and the calorimeter supplied 
with 2500 c.c. and allowed to stand for some hours before tbe test, so that it may 
assume room temperature. 

The fuel to be tested should be selected by Coning and Quartering, and 
the selected sample reduced to a powder, which should be dried at 220° F. prior 
to being compressed into a briquette* by the split mould shown in Fig. 281. The 
weight of the briquette should be determined accurately, but as an approximation 

* Briquetting removes the dangers of some fuel being blown out of the crucible by the 
supply of oxygen or the fusing of the ignition wire. 
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it should not greatly exceed J of a gram. After carefully transferring the briquette 
to the crucible, about 10 cm. of 0-004 in. diameter nichrome wire*should be 
attached to the ignition rods by the clamping sleeves, and the crucible should be 
swung round until the loop of wire touches the briquette. 

For making the hydraulic joint place 15 c.c. of water in the base, and then 
liirhtly screw on the cover. 

Couple the oxygen cylinder to the bomb, and, with the release valve closed, 
raise the pressure in the bomb to 25 atmospheres. Place the charged bomb in the 
calorimeter, make the electrical connection, and fit the thermometer, start the 
stirrer and take readings of temperature at equal increments of time. Continue 
the readings for 10 to 15 min., and then close the switch and take temperature 
readings for a further 15 min., the stirrer being kept in motion all the time. By 
plotting the recorded temperatures on a time base a correction may be made to 
allow for radiation, thus: 

Newton’s law of radiation states that heat 
loss is directly proportional to temperature 
head t and to time T\ so that heat flow is given 
CT 

hv K tdT, i.c. the area under the curve AB. 

J 0 

Fig. 2S2. 

In our observations we merely ])lot tem- 
perature and not temperature head, but if w e 
arrange the temperature of the calorimeter to 
he originally just below that of the jacket, and, 
after combustion, to be just higher than that of the jacket, then a curve similar 
to Fig. 283 results. On this curve the hatched areas represent the heat gained 
from the atmosphere and the heat lost to the atmns])here during combustion. 



Fig. 283. 

* Nichrome is preferable to iron as it doos not oxitlise so roadily, and is therefore a more 
t'crtain igniter. 




Combustion 


544 

If the temperature of the enclosure could be adjusted so that the hatched areas 
were equal, then the radiation corrections would cancel each other. To make this 
adjustment would be difficult, and is quite unnecessary, since the flatness of the 
curves AB, DE is such that, when the hatched areas are equal, the dotted areas 
must be very nearly equal. Hence, produce the temperature curves to B and Z), 
and, by trial, draw a vertical line BD so that the dotted areas are about equal. 

The temperature rise, corrected for radiation, is given by the length BD, and 
since the time occupied by this flctitious temperature rise is zero, then no heat 
is lost by radiation. 

Ex. Bomb calorimeter. (B.Sc. 1935.) 

Sketch and briefly describe a bomb calorimeter. 

The following particulars refer to an experimental determination of the calorific 
value of a sample of coal containing 89-4 % C and 3-43 % H: Weight of coal = 0-8G20 
grm. Weight of iron wire = 00325 grin, of calorific value IGOO grm.-cal. per grm. Weight 
of water in calorimeter 2000 grm. Water equivalent of calorimeter 350 grm. Observed 
temperature rise 16-235° C. to 1 9-280° C. Cooling correction +0-017° C. Find the 
higher and lower calorific values of the coal. 

Would you expect these values to be different from a determination at constant 
pressure? If so, why ? 

Heat absorbed. 

Equivalent mass of water raised in temperature 

= 2000 + 350 = 2350 grm. 


Final temperature 

= 19-280 

Initial temperature 

= 16-235 

Temperature rise 

= 3 045 

Cooling correction 

= 0017 

Corrected temperature rise = 3-062 

Heat received = 2350 x 3-062 

= 7200 

Heat from fuse wire = 0-0325 

X 1600 = 52 

Heat from fuel 

= 7148 


Higher c.V. of fuel = ^ 

Steam formed per lb. of fuel = 9 x 0-0343 
Latent heat of formation at 100° = 0-3085 x 540 

Lower c.v. of fuel = 8280 — 167 

For the complete combustion of carbon we have 

C + O 2 = + Heat, 

i.e. one mol of Og produces one mol of COg, so there is no change in volume and therefore 
the c.V. of the carbon constituent is the same at constant pressure as at constant volume. 

Fo, hydrogen, 2H. + 0. = dH^O + Heat. 

At N.T.P. on the left-hand side of the equation we have 3 mols of gas; whilst on the 
right-hand side the volume may be taken as zero, since the steam formed is condensed. 


= 8280 C.H.U. per lb. 

= 0'3085. 

= 167. 

= 8113 c.ii.u. per lb. 
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Hence combustion causes a contraction in volume, and therefore the c.v. of the Hg 
constituent at constant pressure is greater than at constant volume. 

A constant pressure determination of c.v. will therefore gi/e a slightly higher c.v, 
than a constant volume determination. 

Determination of the water equivalent of a bomb calorimeter. 

The water equivalent of the apparatus may be obtained by burning a weighed 
sample of a fuel that may be obtained in great purity and the c.v. of which is 
known precisely. Benzoic acid, camphor and resublimed naphthalene meet 
these requirements. 

The procedure is to weigh the crucible and about 4 in. of iron fuse wire, and into 
tlie crucible place about 1 to 1^ grams of benzoic acid. Melt this down and cast 
in the fuse wire, then weigh the whole in order to obtain the weight of acid. 
Place the crucible in the bomb, which should then be reassembled and charged 
with oxygen to about 25 atmospheres. Immerse the bomb in water to test for 
leaks. If the joints are satisfactory make the electrical connections and start 
the stirring gear. Take temperature readings at intervals of a minute, for at least 
1 U min. After 5 min. close the switch to ignite the fuel, and continue the readings. 
The results of this experiment are as follows: 

Weight of crucible + Benzoic acid + Iron wire 
Weight of crucible 


Weight of iron wire 
Weight of benzoic acid 

Calorific value of benzoic acid = C32B c.ii.u. 

Calorific value of iron wire = 1 COO c.h.ij. 

Heat in benzoic acid = 1-7056 x 6328 

Heat in iron wire = 0-0082 x 1600 

Heat supplied 

Corrected temperature rise = 4-797° C. 

11383-1 

Heat generated per degree rise in temperature = 

Heat in 2000 c.c. of water per degree 
Water equivalent of bomb 

The calorific value of liquid fuels by the bomb calorimeter. 

The procedure to be adopted depends on the fuel; if this is so volatile that it 
cannot be weighed in an open crucible without loss, or would form a dangerously 
explosive mixture with oxygen, then the sample must be drawn into a tared thin 
glass bulb,* by alternate heating and cooling of the bulb, which is then sealed off 
and weighed. To burst the bulb, when it is placed in the bomb, it is encircled by 
* Alternatively a celluloid capsule of known calorific value may be used. 


= 6-9167 g. 
= 5-1129 
= 1-8038 
= 0-0082 
= 1-7956 

- 11370 0 
-= 13-1 

= 11383-1 

= 2375 

= 2000 
= 375 


WH E 
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cotton coasted with paraffin wax^ which is ignited, so that due allowance must be 
made for the calorific value of the wrapping. Precaution should be taken against 
the fuel Bpra 5 dng during the bursting of the bulb 
by standing the bulb on alundum powder. A sketch 
of the arrangement, together with the results of 
a test, are given below. 

In testing fuel oil, which is almost non-volatile 
at atmospheric temperature, about 0-9 c.c. may 
be run on to a layer of Fuller’s earth* contained in 
the crucible. The combined weight of crucible and 
powder is first obtained, and later — by taking a 
difference — the weight of the fuel may be esti- 
mated. The remainder of the operation is similar 
to that employed for solid fuel. 

Ex. Calorific value of oil fuel. (B.Sc. 1933.) 

In an experiinenial determination of the calorific value of an oil having a hydrogen 
content of 12-5 % the following data were obtained: Weight of oil = 0-882 grm. Weight 
of water = 2532 grm. Rise in temperature of water = 2-851° C. Cooling correction 
+ 0-059° C. Weight of cotton used in igniting oil = 0-005 grm. Calorific value of cotton 
= 4000 c.H.u. per lb. Water equivalent of calorimeter = 810 grm. Temperature of 
laboratory = 16° C. Find the higher and lower calorific values of the fuel. 

Heat to water = (2532-1-810) (2-851 + 0-059) = 9733 
Heat in cotton = 0-005 x 4000 = 20 

Heat from oil = 9713 

9713 

Higher calorific value = " = 11,010 c.H.u. 

U-ODW 

Steam formed = 9 x 0-125 = 1-125 lb. (per lb. of oil, since u.v. is calculated on 1 lb. of 
fuel). 

Latent heat at 100° C. = 540 
Higher c.v. of fuel = 11,010 

Heat in steam formed = 540 x 1-125 = 608 

Lower c.v. of fuel = 10,402 c.H.u. 

The calorific value of gaseous fuels. 

The calorific value of gaseous or volatile fuels is more readily obtained than 
that of solid fuels, because the fuel may be burnt at atmospheric pressure in a 
special boiler, and a heat balance drawn up between the heat supplied to the 
boiler and that removed from it (see Fig. 285). 

Relative to 0° C. the heat entering the calorimeter per minute is 

(а) The c.v. of the gas multiplied by the quantity of gas consumed per min. 

(б) The sensible heat in the air and gas supplied. 

(c) The sensible heat in the circulating water. 

* The object of using some siliceous material to make combustion more regular, and 
prevent some fuel being shot on to the cold sides of the bomb. 
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The heat leaving the calorimeter is 
(a) The sensible heat in the cooling water. 

(^) The sensible heat in the products of combustion. 

(r) The sensible heat in the condensate produced from the hydrogen in the 
fuel and the moisture in the gas and air. 

(d) That due to radiation. 



In an efficient calorimeter, properly run, the products will leave at almost the 
same temperature at which the air was supplied, so that these heat quantities will 
cancel each other, and the low product temperature means that radiation will 
be absent. Under these conditions the calorific value of the gas as burned 
^vill be 

Temperature rise x Mass of circulating water per unit time x Specific heat 
Volume of gas consumed per unit time 

It must be obvious that to secure a low outlet temperature of the products of 
combustion, without the production of smoke, a definite relationship must exist 


35-2 
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between the rate at which the gas is burnt, and the rate of flow and the tem- 
perature rise of the circulating water. The Board of Referees have recommended 
a meter speed of ^ of 1 cu. ft. per min., for a test occupying 4 min., during which 
2100 + 50 c.c. of water should be circulated, and the temperature rise should be 
about 20° C. 




A gas pressure regulator, shown in Fig. 286, is used to damp out the pulsations 
in the gas supply which would affect adversely the results. In the same way a weir 
is provided to ensure a uniform supply of circulating water, while, to avoid air 
bubbles which would affect the specific heat of the water, the water should be 
drawn from a tank in preference to the mains. 
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Strictly speaking, the gas pressure and temperature should be measured at the 
meter, since this is where the volume is recorded, and for comparative results 
the recorded volume should be reduced to s.t.p.* When referred to this standard 
lighting gas has a calorific value of 500 b.t.u. per cubic foot, one therm being 
100,000 B.T.U. 

The apparatus illustrated in Fig. 288 is used for calibrating the gas meter. 
It consists of a jar having a capacity of of a cubic foot coupled to an aspirator 
tank. With the tank in the position shown and cock B open, the jar may be 
filled with water. On closing cock B and opening A, and lowering the tank, gas 
vill flow into the jar. When the jar is full the volume recorded by the meter 
should be of a cubic foot. 



Calorific value of coal gas. (B.Sc. 1912.) 

A sample of gas was tested in a Junker gas calorimeter and the results were : Gas 
huniecl 2- 13 cu. ft. Temperature of gas 5T F. Pressure of gas supply 2-1 in. of water, 
barometer 29 92 in. of Hg. Weight of water heated by the gas 50-3 lb. Temperature 
of circulating water, inlet 47-6'’ F., outlet 72-4° F, Steam condensed during the test 
<►■110 lb. Determine the higher and lower calorific value per cu. ft. at a temperature 
ul 00'’ F. and barometric pressure 30 in. Hg. 

We must first refer to the volume as burned to the standard condition thus: 


“^1 

Supply 


^ 2^2 

~T~ 


Standard 
Pi T, 


t’j = 213, Ti = 513“ F., Ti = 520° F. 
p, = 2902 + ^g = 30-075 = 30. 


* S.T.P. is standard temperature 60° F. and standard pressure 30 in. Hg. 
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v„ = 2-13 X 


30-076 620 


= 2-164 cu. ft. 


30-0 513 

Heat absorbed by the circulating water = 50-3(72-4 — 47-6) = 1248. 

Insufficient data are given to allow for the heat lost in the products of combustion, 
and in the condensate. 

1248 

Higher calorific value = - r = 576 b.t.u./cu. ft. 

X D4 

Latent heat of steam formed = 966x0*116 = 112. 

. ^ (1248-112) 

Lower c.v. — - = 524 B.T.u./cu. ft. 

2*164 


EXAMPLES 

1 . Calorific value at constant pressure and constant volume. 

Distinguish between the calorific value of a fuel when the fuel is burnt at constant 
volume and when it is burnt at constant pressure. What is the relationship between 
the two calorific values for a gaseous fuel? 

If the calorific value of the following fuels, when burnt at constant pressure, are 
C to CO2, 8100; C to CO, 2416; CO to CO2, 2436; CH^, 13,344 c.h.u. per lb., show that 
the calorific values at constant volume are 8100, 2439, 2426 and 13,276 respectively. 

2. Calorific value. (B.Sc. 1937.) 

You are required to determine, by means of a bomb calorimeter, the calorific value 
of the coal being used in a boiler trial. Carefully describe 
(a) How you would sample the coal. 

(&) The procedure you would adopt and the readings you would take in carrying out 
the experiment. 

(c) H ow you would employ your observations to calculate the required calorific value. 

3. Calorific values. (B.Sc. Part 1, 1939.) 

Distinguish between the higher and lower calorific values of a fuel. 

A gas engine uses gas of the following percentage composition by volume: 
H2, 48; CH4, 22*5; CO, 19; Ng, 6; COg, 4*5. The gas consumption is 24cu. ft. at 
N.T.p. per H.p. per hr. Calculate the thermal efficiency of the engine, given that the 
C.V. of CO is 190, and the lower c.v.a of Hg and CH^ are 162 and 535 c.h.tj. per 
cu. ft. at N.T.P. If 6-5 cu. ft. of air enter the cylinder with every cu. ft. of gas, what 
is the calorific value per cu.ft. of combustible? Ans. 25*1 %; 31*2 c.H.u. 

4. Calorific value of oil. (B.Sc. 1929.) 

The analysis of a certain oil fuel gave 86*5 % of carbon and 13*5 % of hydrogen; it^ 

specific gravity was 0*88. It was tested in a bomb calorimeter and the following dattt 
were obtained: Weight of oil, 0*9 grm. Total weight of water, including the water 
equivalent of the calorimeter, etc., 2700 grm. Observed rise of temperature of calori- 
meter after being corrected for radiation, 3-5” C. Air temperature, 18° C. Estimate the 
higher and lower calorific values of the fuel. 
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Carbon when completely burnt in oxygen gives out 8080 c.H.u, per lb.; hydrogen 
gives out 34,000 C.H.u. Calculate the higher and lower calorific values of the fuel from 
these data. 

Comment on the difiFerence between these two sets of values. 

Ans, 10,500, 9845, 11,573, 10,918 c.H.u. 

(B.Sc. 1930.) 

5. Define higher or gross calorific value of a fuel. Given the gross calorific values of 
carbon and hydrogen are respectively 8080 and 34,500 c.H.u. per lb., find the calorific 
value of a coal having analysis by weight of C = 0-872, H = 0-044, 0 = 0-010, ash = 0-068. 

The weight of this coal fired per hour in a boiler plant was 1352 lb., the ashes and 
cinders collected per hour weighed 173 lb. and the mean volumetric analysis of the flue 
gas was CO2, 13-0; CO, 1-6; Og, 3-6; Ng, 81-2 %. An analysis of the ashes and cinders 
showed a carbon content of 38 %. Find what percentage of the calorific value of the 
fuel was undeveloped owing to incomplete combustion. One pound of carbon burnt 
to CO evolves 2420 c.H.u. Ans. 5-8 % . 

6. A sample of coal gas has the following analysis b}" volume: hydrogen, 46%; 
marsh gas (CH4), 39-5 %; olefiant gas (CgHJ, 2-53 %; tetrylenr (C^Hg), 1-27 %; carbon 
monoxide, 7-5 %; nitrogen, 0-5 %; water vapour, 2 %. Calculate 

(of) The volume of air required for complete combustion of 1 cu. ft. of gas. 

(1;) The higher calorific value in b.t.u. per cu. ft. 

(c) The low er caloi ific value in b.t.u. per cu. ft. 

Avs. 5-76 cu. ft.; 680 b.t.u.; 614 b.t.u. 

7. A producer gas has the following percentage analysis by volume: hydrogen, 16; 
i-drhon monoxide, 20; carbon dioxide, 6; nitrogen, 58. Determine 

(n) Its calorific value at standard temperature and pressure per cu. ft. 

(6) The minimum amount of air for complete combustion. 

(r) The volumetric analysis of the products if combustion is complete. 

Calorific value of 1 lb. of C burning to CO^, 14,500 b.t.u. per lb. 

Calorific value of 1 lb. of C burning to CO, 4,400 b.t.u. per lb. 

Calorific value of 1 lb. of H burning to HgO, 62,000 b.t.u. per lb. 

Volume occupied by 2 lb. of hydrogen at standard temperature and pressure is 
35S cu.ft. ‘ Ans. 123-6 b.t.u.; 0-857; Ng, 82-9; COg, 17-1. 


8 . A sample of gas was tested by a Junker gas calorimeter and the results were: 


Gas burned in calorimeter 
Pressure of gas supply 
Barometer 
Temperature of gas 
Weight of water heated by gas 
Temperature of water at inlet 
Temperature of water at outlet 
Steam condensed during test 


2-13 cu. ft. 

2-1 in. of water. 
29-92 in. of mercury. 
53° F. 

50-3 lb. 

47-6° F. 

72-4° F. 

0-116 lb. 


Determine the higher and lower calorific values per cu. ft. at a temperature of 60° F. 
ind barometric pressure 30 in. of mercury. 

Ans. 578 b.t.u. per cu. ft.; 526 b.t.u. per cu. ft. 
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(I.M.E. 1937.) 

9. The lower caloriiic value of benzene (CgHg) is 9640 c.H.u. per lb. Find the volumetric 
heat in c.H.F. per cu. ft. of air benzene mixture at N.T.P., when in the proportions giving 
chemically correct combustion. Neglect the volume of the fuel. 

What is the percentage change of volume on combustion? 

Air contains 21 % by volume of oxygen. Ans. 58-2 c.H.u.; 4-2% at n.t.p. 

10. Heat loss in products, excess air, and incomplete combustion. 

The gas analysis in a boiler trial was COg, 10*5 %; CO, 1 %; Og, 8 %; Ng, 80-5 % and 
coal analysis burned was C = 82 %, H 2 = 4-2%; 02 = 4-8%, other matter 9%. 
Calculate the following items in the heat balance per lb. of coal, the temperature of the 
flue gases being 600° F. and temperature of air supply = 60° F.: 

(a) Heat carried away by products of combustion. 

(&) Heat carried away by excess air. 

(c) Heat lost in incomplete combustion. 

Average specific heat of products = 0-24; average specific heat of air = 0-238. 

Am, 1510, 855, 724 B.T.TJ. 

11. Orsat apparatus. Loss due to incomplete combustion. (B.8c. 1D35.) 

Carefully sketch and briefly describe the app/iratus you would employ to analyse 
the flue gases during a boiler trial. Show how you would use the apparatus and explain 
what precautions you would take to minimise the lag between the apparatus and the 
flue. 

A boiler fired with coal having a calorific value of 8200 c.H.u. per lb. and containing 
84 % C gave a flue gas analysis of CO 2 , 15*1 %; CO, 2-3 %. Neglecting the and 

clinker, find the percentage loss due to incomplete combustion. One pound 0 nt 

to CO and CO 2 gives respectively 2420 and 8080 c.H.u. Ans. •66%. 

12. Nitrogen content not given. (London B.Sc. 1923.) 

A boiler is fired with coal having a percentage composition: carbon, 85-1 % ; hydrogen, 
4-2%; oxygen, ash, etc., 10-7%. The analysis of dry flue gases shows 10-2% CO 2 . 
Estimate the weight of air supplied to the furnace per lb. of fuel fired. 

If the measured temperature of the flue gases at chimney base is 410° C. when con- 
sumption of boiler is 1625 lb. per hr., find the mean speed of the flue gases entering the 
chimney if its cross-sectional area is 19 sq. ft. Ans, 20-4 lb.; 16-13 f.p.s. 

13. Loss due to incomplete combustion. N 0 N 2 (Senior Whitworth 1922.) 

Explain, with sketches, how the dry boilBr flue gases can be analysed. 

An analysis of the flue gases in a boiler trial gave 12-5 % COg, 1 % CO. The chemical 
analysis of the dry fuel gave 84 % C and 5 % H. Determine the weight of air used per lb. 
of fuel consumed. What percentage of fuel is lost due to incomplete combustion if the 
calorific value of the dry coal is 8300 c.H.u. per lb. ? 

The calorific value of C = 8050 o.H.u. per lb. when burnt to COg and 2400 c.H.u. per lb. 
when burnt to CO. Ans. 15-21 lb. ; 4-24 % . 
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14. No nitrogen given. (Senior Whitworth 1925.) 

The analysis by weight of coal used in a boiler gave C, 86 %; H^, 4 %; Og, 3 %; and 
the analysis by volume of the dry flue gas gave 10-4 % COg. What percentage of 0^ 
and Ng should be obtained in the volumetric analysis of dry flue gas, assuming no CO 
was present and that the combined Og of the fuel was free to aid the incoming air to 
consume the fuel? 

If the rise in temperature of the flue gases was 350° C., give the total heat passing up 
the chimne}^ due to both wet and dry flue gases per lb. of fuel burnt. 

Assume a mean specific heat of the dry gases as 0-23. 

Ans. Og, 9-27%; Nn, 80*3 %; Total heat, 1935 c.H.u. 
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BOILER TRIALS 

The orthodox method of testing boilers and engines has been formulated by a 
Committee of the Institute of Civil Engineers, and this report* outlines, in the 
minutest detail, the recommended methods of conducting such trials, and of 
expressing the results. It is the purpose of this resume to indicate how a com- 
mercial test may be run without any special equipment, and without interfering 
with the operation of the power station. 

Since the main object of a boiler trial is to determine the thermal efficiency of 
the boiler, and to locate sources of heat loss, we must take sufficient measurements 
to strike a balance between the heat supplied to the boiler and that leaving. 

Heat supplied. 

The heat supplied to a boiler is derived from: 

The calorific value of the coal and its sensible heat. 

The ail' supply which will contain both dry air and superheated steam mixed 
with it. 

The sensible heat in the feed water. 

Heat leaving the boiler. 

The total heat in the steam. 

The heat in the dry flue gas + that in the superheated steam associated with 
the dry gas. 

The sensible heat in the ashes together with the calorific value of the ash. 

Radiation, blow down water. 

Measurements. 

Since a steam boiler is virtually a continuous calorimeter, it is highly important 
that thermal conditions should be settled before the trial commences. With a 
boiler that has been shut down, this might require a whole day. As far as possible 
the boiler should be kept on constant load, with the water and fuel levels main- 
tained at their best value, and the fires cleaned just prior to the trial. 

A record of the variables should be taken every 16 min. and plotted on a time 
base. This gives the computer an idea of how the trial is being conducted, an 
important precaution with the type of fireman who fills the furnace with fuel 
in order to secure a long period of rest, and it also shows at once any faulty 
measurement. 

* Rspurt on tabulating the Results of Heat Engine Trials, Institute of Civil Engineers. 1927. 
VV. Clowes and Sons. Ltd. 5 j. 
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Fuel consumption. 

In small plant the fuel consumption may be determined by weighing, in larger 
plants volumetric measurement is better, and may be simply effected by emptying 
the coal into a shallow bottomless bin of known volume that is placed on the 
stokehole floor. 

Sampling and testing the fuel. 

Take a shovelful of fuel from every two to four hundred weights, and allow 
this to accumulate in the form of a cone. Towards the end of the trial, quarter 
this cone, and take opposite quarters, and re-mix these into anotlier cone. Repeat 
the coning and quartering until the sample is small enough, about 30 lb., for 
despatch for chemical analysis, and the determination of its calorific value, 
as fired. 

Feed water consumption. 

In the absence of any special measuring device the feed water consumption 
may be estimated from the double strokes of the feed pump, variation in stroke 
and leakage being allowed for by shutting down the boiler check valves and 
discharging the feed, against a pressure equal to that of the boiler, into a tank 
where the discharge, over a period of 10 min., may be measured together with 
the number of strokes of the pump. 

The air supply. 

If forced draught is employed, an anemometer may be used to estimate the 
air consumption by running the anemometer over the fan inlet, and in this way 
obtain the air velocity. Alternatively the flue gas must be analysed at points 
where the temperature is recorded. 

Temperature measurement. 

Mercury thermometers are the least exi)ensive instruments for the measurement 
of moderate temperatures, but, for flue gases and high degrees of superheat, some 
form of electric pyrometer is to be preferred. In the absence of a pyrometer 
the temperature of the flue gas may be estimated by hanging up a large nut in the 
uptake, and, after about half an hour, this nut should be dropped into a pail of 
water and the temperature rise measured. 

Sampling, weighing and analysing the ashes. 

The ash should be removed at the end of the trial, weighed, coned and quartered, 
and a sample despatched for a calorific determination. If the ash is slaked, due 
allowance must be made for the added water. 

Humidity of the air. 

An accurate estimation of the heat loss in the flue gas involves a knowledge of 
the steam content of the gas. This steam, apart from leaks in the boiler, is derived 
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from the fuel and air. The moisture and hydrogen content of the fuel has already 
been determined, that in the air is obtained by a means of a hygrometer. 

The total heat in the steam associated with the flue gas may be obtained from 
tables, if the dew point is known, but in most trials this is not known, and as an 
approximation the total heat is taken at 14-7 lb. per sq. in. Since over a small 
pressure range the total heat is almost invariable. 


Ex. Boiler trial. 

The object of the trial is to obtain a heat balance for an enonomic type of boiler, 
using only the standard equipment normally employed in operating the boiler. 

Particulars of the boilers. 

Type. Economic bricksot type. 

Method of stoking. Standard. 

Draught. Natural. 

Length. 12 ft. 6 in. Diameter 6 ft. 6 in. 

Grate area. 2 ft. 10 in. by 5 ft. 0 in. = 14-2 sq. ft. 

Heating surface. 590 sq. ft. 

„ . Heating surface , , ^ 

Ratio, = 41-6. 

Grate area 

Rated evaporation. 2950 lb. per hr. from feed at 60° F. 

Fuel. Bituminous slack; firing rate 4 cwt. per hour; ash J cwt. per hour. 

Proximate analysis gave 

Fixed carbon = 58-3 %. 

V olatile matter = 33-3 %. 

Moisture = 3-8 %. 

Ash = 4-6 %. 

By reference to Brame’s book on fuels, the ultimate analysis of a similar bituminous 
slack, together with the proximate analysis, is given, so from our proximate analysis the 
ultimate analysis may be inferred as C, 86*4 %; H, 5-2 %; HgO, 3-8 %; ash, 4-6 %. 

The calorific value of the fuel by means of the bomb calorimeter was found to be 
7280 c.H.TJ.; that of the ash, from the ash pan, was too small to be determined. 


Flue gas. CO., 11-3: 0^, 8-2, N, 80-5. 

Weight of air per lb. of fuel = = 18-67 lb. 

X 1 J. '.j 

Weight of air -hi lb. of fuel = 19-67 

Weight of ash from ash pan per lb. of fuel = 0-03 

Weight of fiue gas 19-64 

Steam formed by combustion 9 x 0-052 -h 0 038 = 0-506 


Weight of dry flue gas = 19-134 lb. 

Average temperature of flue gas =325-5° C. 

Average temperature of boiler room = 12-5 


Temperature rise = 313 0° C. 

Heat lost in dry flue gas = 19'134 x 0-24 x 313 = 1435 
Heat lost in steam = 0-506 x 740 = 374 


Total heat lost 


= 1809 


* See The Engineer, Feb. 4, 1944. 
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Feed water. 

Double strokes of pump per hr. 

Calibrated discharge per 100 double strokes 
Total discharge per hr. 

Feed temperature 

Heat in the feed per lb. of fuel above 0 ° C. — ^ 

44H 

Steam. 

Gauge pressure ^ 34 lb. per sq in. 
Barometer = 14*4 

48-4 lb. per sq. in. 
Dryness fraction ^ 0-97. 


= 1534-6 
= 236 lb. 

= 3622 lb. 
= 77° C. 

= G22 c.H.u. 


Total heat per lb. of steam = 137-7 + 0-1)7 x 515 — 037-7 c.h.u. 


Heat in steam per lb. of fuel = 637-7 x 


3622 

448 


5155 r.H.u. 


Heat account per lb. of fuel. 


Heat transferred to water = (5155 — 622) = 4533 i .ii.tr. 


Heat loss in dry flue gas = 1435 

Heat loss in steam = 374 

Unburnt carbon — 0 

Badiation = 938 


Total 


- 7280 C.H.U. 


Deductions. 


Heat transmitted per sq. ft. of beating surface per hr. in c.h.u. - 4533 x 


448 

5'JO 


= 3438. 


Fuel fired per sq. ft. of grate area per hr. 


448 

14“2 


31-6 lb. 


Evaporation per lb. of fuel as fired 
Equivalent evaporation from and at 100° C. 


3622 

448 

4533 

539 


= 8-1 lb. 


= 8-4 lb. 


Thermal efficiency of boiler 
Heat loss in flue gas 
Radiation 


4533 

7280 


= fl2-3 %. 


= ^”-®® = 24 - 9 - 
7280 

9 ^ _ 

7280 “ 


Ex. Boiler trial. (B.Sc. 1933.) 

In a test of a boiler the following data were obtained: Coal analysis dry: C, 85-2 %; 
H, 4-8 %; ash, 10 %. Gross calorific value of dry coal, 8430 C.H.U. per lb.; moisture 
content, 1-8 %. Coal consumption, 3250 lb. per hr. Boiler room temperature, 25° C., 
feed water temperature 55° C., steam pressure 180 lb. per sq. in., temperature 219-5° C., 
steam raised, 28,000 lb. per hr. The analysis of the dry flue gas by volume gave COg, 
y-i %; 0„ IM %; N,, 79-5 %. 
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The temperature of the gases in the uptake was 310° C., mean specific heat of dry 
gas 0-24. 9 

Make a complete heat balance for the trial per lb. of dry coal, based on the gross 
calorific value of the fuel. 


Steam. 


Steam temperature 

Saturation temperature at 180 lb. per sq. in. 
Degree of superheat 
Total heat in steam 
Heat in feed 

Heat supplied per lb. of steam 
Water evaporated per lb. of fuel = 

3250 


= 219'5“ C. 
= 189-5 
= 30-0° C. 

= 686 G.H.u. 

= 55 

= 631 c.H.tr. 
= 8-62 lb. 


Heat supplied to steam per lb. of fuel = 8-62 x 631 = 5440 c.H.u, 


Flue gaa. 


Air actually supplied = ^ 

= 21-83 lb. 

1 00 r32 "I 

Minimum air = - - - x 0-852 + 8 x 0-048 

= 11-55 

Excess air 

= 10-28 

Actual air supplied 

= 21-83 

Combustible per lb. of coal 

= 0-90 

Total weight of flue gas 

= 22-73 

Weight of steam — 0-018 + 9x 0-048 

- 0-45 

Weight of dry stuff 

= 22-28 

Weight of excess air 

= 10-28 

Weight of dry products 

= 12-00 lb. 


If we regard air and the products as having the same specific heat; 

Heat loss in dry products = 12 x 0-24(310 — 25) = 822. 

Heat loss in excess air = 10-28 x 0-24(310 — 25) = 703. 

Heat loss in steam in flue gas = 0-45[639 — 25 + 0-48 x 210J = 321 . 


Heat balance per lb. of dry fuel 




c.H.u. 

% 

1 

Calorific value of 1 Ih. of dry coal 

B430 

100 

2 

Heat transferred to water (thermal efficiency) 

5440 

64-5 

3 

Heat in dry products of combustion 

822 

9-75 

4 

Heat in excess air 

703 

8-34 

5 

Heat in steam associated with products 

321 

3-81 

6 

Heat due to incomplete combustion 



___ 

7 

Heat duo to unburnt carbon in ash 





B 

Heat unaccounted for 

1144 

13-58 
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1. Locomotive boiler trial. (B.Sc. 1924.) 

The volumetric analysis of the flue gases of a locomotiv^e boiler was COg, 16 %; 

rO, 2-2 %; O 2 , 1‘6 %; Ng, 81-2 %. The calorific value of the coal was 8250 c.H.U. per lb., 
and the carbon content 85 %. Weight of cinders and ash per lb. of coal fired was 0-18 lb., 
and these contained 62 % carbon. Determine the percentage of the calorific value of 
llip coal which was actually produced as heat in the furnace. 

If the efficiency of heat transmission through the tubes was 75 %, what was the 
ev aporation from and at 100° C. per lb. of coal fired? 

1 lb. of C burned to CO gives 2420 c.h.u. 

1 lb. of C burned to COg gives 8080 c.ii.u. 

Arts, 82-7%; 9-53 lb. 

2. Describe the testing of a boiler plant. 

3. Water tube boiler trial. (B.Sc. 1937.) 

The following particulars refer to a trial on a coal-fired water tube boiler; Steam 

pressure, 195 lb. per sq. in. Dryness, 0 95. Feed water per hour, 4500 lb. Coal fired per 
hour, 510 lb. Mean feed temperature, 65° C. Mean boiler house temperature, 24° C. 
Mean flue gas temperature, 390° C. Analysis of dry flue gas by volume: COg, 8-7 %; 
O 2 , 11*6 %; Ng by difference, 79-7 %. Specific heat of dry flue gas, 0-24. Analysis of 
dried coal: C, 86-1 %; Hg, 3-68 %; ash, etc., 10-22 %. Moisture in coal as fired, 2 %. 
Make out a complete heat balance sheet for the boiler per lb. of dry coal. 

Ans, Heat balance per lb. of dry coal 


Calorific value of the fuel 

8217 C.H.U. 

Heat to steam 

6125 

Heat to dry flue gas 

2146 

Heat to wet flue gas 

264 

Badiation 

- 318 


4. Lancashire boiler trial. (B.Sc. 1936.) 

In a trial of a Lancashire boiler the composition by weight of the coal fired was 

C = 86-1 %, H = 3-8 %, ash = 101 %, and the volumetric analysis of the dry flue 
gases gave COg, 10-4 %; Og, 9-3 %; %■ ^^e mean temperature of the flue 

gases was 382° C. and the boiler house temperature was 28° C., find the heat carried 
away in the dry flue gas per lb. of fuel burnt. What percentage is this of the gross 
calorific value of the fuel? Take the mean specific heat of the dry flue gases = 0-238. 

Ans. 1740 C.H.U. ; 2-1 % . 

5. Quantity of water not measured. (B.Sc. 1939.) 

The following particulars refer to a boiler trial in which it was not convenient to 
measure the water evaporated: 



Dry coal 
analysis 
by weight 


Dry fluD 
gas analysis 
by volume 

C 

84-5 

COj 

12*5 

H, 

4-5 

CO 

1-0 

S 

1-0 

Oz 

5-6 

O2 

2-9 

N, 

81-0 

Ash 

7-1 

foo-o 


loo"^ 
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Measured gross calorific value of dry coal 8250 c.H.n. per lb. Moisture in coal as fired, 
2 % by weight. Flue gas temperature, 310° C. ; boiler room temperature, 20° C. The mean 
volumetric heats of CO 2 and of diatomic gases for the given temperature range at 9-7 
and 6-93 o.h.u. per lb. per mol. respectively. The calorific value of carbon is 8080 c.h.u. 
per lb.; and of CO, 2420 c.h.u. per lb. 

Assuming a radiation loss of 7 %, draw out a heat balance for the boiler, and determine 
its efficiency. 

Am. Heat balance per lb. of fuel 


Heat supplied above 0° 

C. 

Heat leaving above 0“ C. 

Calorific value of fuel 

8250 

In boilor steam generated 

V 

Sensible heat in fuel 

? 

In dry product 

851 

Sensible heat in air 

73 

In excess air 

329 

Sensible heat in feed 

? 

In steam 

314 


8323 

In incomplete combustion 

354 


2443 

in combustible in ash radiation 

595 


5880 


2443 


5880 

Approximate thermal efficiency = 71-3 %. 


(B.Sc. Tart I, 1939.) 

6. In a boiler trial steam at a pressure of 250 lb. per sq. in. and temperature 245° C. is 
generated at a rate of 8-5 lb. per lb. of coal burnt. The calorific value of the coal as fired 
is 8400 C.H.U. per lb., and the temperature of the feed water 50° C. Calculate the equi- 
valent evaporation from and at 100° C. and the thermal efficiency of the boiler. 

Ans. 1014 lb.; 05*2 %. 

Producer gas. 

In some parts of the world, particularly in the vicinity of oil fields, large 
quantities of natural gas are available; in general, however, the gas with which 
most people are familiar is produced from the distillation of coal. Distillation, 
however, only releases the volatile part of the fuel, so that the yield of gas is 
small, and therefore the process is of no value to those wlio require as much gas 
as possible from a solid fuel; accordingly, gas producers have been developed to 
supply the large demands of steel works and gas engines, and now producers are 
being developed to supply gaseous fuel for motor vehicles in the place of petrol. 

Action of a gas producer. 

The action of a gas producer dejiends upon the depth and temperature of the 
fuel bed. This bed may be divided into four distinct zones (see Fig. 289) through 
which a flow of air and steam is maintained by the suction from the gas engine, 
or by means of a steam blower. 

The lowest zone consists mainly of ash, about 30 in. thick in a large producer 
— a depth which is sufficient to superheat the steam and air, and protect the 
fire-bars from the intense heat of the combustion zone where the carbon is burnt 
directly to COn. The presence of incandescent carbon above the combustion zone 
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rcdures the CO 2 to CO, and at the same time it liberates the hydrogen from the 
steam, some of which may combine with C to form 
C^H 4 or C 2 ll 4 - ®- 2 > COj and from the air 
supply pass upward through the green fuel to which 
they give sensible heat. This heat, together with 
heat radiated from the reduction zone, distils the 
fuel in much the same way as it is distilled in the 
pir)cluction of lighting gas. 

In addition to these major reactions several 
minor reactions take place from what may be re- 
garded as impurities in the fuel, e.g. iron pyrites 
(KeSn), (C. 1 SO 4 ), Cl, P, etc. 

Thermal actions. 

It was shown on p. 532 that chemical actions 
are always identified with the production or ab- 
sorption of heat. In the case of the gas producer 
the heat required to split up the constituents, and 
( onfer a calorific value to the gas produced, is 
ticiived fiom the fuel. 



Fig. 290. 


The primary reaction. 

If only oxygen and fuel are supplied to a gas producer, and no CO 2 is formed, 
the reaction is 


2 C + O 2 = 2 CO + 2450x2x 12 

1 1 

(1) 

58,800 c.H.u. 

16 



Fig 289. 
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for carbon in the form of coke, whereas for graphitic carbon the value becomes 
53,300. 

Alternatively, COn may first be formed according to the equation 


C + O 2 = CO 2 +I 2 X 8100 (2) 

J I 

97,200 c.H.V* 

In the presence of incandescent carbon this COg is reduced according to the 
equation + C = 2CO + Heat. (3) 


To obtain the heat evolved consider the decomposition of COg into C and Og, 
and the subsequent recombination into CO, thus: 

CO 2 +C = 2CO + Heat 

-By (2), COg + 97,200 = C -f Og 

By (1), ->2C+02 - 2CO + 58,800. 

COgH- 97,200+ C = 2CO + 58,800, 
i.e. COg + C = 2CO - 38,400 c.H.u, 

In the combustion zone reaction (3) therefore absorbs 38,400 c.n.Ti., but since 
reaction (2), in ])roducing COg, evolved 97,200, the net heat released in the 
producer is 58,800 c.h.tj. as given directly by equation (1). 

In practice it is found that a heat release of 58,800 o.ii.u. per 24 lb. of carbon 
burnt results in an abnormal temperature rise of the producer. This rise may 
cause fusing of the ash, and therefore stoppage of the air flow, and in extreme 
cases, fusing of the refractory lining and fire-bars. 

In order to avoid these troubles, to improve the thermal efficiency, and to 
produce a richer gas, the excess heat is used to generate steam which is mixed with 
the air and passed through the fuel bed, where a secondary reaction occurs 
between the carbon and steam. 


Secondary reactions. 

At temperatures between 500° and 600° C. very little superheated steam is 
decomposed, and only Hg and COg are produced according to the reaction 


C+ 2 H 2 O = C02 + 2H2 + Heat. (4) 

The resulting product is known as mixed water gas. 

Above 1000° C. water gas is produced according to the equation 

C + HgO = CO + Hg + Heat. (5) 


The mixture of gases formed by reactions (4) and (5) also interact according 


to the reversible reaction 


CO + HgO^COg + Hg, 


(G) 


and because the action is reversible 


CO X H.O . 


COgxHg 


IS constant. 


* For graphitic carbon this becomes 94,300. 
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For temperatures between 800° and 1400° C. a sample of producer gas would 
reveal that the ratio has a value lying between 1 and 2*5, the quantities being 
by volume. 

Because the rate of the reversible action falls off with a reduction in tempera- 
ture the CO formed near the tuyere is only partly converted into COg on its 
passage through the carbon. Were it not for this the producer would not operate. 

Small quantities of CH^ are also present in producer gas and may be derived 
from the volatile constituents of the fuel, or through the reaction indicated by 

the equation 3C + 2H,0 = CH 4 + 2 CO + Heat. (7) 


Heat quantities involved in the secondary reactions. 

In suction gas producers, fuel and water are supplied for gasiii cation, and 
therefore the fuel must suj)ply sufficient heat to decompose the water. Now by 
the conservation of energy this heat of decomposition must equal the heat of 
combination when hydiogen is burnt to form water, thus: 

2H2-t-02 = 2H20-b 4x34,500 (8) 

I ! 

I 

138,000 C.H.IJ. 

The higher calorific value is used, because we assume that the products are 
condensed, whilst in the reversed oj)eration. performed in the producer, water 
is sup])lied and not steam. If steam is supplied, the heat quantity is 115,000 c.ii.o. 

Applying the results of equations (2) and (8) in order to obtain the heat 
absorbed by reaction (4), we have 

By (8), C -h 2H2O = C02-f2H2 + Hcat 


By (2), 


21126 + 138,000 = 2H2 + 62 


C+ 02+2112= C'02+97,200 + 2H2 

I I I I 


Hence an addition of 138,000 c.H.u. to the constituents C + 2H2O wiU produce 

CO 2 + 97,200 + 2 H 2 . 

»So the net heat involved is 

C + 2H2O + 138,000 = CO2 + 2H2+ 97,200, 

‘p C + 2H20 = C02+2H2-40,800. (9) 


Alternative solution. 

But 

and 


C + 2H2O = CO2 + 2H2 + Heat. 
2H2O = 2H2 + 02-138,000, 

C + O 2 = 002 + 97,200. 


36 2 
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Adding these equations together gives 

C + Oj + 2H2O = 2Hjj + Oj, + CO2 - 40, 800, 

C+2H2O = C02 + 2Ha- 40,800. 

Hence this reaction absorbs 40,800 c.ii.u. per 36 lb. of water converted into Hj. 
By equation (5), 

2C + 2H2O = 2CO + 2H2+Hcat 

I 

By (8), 2H2O + 138,000 = 2H2 + O2 

By (1), 2C + 02 + 2H2 = 2CO + 2H2+ 58,800. 

2C + 2H2O + 138,000 = 2CO + 2H2 + 58,800, 

i.e. C + H20 = CO + H2- 39,600 C.II.U. (10) 

So that reaction (5) absorbs 39,600 c.h.u. per 18 lb. of water converted. 

To obtain the heat absorbed by reaction (7) we must first obtain the lieat of 
formation of the CH4, thus : 

CH4 may be formed according to the reaction C+ 2H2 = CH4 + Heat. We also 
know that the calorific value of CH4 per lb. is 13,300 c.h.u. 

.-. CH4 + 2O2 = C02 + 2H,0 + 16 X 13,300 

I ! 

I 

213,000 

By (2), C + O2 = CO2+ 97,200 

I i 

By (8), 2H2 + O2 = 2H2O + 138,000 

CH4 + 2O2 = C + 02-97,200 + 2H2+02- 138,000 + 213,000, 
i.e. CH4 = C + 2H2- 22,200. (11) 

By (7), 3C + 2H20 = CH4 + 2C0 + Heat 

By (8), 2H2O + 138,000 = 2H,'+ O2 

] 

But by (1) and (11), 

3C + 2H2+O2- 138,000 = CH4+2CO + Heat. 

C+2H2 + 2C + O2 = CH4 + 22,200 + 200 + 58,800. 

30 + 2H2O + 138,000 = OH4 + 2OO+ 81,000, 

3C + 2H20 = CH4 + 2CO - 57,000. 


whence 


( 12 ) 
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Alternative solution. 

r02 + 2H20 = CH4 + 202-213,000 
COg + C = 2CO - 38,400 

2C + 2O2 =2CiX + 194,400 

Atlcling 3C + 2C02 + 202 + 2H2() = rH4 + 202 + 2C0 + 2002-57,000, 
1 e. 3C + 2H2O = CII4 + 2CO- 57,000. 


The weight of water required per pound of carbon when water gas is 
produced. 

If we assume that radiation is su])pre&sed, the producer is at its operating 
tenipeiature, and that the gas produced, in raising the steam, is reduced to n.t.p. 
condition, a thermal balance must exist betiveen the equations 


20 + 0, = 2CO + 5K,hOO (13) 

and C + H^O = CO + H2-39,C00. (14) 


To eflect this balance equation (14) must be multiplied Uirough by 


58,800 

39,000 


1-483, 


1 e. 1-4S3[C + H20J = l-483[CO + H2l - 58,S00. (15) 


Oil adding (15) to (13), the total C is 12(2+1*483) and the water supphed is 

1 -Is.l X 1 8. 1-483 X 1 8 

Water per lb. of C = = 0-639 lb. 

^ 3-483x 12 


111 a^ ei age practice, fur every 5 lb, of carbon consumed, 4 lb. are burned by air 
.mil 1 11). is burned by steam. The steam has to be carried into the producer by 
the air. vhich can take up moisture in definite quantities according to the tem- 
]iei<itin e of the air.* For the proportions given the air temperature would have to 
he SO f. The actual steam supply dejiends on the type of producer and the fuel 
ind upon whether or not a steam blower is used to force the air through the fuel 
‘led. 


The weight of water required per pound of carbon when mixed water 
gas is produced. 

If ammonia is to be recovered from the gas a much larger proportion of water 
must he supplied, and the COg content of the gas will be great, because of the low 


temperature of the producer. The reactions will be 

2C+02= 200 + 58,800, (16) 

C + 2H2O = C02 + 2H2-40,800. (17) 

* See p. 202. 
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For thermal equilibrium between (16) and (17) equation (17) must be multi- 
plied ^Q gQQ = 1'44, and on adding this new equation to (16) we have the total 

C = 12(2 + 1'44) and the total weight of Tvater is 36 x 1-44. 

*^6 y 1 -44 

Water per lb. of C = ; , " = 1-256 lb. 

12x3-44 


The advantage of using a large quantity of steam is that the gas mains may be 
smaller, an important consideration in steel works, and the clinker is kept soft 
and porous. The disadvantages are high initial cost of the producer plant, the 
difficulty of removing excess steam from the gas, and the high CO 2 and Hg content. 


Ex. Gas producer. (Junior Whitworth 1938.) 

When CO2 passes over red-hot carbon the dioxide is reduced to CO. How much heat 
is lost per lb. of CO2 in this reaction ? 

The calorific value per lb. at constant pressure of carbon burning to COg ia 8100 c.ii.u. 
and burning to CO it is 2416 c.h.it., and CO burning to COg it is 2436 c.n.u. Show that 
the heat lost may later be gained when the CO burns to CO2 in another part of the 

C + 02= COj, +8100x12. (1) 

2C + 02 = 2C0 +2416x24. (2) 

2C0 + 02 = 2C02+ 2436x66. (3) 

Reaction required: ^ 2CO + Heat. (4) 

Substituting for COj from (1) in (4), 

C+O2-8100xl2 + C = 2CO + Heat, 

i.B. 2C + 02-8100x12 = 200 + Heat. (5) 

By (2) in (6) 200 + 2416 X 24 - 8100 X 12 = 200 + Heat. 

Heat = 12[2416x2-8100J = 12[-3268]. 

Heat per lb. of OOj = x 3268 = 892 C.H.n. 


When CO burns to CO2 reaction (3) is followed: 

2CO + O2 = 2CO2 + 2436 X 56. 

I I 

By (4), CO2+C — Heat 

COa + C + O2 - Heat = 2002 + 2436 x 56, 

! ^1 

I 

By (1), CO2 + 8100x12 -Heat = 002 + 2436x56, 

12[8100 - ( - 3268)] = 2436 x 56. 

This is satisfied, hence the heat is returned. 
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Ex. Gas producer. (B.Sc. 1933.) 

In a suction gas producer, determine the weight of steam which must be admitted 
with the air per lb. of carbon huriied in the producer for maximum thermal efldciency. 
\.ssume water supplied at 1 8° C. and evaporated into steam at 100° C. and the secondary 


reaction in the producer is HjO + C = Hj + CO. 

t.V. of C to CO = 2450 C. ii.tr. per lb. 
c.v. of H = 29,050 r.H.tr. per lb. 

Reartion (1), H 2 O + C = H 2 + CO + Heat. (1) 

2H, + 02 = 2H,0 + 4x2.9,050. (2) 

2C+0, = 200 + 24 x 2450. (3) 

K™.ing equation (2), 2H.O + 4 x 29,030 - 2H,+0, (4) 

Adding (3) and (4), 


2C + Oo + 2 H 2 O + 4 X 29,050 = 2(^0 + 24 X 2450 + 2 H 2 + Og. 

2C + 2H,0 = 2CO-^2H2 + 24x2450-4x29,050. 

H.,0 + C = H2 +00-28,750, (5) 

i.e. heat required per lb. of earboii burnt 

= =239oc.h.tj. 

Heat to evaporate water 

= (100- 18) + 539-3 = C21-3 c.iltj. 


The primary reaction is 20 + 00 = 2^0 + 24 x 2450 = 58,800. 

Secondary reaction is given by equation (5) and absorbs 28,750 c.h.tt. per 18 lb. of 
steam, which requires 18 x 621-3 = 11 J80 c.H.u. to generate it from water. 

Total heat required = 39,930 c.H.u. 

The primary action releases 58,800 c.H.u. 

58 800 

Steam to absorb this heat = x 18 = 26-52. 

rx, 12 

Total carbon consiimod = 26-52 + 24 = 41-68. 

J 8 

Water per lb. of C = = 0-63 lb. 


Efficiency of a gas producer, the composition of the gas produced and its 
calorific value. 

Find the maximum efficiency of a suction gas producer, the composition of the gas 
produced, and its calorific value per cu. ft., assuming that the fuel is carbon and that 
only dry air is supplied. Given that 1 lb. of Hg occupies 178-8 cu. ft., that the calorific 
value of CO is 342-4 b.t.u. per cu. ft., and that the calorific value of 1 lb. of carbon is 
14,540 B.T.U. 
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What is the effect of admitting ateam in addition to air (a) on the working, (6) on the 
efficiency of the producer] 

With air and carbon the reaction is 

70 70 

2C+0,+-2;N, = 2C0+-jN,. 

One mol of Hg displaces 2 x 178-8 = 357-6 cu. ft. at n.t.p. 
c.v. of CO per mol = 357-6 x 342-4 b.t.u. 

One mol of gas is produced from 12 lb. of carbon, the c.v. of which is 14,540 b.t.u. 

Hence the efficiency of the producer = 2 x 1 4^54 0^ ~ ^ 

The composition of the gas by volume is 

CO 2 34-7 % 

79 

N, 65-3 

Total = 5^1 100 0 % 

The calorific value of the producer gas per cu. ft. 

= 0-347 X 342-4 = 11 8-8 b.t.u. per cu. ft. 

The effect of adding ateam is to reduce the nitrogen content of the gas, to improve 
its calorific value, and, apart from radiation losses, and the sensible heat in the gas, 
the efficiency of the producer may theoretically be raised to 100 %. The W'orking of 
the producer is also improved, since steam causes the clinker to become soft and 
porous. 

To obtain the N.T.P. volume of producer gas per pound of fuel, given the 
analysis of the fuel and that of the gas. 

Let the gravimetric analysis of the fuel be 

C + H + O + N + S + HgO + Ash = 100%. 

Let the volumetric analysis of the producer gas be 

CO2 + O2 + CO + H2 + C2H4 + CH4 -f N2 = 1 00 %. 

In one mol of the constituents COg, CO and CH^ there are 12 lb. of C, but in 
C2H4 there are 24 lb., hence the carbon per mol of gas 

= -/o(3(00, + CO + CH, + 2aH,). (1) 

Let CJ, be the percentage carbon actually burnt per lb. of fuel, i.e. 

Cfj 100 = C — Carbon lost in ash — Carbon lost in soot and tar. 

Then mols of gas formed per lb. of fuel 

The volume of this gas referred to n.t.p. condition 

C,, X 358 

^ 1 2 (COa + CO +'CH^+2C,HJ 


cu. ft. 


( 3 ) 
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Ex. If the analysis of a fuel used in a gas producer was C = 73 %, Oj = 5-5, Hj = 5 %, 
X, = 1-2, S = 1 %, H^O = 4 %, ash = 10-3 %, and the analysis of the gas produced 
CO, = l-5 %, Oj = 0 %, CO = 20-5 %, H, = 12-5 %, = 0-5 %, CH« = 3-2 %, 

Xj = 53 %, find the volume of gas produced per lb. of fuel if 5 % of the carbon is 

„„P„„.amed. 0-95x73«358 ,, , , 

™"'"' - 12 (7.5 + 20.5T3.2+27051 " «• 

To obtain the volume of air required per pound of fuel, 

28N 

Per mol of gas produced, the mass of Ng is Ih. 

By equation (2), p. 568, the mols of gas produced per lb. of fuel are 


12(C02 + CO + CH4 + 20,H4)‘ 

One pound of Ng is associated with lb. of air. 

Qxr V 

'■ - frvilico^m-.y M.+dCiH.)"*- 

Since llie equivalent molecular weight of air is approximately 29, then the 
^ olunic of air, at n.t.p. per lb. of fuel, 


19 X 77 


358r;, 

_12(C()2+('0 + CH4 + 2('2HJ_ • 


Applying this result to the jjrcvious exami)le, the volume of air 


28x58 
29 X 77 


X 64-2 = 46-6 cu. ft. 


To obtain the weight of steam decomposed per pound of fuel. 

Ter mol of gas produced there are 


2H, + 4C,H. + 4CH, 


ilb. ofHj. 


By equation (2), p. 568, the mass of Hj per lb. of fuel 

_ _ (2H2 + 4 CH4)q, 

lOOx 12(002+ CO + CH4 + 202HJ' 

But each lb. of fuel contains F Hg — lb. of free Hn. 

100 1_ o _| 

.'. Hj from the decomposed steam 

_ 1 r_(2H2 + 4C2 H4+4CH 4) C,_J 02\-i 
~ lool 12(C0,+ C 0 + CH4 + 2C2H4) \ ^ a/J' 
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Steam per lb. of fuel 


(2H,+4C,H, + 4CH4)C, 
12(002+ CO + CH4 + 2C2H4) 



Applying this result to the previous example, 
■(2x 12-5 + 4 X 0-5 + 4 X 3-2) X 0-95x73 


0-09 


"(2 X 12-5 + 
_ ‘12 (7- 


5 + 20-5 + 3-2 + 2x0-5) 


-( 5 -^)] =0-255 lb. 


Types of gas producers. 

There are three main types of gas producers, although there are innumerable 
varieties on the market which differ only in detail. The main types are 

(1) The suction producer. 

(2) The pressure producer. 

(3) The contra-flow type. 

(1) The suction producer.* In this producer, which is illustrated in Fig. 2!)1, 
the suction of the engine creates a flow of steam and air through the fuel bed. 



The producer consists of a cylindrical shellt of mild steel or cast iron that is 
lined throughout with fire-brick. An annular space is frequently left between the 

• Due to Beimier developed in France 1894. 

t A cylindrical shape is beat because it is stronger, is free to expand, and there are no 
comers in which fuel or clinker can lodge. 
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fire-brick and the casing for the passage of steam and air which is thereby pre- 
heated, and the loss from radiation is reduced in consequence. 

On the top of the generator is a hopper having a double closure device; so 
that fresh fuel may be supplied without interfering with the operation of the 
producer. A conical bell makes a gas-tight seal between the hopper and the 
generator, and in addition this bell distributes the fuel evenly and may be used 
for ramming it into the generator. 

To avoid an unnecessary increase in suction resistance on the engine the hoi)per 
is made to project into the generator, and is often surrounded by an annular ring 
V'hich forms the steam boiler. 

At the base of the generator are: a valve for controlling the supply of steam and 
air, a fire-grate, a hand hole for the removal of ash and a water-cooled ash pan. 

A blower is provided for starting the gas producer, and, during the starting 
period, the products of combustion are blown to waste through the starting cock. 

As a protection for the engine, the producer gas is passed through a scrubber 
which removes tar, dust, and ammonia. 

In its simplest form the scrubber consists of a tall cylinder filled with coke 
through which percolates a stream of water. Where space considerations are 
important rotary scrubbers are employed. 

In this type of scrubber the gas is passed through a fan into which is injected 
a fine spray of water. 

(2) The pressure producer. The type of gas producer most generally used 
in stool works for firing reverberatory furnaces is the improved Siemens type, a 
sketch of which is shown in Fig. 292. 



The generator and hopper are similar to those employed on the suction gas 
producers, but as a rule they are considerably larger and the fire-grate is dispensed 



572 Combustion 

with to allow the removal of ash from the water bosh, or ash pan, without inter- 
rupting the operation of the plant. 

Since the air is forced into the producer by the steam jet, which is under con- 
siderable pressure, the annular boiler and blower of the suction producer are 
absent. On the top of the producer four or six poking holes are provided to give 
access to the whole hearth, and particularly the sides of the producer where 
clinker i^ liable to adhere. 

Sight holes communicate with the combustion zone so that the man on watch 
may keep this zone under observation. Cleaning doors are also provided at about 
this level for the removal of large masses of clinker, and for starting the producer. 

No scubber is provided, since, to produce a high furnace temperature it is 
essential that the gases enter the furnace at a high temperature, and because of 
the necessity of a luminous flame to produce a maximum radiation, the distil- 
lates are carried in suspension by the gas. 

(3 ) Producer for volatile fuels . Soft woods and lignite yield great quantities 
of distillates which would be lost in the scrubber if the gas were employed for a 
gas engine. To avoid this, it is customary to blow the rlistillates down to the com- 
bustion zone, where the tar is burnt to increase the release of H 2 from the steam 
which, following normal practice, isforcedupwardthrough the partially burnt fuel. 

Since the gas outlet from the producer is immediately above the combustion 
zone the gases leave at a considerable tem])erature, and, with the object of con- 
serving the heat in the gas, a water tube boiler is placed on the gas outlet. 

(4) The Crossley gas producer for bituminous fuel . The name bituminous 
refers to fuels which burn with a yellow flame resembling that of bitumen. It 
is to the large proportion of volatiles in this fuel that the colour is due, and 
although this flame is an asset in boiler work, yet volatiles cause trouble in some 
producers through the deposition of tarry matter on the cool surfaces with which 
they come into contact. 

Messrs Crossleys obviate this difficulty by placing the steam boiler near the 
combustion zone and providing a water spray in the vertical pipe (1), whereby 
heavy deposits of tar and dust are washed into a sump. 

The gas then passes up through a layer of wooden laths through which descends 
a shower of water from the coke above. 

Tar vapour* is remarkably difficult to remove completely from a gas, and 
possibly the only method is by means of the Lodge- Cottrel process. 

The centrifuge, used by Crossleys for this purpose, it is claimed, will reduce 
the tar content to trouble free proportions, and is a much simpler and cheaper 
device than the Lodge-Cottrel separator. 

To render the operation of the producer continuous the grate is dispensed with, 
and the ashes are allowed to accumulate on a water sump which forms a gas seal. 
The ashes are removed from this water lute at the convenience of the man in 
charge. 

* Generally speaking the down-draught producer is the beat solution for the tar problem, 
but much still remains to be done. Apart from tor removal its association with water makes 
it unsaleable and this raises the problem of its disposal. 
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Fuel. 

Gas producers can be designed to convert any kind of carbonaceous material 
into gas, but if high quality gas and economical production are required, a good 
quahty fuel must be burnt. 

For gas engines, because of its high carbon content, absence of caking, and small 
percentage of ash, and moisture content, anthracite is preferable to all other 
fuels. 

For open-hearth steel furnaces a high-grade bituminous coal yields a highly 
luminous gas that intensifies radiation from the roof of the furnace. 

The general requirements of a good fuel are: uniformity of size, freedom from 
raking, ash less than 5 % and having a high melting point, sulphur less than 1 %, 
fixed carbon about 50 %, and volatiles about 30 %. 

Working the producer. 

The main factors to be observed in operating a juoducer are temperature, the 
supply and distribution of the fuel, and the breaking up and removal of the 
clinker and ash. 

An estimation of the temperature may be obtained by inserting a poker through 
the top of the jnoduccr, allowing it to become thoroughly heated, and then 
observing the colouring on it when it is ra])idly withdrawn. White lights in the 
j)roclucer indicate too high a temperature. This may be corrected by increasing 
the steam supply. Saturated air at 50° C jproiJm-es the richest gas. The forma- 
tion of clinker is the worst feature in working a producer, but it may be reduced 
by sup])]ying steam in correct amount, and properly distributed. 

As in the case of boilers dry fuel should be su])])lied regularly in small amounts, 
and the surface of the fuel should be ke])t level so that the resistance of the fuel 
hed to air flow is uniform throughout; otherwise the fire will be blown into holes. 
If this happens the ash may melt and choke the adjacent air passages, and 
thereby aggravate the trouble; also the COg content of the gas will be increased, 
Liiid the tem])erature of the gas may rise to such an extent that the hydrocarbons 
decompose and cause a deposit of soot in the gas pipes. 

The best results are obtained from a producer when the COg content is about 
4 % and the temperatures approach those indicated in Fig. 289. 

Proportions of a gas producer. 

The chief factor controlling the output of a gas producer is the grate area, on 
one square foot of which 20 lb. of high grade fuel may be burnt per hour. 

The combined depth of the combustion and reduction zone depends on the 
size of the fuel used, and varies from 30 in., for 1 in. anthracite, to 60 in. for run 
•d mine 4 in. bituminous coal. 

The distributing bell should be part of a 90° cone having a base one-sixth the 
diameter of the grate, whilst the gas pipe should have an area ofj^ that of the 
grate and the poker holes should be about 2 in. bore. As a protection for the gra^^ 
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and to provide sufficient depth for superheating the steam, the ash zone should 
be from 2 to 3 ft. thick. 

In the case of pressure producers the with the central tuyere gives the 
best results and it should be provided with a steam nozzle that will pass I lb. of 
steam per lb. of fuel burnt and carry with it 3 to 4 lb. of air. 

Direct gasification of coal. 

A one inch cube of coal has a surface area of 6 sq. in., and weighs f oz. When 
pulverised so as to pass through a 200 mesh sieve it may be regarded as split into 
64,000,000 cubes with a total surface area of 2400 sq. in., and each particle of 
fuel weighs 0-000000012 oz. In this state the fuel will flow like a fluid and costs 
but 0-59 pence per gallon. 



The great increase in surface area and reduction in bulk enables the fuel to be 
gasified in a very short time, provided it is exposed to a highly heated atmosphere 
containing oxygen. In coal dust engines the fuel is injected directly into the 
cylinder as with Diesel engines. Alternatively, it may be passed through a gas 
generator, similar to the one shown in Fig. 294, and emerge as a gas, which, after 
filtering, can be used in an engine. 
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The generator is maintained at a high temperature by gas which is burnt, by 
surface combustion, within the porous bricks; the high temperature products and 
excess air pass downward through the refractory tube, where the pulverised fuel 
is gasified. 

A tube 3 in. bore and 15 in. long is sufficient to supply a hundred h.p. engine, 
but the refractory tubes are hable to crack, and an exact balance between the 
fuel and air supply is difficult to achieve. 


EXAMPLES ON GAS PRODUCERS 

1 . What type nf casing would you use in a producer to burn coke, and supply a 50 H.P. 
engine? Would you make any modification to the fire door for this fuel? 

2. For what type of fuel is the pressure producer especially suited, and why is it not 
generally employed for power production? 

3. Wliat is the object of a scrubber in a gas plant, and what t3^e should be employed 
where water is scarce and the gas output large? Give reasons. 

4. What is the object of supplying steam to a gas producer? Give the reactions that 
occur, and state on what the predominance of one or the other reaction depends. 

5. Enumerate the types of steam boilers used in suction producers. Which do you 
consider the best, and how is the rate of evaporation varied? 

6. How is a suction gas plant rated, and what factors determine the dimensions of the 
generator for a given h.p. ? 

7. What is the guiding principle in operating a gas producer? How docs this principle 
account for a gas producer’s upper and lower limit of output? 

8. In the operation of a gas producer, what is the purpose of the steam, and how is it 
introduced in the common types of suction gas producers? 

(I.M.E. 1930.) 

9. Describe, with sketches, the construction, and explain the principles underlying 
1 lie construction, of any gas producer with which you are famdiar. State approximately 
the calorific value of the gas produced. 

(B.Sc. 1936.) 

1 0 . The fuel used in a gas producer had the following composition by weight when dry : 
76 Og, 5-9 %; H, 6-4 %; ash, 12'7 %, and the volumetric analysis of the dry 

I'lnduccT gas gave CO^, 7-4 %; 0„ 0-3 %; CO, 20-6 %; 12-4 %; CH,. 3-1 %; (by 

iliirereiife), 56-2 %. Assume that the cinders contained no unburned carbon, find 

(а) The cubic feet of dry producer gas per lb. of dry fuel. 

(б) The cubic feet of air supplied per lb. of dry fuel. 

Both values to be reduced to 15“ C. and 14-7 lb. per sq. in. 

Arus. (a) 77 cu. ft.; (b) 54-85 cu. ft. 
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(B.Sc.) 

11 . Calculate the weight of air and steam which should be supplied per lb. of carbon 
in a suction gas plant, assuming that no CO 2 is formed, and find the theoretical volumetric 
analysis of the gas produced. One pound of burnt to H 2 O gives 34,000 c.H.u. and one 
pound of C to CO gives 2420 c.H.u. 

Ans. 3-3 lb.; 0*64; CO, 39-6%; Hg, 16-9%; Ng, 43-4 %. 


(B.Sc. 1940.) 


12 . In a gas engine producer plant the volumetric analysis of the producer gas and 
of the exhaust gas were as follows : 


CO H 2 
Producer gas % 20 5 12-5 

Exhaust gas % — — 


CH, C 2 H, CO 2 
3-0 0-5 7-5 
— — 10-7 


O2 N2 
0-2 55-8 

8 3 81 0 


Find (a) the chemically correct volumetric air fuel ratio for the producer gas; 

(6) the percentage excess air supplied to the gas engine. 

What do you understand by the term “cold efficiency of a gas producer”? 
^715. 1132 to 1; 107-3%. 


Cold efficiency = 


Calorific value of the gas produced per lb. of 

fuel if the gas is at n.t.p. 
Calorific value of the fuel 


By considering the gas cold, the sensible heat which it possesses on leaving the 
producer is excluded, otherwise the efficiency would bo almost 100 %. 


BIBLIOGRAPIIY 

“The Operation of Gas Producers.” FhpI Efficimcy Bulhtin, no. 44 (1946). 

British Standard TpsI Code for Gas producers, no. 995 (1942). British Standards Institution 
“Some observations on producer gas power plant.” Proc. Inst. Mech. Eng. vol. i, p. 97 
(1922). 

“Tests on transport producer gas units”, for further bibliography. Proc. Inst. Mech. Eng. 
vol. oxLix, p. 34 (1943). 

“The Efficient Use of Fuel.” H. M. Stationery Office. 



CHAPTER XVU 


INTERNAL COMBUSTION ENGINES 
(1) THE GAS ENGINE 

Historical. 

The idea of an explosive engine was first advanced in 1680 by Huygens, who 
experimented with a gun^iowder engine. The gunpowder was used to expel air 
from a cylinder, so as to derive mechanical energy from the partial vacuum 
created when the products of combustion contracted on cooling. 

In 1794 Street patented an engine which ran on a mixture of turpentine and 
air. The engine resembled beam engines of that time, and after evaporation of 
tlie turpentine a flame was apj)lied to a touch hole so as to ignite the explosive 
mixture and drive the piston upwards. 

The discovery of coal gas and hydrogen caused inventurs to recognise the 
possibility of using a mixture of gas and air for the develoj)ment of mechanical 
power, and between 1794 and 1838 Lebon, Cecil, Brown, Wright and Barnett 
were each responsible for engines with certain characteristics. 

To Barnett is due the discovery of the flame igniter, whereby the touch hole 
was controlled by a valve so as to permit compression of the explosive mixture. 

During the next twenty years many engines were patented, but it was not 
until 1860 that a really jiracticablc engine was developed by Lenoir. By this 
time the steam engine had been firmly established, so that it was natural that 
the Lenoir engine should closely resemble a steam engine of that time. 

A model of the Lenoir engine is on view in the Science Museum, South Ken- 
sington. The water cooled cylinder is 5^ in. bore by 8^ in. stroke, and it is double 
acting with an external crosshead. Gas and air were admitted to each end of the 
cylinder by eccentric operated slide valves, which made the engine remarkably 
silent, a feature which did much to make it popular. In operation gas and air 
w ere admitted to half stroke when the valve closed, and the charge was ignited 
by an electric spark provided by a coil. The pressure rose rapidly to about 
lb, per sq. in., after which expansion continued to the end of the stroke, 
when tlie burnt gases were released. The engine consumed 95 cu. ft. of gas per 
X H.p. liour, and on this basis its thermal cfliciency was 6 %. Large quantities 
of cylinder lubricant were used by the engine. 

The Hugon engine was similar to the Lenoir, but of better mechanical con- 
struction, and ignition was effected by a gas flame. 

In 1867 Otto and Langlen exhibited their famous free piston engine at the 
Baris exhibition. The engine consisted of a vertical cylinder open at the top, 
and contained a heavy piston which was coupled, by means of a chain, to a rachet 
wheel. The explosion of a charge beneath the piston drove it rapidly upward, so 
that a partial vacuum was formed in the cylinder. This vacuum, combined with 
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the weight of the piston, did mechanical work on the downstroke of the piston. 
A gas consumption of half that of the Lenoir engine was realised, but, as will be 
appreciated, the engine was very noisy and was later replaced by the silent 
type of Otto engine, which, with its trunk piston, resembled a single-acting 
steam engine. This was the first practical application of the four-stroke cycle, 
and is in general use, even at the present time. 

The Otto four-stroke gas engine. 

This engine operates on the ideal air cycle described on p. 73, although heat 
is Bupj)liBd by chemical action within the cylinder instead of from an external 
source. The practical realisation of this cycle is shown in Fig. 295. 

On the charging stroke, with both air and gas valves open, the outward motion 
of the piston induces a charge of air and gas into the cylinder. Just prior to the 
return of the piston all the valves are closed, and the charge is compressed. 

At the end of the stroke the compressed charge is ignited, so that a rapid rise in 
pressure results, and the piston is driven forward to the end of the expansion stroke, 
when the exhaust valve opens. On the return stroke the products of combustion 
are expelled, and afterwards the cycle is repeated. Up to about 100 horse-power 
per cylinder the four-stroke cycle is the favourite with gas-engine designers.* 
For higher powers, especially where a supply of waste gas, of low calorific value, 
is available, the double-acting two-stroke engine had been develoi)ed, and it 
resembles very closely the uniflow steam engine (see p. 239). 

With gas of high calorific value a serious difficulty arises from the cooling of 
the piston and its rod, and maintaining gas tightness of the stuffing box. In these 
circumstances, therefore, the multicylindcr four-stroke has been prefeired to the 
double-acting two-stroke, in spite of the extreme mechanical simjdicity of the 
two-stroke. 

Kbrting Brothers of Hanover have made a large number of successful double- 
acting two-stroke engines for using blast-furnace gas, and with the development 
of the double-acting two-stroke Diesel engine, for marine propulsion, it appears 
that symmetrical design of castings, suitable materials, and oil cooling of the 
piston and rod have been responsible for removing the major difficulties common 
to double-acting internal combustion engines. 

Comparison between two- and four-stroke engines. 

Four-stroke. The cylinder can be completely exhausted of the products of 
combustion. 

More time is available for the removal of heat. 

Economical on lubricating oil. 

* Nearly all the early oTi|;rinos were two-strokn engines, but Sir Diigaltl Clerk was the first 
man to develop, in 1880, a practical two-stroke engine using compression, and the modem 
two -stroke engine differs very little from Clerk's. 
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Two -stroke. Simple mechanical design. 

Improved turning moment and lighter flywheel. 

No valves to give trouble. 

Easily reversed. 
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A certain amount of fuel escapes through the exhaust port prior to compression. 
Although there are twice as many working strokes compared with the four- 
stroke, yet the power developed from an engine of equal capacity is little more 
than that developed by the four-stroke. 


37-2 
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On heavy loads the engine overheats, and on light loads running is erratic, 
due to contamination of the weak charge with residual exhaust products. 

The exhaust is noisy, and the engine is more temperamental than a four-stroke. 

Ignition. 

It has already been stated that the first engines had electric ignition; later a 
flame was passed over a “touch hole” in the cylinder wall, and the charge was 
ignited in the same way as the ])owder in a cannon. 

Next we have hot tube ignition, which was important, since it laid the founda- 
tion for semi-Diesel engines. 

Products of 
Combustion 
FROM Burner 

Porcelain 
iGNmoN Tube 

Adjustable 
Burner Tube 

Products or 
Combustion from 
Previous Explosion 


Gas Supply 


Fig. 296. 

In the tube method of ignition a porcelain tube is heated to redness, at about 
the middle of its length, by a bunsen burner, the flame of which is shielded by a 
tube. Normally the porcelain tube is full of burnt gas, but on compression the 
explosive mixture forces this gas towards the closed end of the tube. Immediately 
the explosive mixture makes contact with the red-hot portion of the tube it is 
ignited, and a flame shoots into the cylinder, thereby igniting the remainder of 
the charge. 

The j)eriod at which ignition occurs is adjusted by moving the burner along 
the tube. 

For constant load the method has proved very reliable, but it is difficult to 
adjust precisely the time of firing the charge, and the tubes frequently fracture 
on starting the engine. 

Thermally the method is as efficient as a magneto, but obviously it cannot 
be applied to an engine unless the gas supply to the burner is under pressure. 

There are a variety of forms of electric ignition, but the one in most general 
use on gas engines is the Low-tension magneto.* This machine is virtually a 
* R. Bosch of Stuttgart developed the low-tension magneto in 1897. 




Internal Combustion Engines 581 

small alternator, but instead of the armature being revolved continuously it is 
flicked by a spring release gear at the instant a spark is required. The current 
generated is conveyed to a small switch inside the engine cylinder (see Fig. 297), 
which is opened by the same mechanism that releases the spring-loaded armature 
of the magneto. 

Although a considerable voltage is required to bridge an air gap, particularly 
A\ hen the air is under pressure, yet once a flow of current is established the voltage 
may be considerably reduced. In this mechanism the flow of current is established 
by keeping the switch closed during the initiation of the current. Once the 
flow is started the opening of the switch causes a spark so that a cheap easily 
insulated system of ignition results. 



The magneto trip gear of course irai)Oses a definite limit on the speed of the 
engine, and w^hen starting a cold engine condensation sometimes occurs on the 
^vMteh, and causes a short circuit. This can be avoided by the simple expedient 
uf heating the switch, prior to starting the engine. It should be observed that, 
Miice the magneto generates an alternating current, it should be so timed that 
the highest e.m.f. occurs when the contact points of the ignition switch are 
sejiarating. This position is indicated by a mark on the end of the armature shaft. 
Further, since the e.m.f. is small, good electrical connections arc imperative, and 
l^articular attention should be paid to the earth return through the base of the 
magneto. 

Governing of a constant speed gas engine. 

Since, on the four-stroke cycle, there is but one power stroke in two revolutions, 
a heavy flywheel is necessary on single-cylinder engines to maintain the speed, 
oil constant load, reasonably constant. 
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When the load varies the gas supply to the engine must be varied in order that 
the power developed by the engine may keep in step with the load. This is known 
as governing the engine, 

There are two main methods of governing a gas engine. The Quality method 
in which the ratio of air to gas is varied, and the Quantity method in which 
the ratio is maintained constant per working stroke but the quantity supplied, per 
unit time, depends upon the power required. 

The simplicity of the governor required by the latter method commends it 
for USB on small engines where a hit-and-miss governor is employed. 



A simple form of this governor is shown in Fig. 208, where the end of the valve 
rocker, instead of actuating the gas valve directly, does it through the medium 
of a spring-loaded inertia weight which is pivoted to the end of the rocker. On 
an increase in speed the inertia weight lags behind the rocker against the 
resistance of spring A, and thereby disengages the pecker from the valve spindle. 
On this account the gas valve remains closed, and in consequence a working 
cycle is missed. 

With large engines, to miss a complete cycle would be rather drastic, and 
would cause considerable fluctuations in speed. On this account the pecker 
block is arranged to alter the lift of the combined gas and air valve by varying the 
leverage of the actuating links. 

For an abnormal increase in speed, the fuel supply is cut off entirely, by the 
pecker moving off the face of the operating lever; see Fig. 299. 

In the Crossley gas engine governing is effected, as in the previous case, by 
varying the lift of the combined gas and air valve, this variation being produced 
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by altering the position of the fulcrum on the valve rocker by means of an enclosed 
centrifugal governor (see Fig. 300). 

The gear results in graduated impulses being given to the engine, so that speed 
control is within very narrow limits. 



Lever 


Fig 2i)9. 



Fig 300. 


Fig. 301 compares the indicator diagrams obtained from an engine fitted with 
a governor, as shown in Fig. 298, with those obtained from a Crossley governed 
rngine. In both cases the mixture strength remains the same, but the quantity 
lb varied. 
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Since it is important in two-stroke engines that the cylinder is completely 
scavenged at the end of the expansion stroke, quality governing is usually applied 
in this case, since little restriction is placed on the quantity of air used, and the 
higher compression, which accompanies a completely filled cylinder, facilitates 
combustion. Against this, of course, must be placed the difficulty of igniting and 
burning a weak mixture, so that on light loads low thermal efficiency and 
instability result. 




Hit and Miss Governing 



Quality Governing 
F ig. 301. 

Crossley gas engine. 

Messrs Crossley Brothers, Ltd. of Manchester pioneered the internal com- 
bustion engine in this country and Fig. 302, which was kindly supplied by this 
company, illustrates one of their medium power single-cylinder engines. 

The combined gas and air valve is of the double-beat type, and receives gas 
at the top, so that mixing with air is complete only just prior to the charge entering 
the cylinder. The exhaust valve is arranged at the bottom of the cylinder, so 
that solid unburnt material may be swept into the exhaust pipe on the exhaust 
stroke, and in placing this hot pipe beneath the engine the danger of an engine 
attendant being burnt is lessened. 

The cross-section of the cylinder shows the ignition gear conveniently placed 
for its drive from the lay shaft, on the end of which is placed the cam that 
distributes comi)ressed air to the cylinder for starting the engine. When the 
starting air is turned on, the starting plunger is blown out against the 
resistance of a spring, and engages the cam; so that if the engine has been barred 
round into the correct position to start, it will run as an air motor until 
sufficient speed has been attained to turn on the fuel, and allow it to run as 
a normal engine, when the starting air is cut off. 

On medium-sized engines the starting air bottles are charged by bleeding off 
a certain amount of the explosive products in the cylinder through a screw- 
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Longitudinal sc-ction of Crossley gas angina 
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controlled form of relief valve, shown in the end of the cylinder. Large engines 
require far more starting air, and to charge the bottles by the previous simple 
device would render the screw-down valve liable to being burnt out. For this 
reason, therefore, a separate air compressor is employed. 

Convertible gas engines. 

On oil fields there is frequently a supply of natural gas which is excellent fuel 
for the engines used for driving the equipment employed on oil boring, etc. As, 
however, the supply of gas is limited, it is very desirable that the engines should 
be capable of running on either gas or liquid fuel. The same observations apply 
to engines used in mining which operate on wood drawn from the vicinity of the 
mine. As the distance from which the wood has to be brought increases, a time is 
reached when it is cheaper to run on liquid fuel than on wood. 

To this end the Premier Gas Engine Company has designed engines which 
can be converted, very simply, to run on oil, and a large number of these engines 
are now in use for generating electricity or compressing air. 

The change in compression ratio necessary for running on oil is made by 
removing a water-cooled packing piece from between the cylinder and the cylinder 
cover, rather than by packing the connecting rod, so that the piston always runs 
over the same i)art of the liner. When running on gas the packing piece is fitted 
and the fuel pump and atomiser replaced by a magneto and sparking plug. The 
governor links are also connected to a butterfly type of gas valve. 

Modern normal compression gas engines. 

When several hundred horse-power have to be developed at fairly high speed 
the vertical monobloc type of engine with totally enclosed working parts is in 
general use. In mechanical design it is identical with the oil engine of the same 
power and speed, except that the cylinder cover and piston are flat. The high 
rating of the engine involves oil-coohng of pistons when their diameter exceeds 
16 in., also water coohng the bearings, and possibly using sodium-cooled exhaust 
valves. 

A supercharged engine of this type, using gas of high calorific value, will 
develoj^ as much power as an oil engine without the same amount of noise or 
smell, and is more reliable. 

High-compression gas engines. 

The dwindling oil resources of the world, and the exigencies of war have been 
responsible for the development of high-speed high- compression gas engines. 

A short time ago it was discovered that a compression ratio of about 20 to 1 
was required to cause spontaneous ignition of an air-gas mixture; accordingly it 
is possible to convert oil engines to run on gas with very little structural change. 
The major difficulty is ignition of the charge. At compression ratios in excess of 
12 to 1, especially in large engines, there is a difficulty in producing a spark, so 
that Mr Erren initiated combustion by a pilot jet of oil. 
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On the Erren cycle a full charge of air is aspirated, and after the inlet valve is 
closed, gas, at a pressure varying between 40 to 240 lb. per sq. in., is admitted by 
a rotary valve to a nozzle fitted in the cylinder wall. The nozzle directs the gas 
jet to the point at which combustion is to be initiated, thus ensuring a readily 
igiiitable mixture, even on light loads. 

Gas under pressure sets the engine at a disadvantage, except in cases where the 
gas is stored in high-pressure containers, as on road vehicles. As a compensation, 
however, the engine will develop almost the same power as when running on 
petrol, whereas with naturally aspirated gas a loss of more than 30 % appears 
inevitable. 

The ignition oil is barely sufficient to “tick the engine over” on no load, and 
yet with this ignition the engine will develop a b.m.e.p. of 120 lb. per sq. in. 
Should the supjjly of gas fail, the engine may be run entirely on oil, and in this 
resi)cct the bi-fuel engine has a tremendous advantage. 

Future of the gas engine. 

The oil fuel resources of the world are rapidly becoming exhausted, and are 
not replaceable. They should therefore be conserved for lubrication and fuel for 
transport vehicles. 

On the other hand gas may be produced from any hydrocarbon, many of 
which arc available in vegetation, and also in waste materials, such as sewage, 
nut -shells, bark, dead leaves, etc. As these fuels are annually replaceable, and 
the thermal efficiency of gas engines is high, it would appear very desirable to 
employ gas engines for the development of medium powers, to cut out the 
stationary oil engine, and leave large i)owers to steam turbines. 

Volumetric efficiency of u gas engine. 

It is shown on p. 018 that the volumetric efficiency of a petrol engine is 
justifiably defined as 

Aspirated volume of air, per stroke, reduced to n.t.p. 

Swept volume 

To allow for variations in barometric pressure it is only fair that, on this basis, 
the engine should be tested at 30 in. barometer. 

With gas and oil engines, no artificial depression of inlet temperature occurs, 
so that it would appear more reasonable, with these engines, to adopt the 
Volumetric efficiency defined by the British Compressed Air Society for air 
compressors, viz. 

Air aspirated per stroke, reduced to intake conditions 
Swept volume 

In the case of gas engines “air aspirated per stroke” should be replaced by 
'mixture aspirated per stroke”, and the basis of the efficiency should be in- 
dicated. 
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Ex. Volumetric efficiency (heat value of the mixture). 

A gas engine having a cylinder 10 in. diameter and stroke 18 in. has a volumetric 
efficiency of 81 %. Ratio of air to gas equals 8 to 1. Calorific value of gas equals 275 C.H.u. 
per cu. ft. at n.t.p. 

Find the heat supplied to the engine per working cycle. If the compression ratio is 
4-9, what is the heat value of the mixture per working stroke per cu. ft. of total cylinder 
volume? 

In the absence of other information wc must regard the volumetric efficiency as the 

N.T.P. value. , 

1 0-81 X7TX 10“x3 r. 

. . ( harge volume = ^ ^ — = O-oo.i cu. it. 

4 X 144 X 2 

If V is the volume of gas used per stroke, then the volume of air = 8i;, and 9i; = 0-6G3, 

0603 . 

V = — ^ = 0*0736 cu. ft. 

Heat supplied per stroke = 0*0736 x 275 = 20*25 c.h.it. 

Swept volume + Clearance volume 


Compression ratio = 4*9 = 


Clearance volume 


Clearance volume 


Swept volume 
3*9 • 


^ 1 TTXlOO 3 

Total cylinder volume = . , . . ^ « 

4x144 2 




1 026 cu. ft. 


Heat supplied per cu. ft. of total cylinder volume = r.H.u. 


Ex. Lenoir gas engine cycle. (I.M.E. April 1937.) 

The ideal cycle in an early type of the Lenoir gas engine consisted of the following 
stages; 

(1) The *' combustion” volume was filled ^^vith the explosive mixture at atmosphciic 
pressure. 

(2) The charge was ignited, combustion taking place at constant volume. 

(3) The gases expanded adiabatically down to atmospheric pressure. 

(4) Exhaust took place at atmospheric prcssui-e. 

Sketch the pressure volume diagram for this cycle. 



Fig. 303, 
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Tn a particular case the expansion ratio was 3-5 : 1 and the mixture when ignited was 
15 lb. per sq. in. and 57° C. Tabulate the values of pressures and absolute temperatures 
and volumes of 1 lb. of the explosive mixtures at the end of stages (1), (2) and (3). 
Specific heat at constant pressure = 0*238; specific heat at constant volume = 0*17. 

The expansion ratio = 3-5. 

P 3 = 15 X 3*5^-^ = 80*74 lb. per sq. in. 


kStagp 

Volumes • 
cu. ft. 

Pressure 
lb. pt'r sq. in. 

Temperature 

°C. 

1 to 2 

14*66 

15 

1 3:iu 

2 to 3 

14*66 

86-74 

1 1900 

3 to 1 

51-3 

15 

' llfiO 


Ex. Relative efficiency. Air gas ratio. Calorific value of charge. (B.Sc. 1R25.) 

The swept volume of a gas engine is 0*334 cu. ft. and the clearance volume is 0*092 
cii. ft. The engine consumes 150 cu. ft. of gas per hr. when running at 165 r.p.m. firing 
every cycle, and it develops a B.ii.r. of 5*02 and has a mechanical efficiency of 73*4 
What is the relative efficiency of this engine compared with the standard cycle if the 
calorific value of the gas is 270c.ii.lJ. per cu. ft.? 

Assuming a volumetric efficiency of 0*87, find the ratio of air to gas used by Llie 
engine and calorific value of 1 cu. ft. of the mixture in the cylinder. 


Swept volume = 0-334 

416 

Clearance volume = 0*082 Compression ratio = 5*075. 
Total volume = 0*416 


Air standard efficiency = ^^”( 5 . 07 ',) J 

= 47-8”;,. 

, 5*62x33,000 

Work done per min. = , — 

^ 1400 

= 132-3 r.ii.u. 

132*3 

Indicated work per min. = ^ 

^ 0*734 

= 180-5 c.H.u. 

150 

Heat supplied per min. = x 270 

= 075. 

Thermal efficiency i.ii.r. basis = - x 100 

675 

= 26-75% 

26*75 

Relative efficiency = ^ x 100 

47*8 

= 55-9 

Volume of mixture taken in per stroke = 0 334 x 0 87 

= 0-2905 

Volume of gas taken in per stroke = 

= 0-0303 

V olurne of air taken in per stroke 

= 0*2602 

2602 

.’. Air gas ratio = = 8*6 to 1 . 



Calorific value of charge = g g =29*1 O.u.u. 
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£x. Variation of mixture strength. (B.Sc. 1926.) 

Tests made on a four-stroke gas engine with a view to discovering the effect of mixture 
strength gave the following balance: 


Test 

A 

Weak mixture 

B 

Strong mixture 

Indicated work 

37 

33 

Heat in exhaust gas 

42 

39 

Heat lost during cycle 

21 

28 


lUO 

100 


In the test A the supply of coal gas was 8-55 standard cu. ft. per min. and in test B 
10-08. The calorific value of the gas used was 334 c.ii.u. per standard cu. ft. Calculate 
the l.H.P. developed and the heat loss to cylinder walls and piston per min. in the tw o 
cases. 

It wiU be noticed that the thermal efficiency of the engine when working on the weak 
mixture is greater than when the engine is working on the strong. Give the reason for this. 


Test 1 A 

B 

1 Heat supplied per min. 

1 Work done per nun. 

1 H eat lost per min. 

8-5.5 X 334 = 2855 
0-37 x2855 = 1056 
0-21 X 2855 = 600 

]() !)« X 334 =31)6(1 
0-33 X 3(166 = 1210 
0-28 X 3666 = 1027 


Reasons for higher thermal efficiency on weak mixtures. 

(1) With a weak mixture the temperature rise, for a given heat input, is greater 
than with a rich mixture, since there is little or no dissociation, and the specific 
heat is less at the lower temperature. 

(2) The smaller maximum temperature reduces the heat flow to the cylinder 
walls. 

The more nearly the maximum temperature approaches the temperature at 
the end of compression the more closely will the Otto efficiency approach the 
Carnot. 

Heat balance for an internal combustion engine. 

From the conservation of energy the total energy suy)plied to an engine must 
be equal to the total energy leaving the engine. If therefore an engine is placed 
in an enclosure, the energies entering tho enclosure, relative to 0° 0., in order of 
importance, are usually : 

(1) Chemical energy in the fuel. 

(2) Sensible heat in cooling water. 

(3) Sensible heat in fuel, air, and the heat of the water vapour. 

(4) Sensible heat in ventilating air. 

(5) Sensible heat in lubricating oil. 

(6) The kinetic energy in fuel, air, water and oil streams. 
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In order of importance the energies leaving the engine are usually: 

(1) Sensible heat in exhaust, together with the calorific value of the unburnt 
fuel, and the heat in the steam formed. 

(2) Sensible heat in jacket water. 

(3) Sensible heat equivalent to b.ii.p, 

(4) Sensible heat in ventilating air. 

(5) Sensible heat in lubricating oil. 

(6) Kinetic energy in the exhaust, cooling water, air and oil streams. 

Now most engines are placed in enclosures, the engine room, and, if chemical 
precision were required, there is no reason why the items enumerated could not 
be measured; in fact in large plants they are, but, for the majority of engine tests, 
many of the terms are of second or third order of importance, and, as an approxi- 
mation, they are not measured but are massed up in the Unaccounted for. 

An approximate heat balance is therefore given by 


Enlennp; 

Lraving 

Heat in fuel 

Heat in ex 1 must 

ScnsiVile heat m lacket water 

Heat m jacket water 

1 Sensible heat in fuel and air 

Heat equivalent of D.H.P. 


Kadintion, lubriDatin;? oil, unbunit fuel, 


kinetic energy and errors 


Unaecountod for 




Llaving 

Fifj- 304. 

A further simplification, which facilitates recording results, is to regard the 
specific heat of the fuel and air the same as that of the exhaust gas; so that the 
sensible heat terms may be transposed to the right-hand side of the heat balance. 
The heat to exhaust will then be measured relative to the temperature at which 
the fuel and air were supplied, and the heat loss to the cooling water relative to 
the temperature at which the cooling water entered the engine. With this modi- 
fication, the heat balance, per unit quantity of fuel, or per unit time, becomes 



Heat units 

n/ 

/O 

Heat in fuel 

Heat to exhaust 


loo 

Heat to cooling water 
Heat to D.H.P. 



Unaccounted for 
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Note. The Heat Engine Trials Committee recommend the use of the higher 
calorific value of the fuel for use in the energy balance, since there is a doubt 
about the other calorific values. 


Ex. Gas engine trial. (B.Sc. 1930.) 

A gas engine governed by "hit-and-miss” and developing about 15h.p. is to be tested 
in order to find its thermal efficiency and mechanical efficiency at various loads. Make 
out a list of observations you would take and state how you would measure the several 
quantities involved. 

kShow how you would use the result to calculate the efficiencies required. 

Heat balance sheets are to be drawn up for the trials. 


Mechanical efficiency = 


n.if.p. 

T.Il.P. 


( 1 ) 


Thermal efficiency (i.n.p.) basis = 


Heat equivalent of i.h.p. 
Heat supi)lied per min. 


( 2 ) 


The quantities required for a heat balance are detailed on p. 5.01. 

Equations (1) and (2) and the heat balance indicate the quantities which must be 
measured. 

The B.n.p. is most readily obtained, for an engine of this type and power, by a rope 
brake, from which the effective torque on the brake rim may be computed. A revolution 
counter will suppl y the speed . 

A normal type of indicator is suitable for estimating the i.h.p., provided a counter is 
placed on the gas valve to record the working cycles. 

If the calorific value of the gas is known, we only require to meter the volume con- 
sumed, and refer this to the condition at which the calorific value was obtained, by 
recording the absolute temperature and pressure of the gas. 

The heat rejected to the coulijig water may be obtained by measuring the tempera- 
ture rise of the water; and, to eliminate temperature effects on the metering of the water, 
a meter, which has been calibrated for mass flow by direct weighing, should be fitted 
on the inlet pipe. 

The heat to exhaust can only be determined, with any precision, by fitting an exhaust 
calorimeter close to the engine. This calorimeter is similar to a surface condenser, and 
it should be capable of reducing the temperature of the e.\haust gases to that of the 
atmosphere. 

The observations should be taken over a definite interval of time, after stable con- 
ditions have been attained, and it is convenient to draw up a heat balance in heat units 
per minute. 


Ex. Indicator diagrams for gas engine. (Whitworth iScholarships.) 

What is meant by negative loop in a gas engine indicator diagram? How is this loop 
taken into account in estimating the true i.h.p. of a gas engine i 

What difference is there in this negative loop when (a) there is an explosion in the 
cycle, (b) there is no explosion in the cycle? 

Give sketches in answering this question. 
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If it were possible to use a light spring for both the charging and power strokes of a 
pas engine the form of diagram shown in Fig. 305 would be produced, the direction of 
the arrows being followed. 

Now the sign of an area depends upon the direction in which it is traced, and since 
the black area is traced in the reverse direction to the white area, then it is of opposite 
sign. This is obvious, since the black area represents the work done in charging and 
discharging the cylinder. The wavy line on the exhaust stroke being produced by the 
elasticity of the column of exhaust gas. 




Fig. 305. 

For the missed cycle the entire area is negative.* Alli^ the suction stroke, 5(7 the 
compression stroke, and CD the expansion stroke. At D the exhaust valve opens and 
nil* ruslies in to raise the pressure to atmospheric prior to the expulsion of the air. 

The white area gives the gross horse-power (u.H.r.) developed, the black the pumping 
horse-xiower (p.u.p.). 

.’. True i.H.p. = (R.n.p. — r.n.p.). 

Generali}^ the p.ii.p. is ignored, as it is small in comparison with the o.H.P. 

Ex. Friction horse -power of gas engine and no load gas consumption. 

(B.Sc. 1936.) 

A gas engine of 7 in. bore and 15 in. stroke is governed by hit-and-miss to 220 r.p.m. 
With a fixed setting of the gas cock and ignition advance, indicator diagrams gave the 
following values of m.e.p.: Firing, positive loop 83-3 lb. per sq. in., negative loop 3-5 lb. 
per sq. in.; missing, negative loop 61 lb. per sq. in. When developing 8-62 n.H.p. the 
explf^sions per minute were 100 and the gas used was 3'56 cu. ft. per min. Calculate the 
friction horse-power of the engine, and assuming constant gas per explosion, find the 
gas consumption at no load. 

With an indicator spring, sufficiently stiff to prevent vibrations of the indicator 
during the working cycle, the energy required to charge and discharge the cylinder is 
entirely masked, but, by using a light spring, the pumping horse-power (p.h.p.) may be 
obtained independent of the gross horse-power (a.H.P.), which is given by the stiff 
sjMing. 

The net i.h.p. = (g.h.p. — p.h.p.). 

* On the missed cycle the negative work is greater than on a working cycle since the 
piston must charge and discharge the cylinder; whereas the momentum of the exhaust 
gases assist on a working cycle. 


Wll E 


38 
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B.H.p. = (o.H.p.— p.H.P.) for the working cycles — [p.h.p. of the missed cycJesJ-F.H.p. 

220 

The number of cycles =110 

The number of working cycles = 100 
The number of missed cycles = 10 
FLA^ , LA 15x77x72 1 

T TT p ^ rnirl = ^ 

■ 3:$, 000 33,000 12x4x33,000 086' 

Net J.U.P. = [(83-5-3-5) 100-6-1 x 10] = 11-53 

bHu 

B.H.r. = 8-62 
r.n.p. = 2‘91 


Lot n be the number of firing strokes to keep the engine operating at no load, i.e. 
to overcome the pumping and friction losses. 

Work done per firing stroke = 3830 ft. lb. 

„ „ „ pumping stroke = 293 „ 

383071-293(110-71) = 2-91x33,000, 
n = 

Gas per firing stroke = 

Gas per minute at no load = 


^> 8,230 
“4123 '■ 

0-0356 cu. ft. 

X 0-0356 = M05 cu. ft. 

4123 


Ex. Diameter of gas engine cylinder. 

Determine the diameter of a gas engine cylinder to develop 24 i.h.p. when making 
96 explosions per minute, given clearance volume J swept volume, law of compression 
and expansion, absolute maximum pressure 2-75 times the absolute pressure at 
the end of the stroke. Length of stroke to be twice the bore of the cylinder. 

Let d be the bore of the cylinder in feet. 

Swept volume = x 2d = cu. ft. 

4 2 

mF 


Vl 

Pz 


Clearance volume = ^- = Vg- Total volume = 

( 1 ) /2 X 6\^'^ 

“I . Compression pressure = 14-7|^^-^ 1 = 89-2 lb. per sq. in. 

Pressure at end of explosion =p^ = 2-75 x S9-2 = 245-2 lb. per sq. in. 

245-2 

Pressure at end of expansion = = ^0-4 lb. per sq. in. 

Useful work done per cycle: 

ly _ (P3'^ 3 ~Pi'^a) _ ( P2^2~Pl^l) 
n-1 n-1 
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But = V 4 and = v^. 




190f) 2nd^ 

Work done per minute = 24 x 33,000 = - - x ^ ^ x 96. 

0'3 3 


d 


3/24x33, 

“V liirxli 


d = 10-23 in. 
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Ex. Horse -power of gas engine. (Whitworth Scholarship 1924.) 

Calculate the maximum horac-power which can be developed in the cylinder of a 
four-cycle gas engine which runs at 210 r.p.m. The diameter of the piston is 12 in. and 
stroke 16 in.; clearance volume 25 % of the swept volume. 

The gas supplied consists of CO = 19-7 %, H2 = 28-S %, COg — 14-4 %, Ng = 37-1 %. 

Assume total mixture at n.t.p. admitted per suction stroke is 0-875 of total volume 
behind the piston at the end of the stroke and that the thermal efficiency is 35 %. 

Calorific value of Hg per lb. = 29,000 c.H.u. 

Calorific value of carbon burning from CO to COg = 5600 c.n.T\ 

Density of air = 0-0807 lb. per cu. ft. 

Theoretically the maximum power is developed when the weight of air supplied is 
a minimum, since then the volume available for receiving the charge is used most 
effectively. 

The combustion equations are 

2H2+O2 = 2H2O 2CO + O2 = 2CO2 

Vols. 2 1 2 Vols. 2 12 


O2 for Hg = 0-1440 
Og for CO = 0-0985 

Total Og = 0-2425 per cu. ft. of gas. 
Air per cu. ft. of gas = x 0-2425 
= 1-153 cu. ft. 


Volume of mixture per cu. ft. of gas = 2- 153. 

4. 1 TTXl^ 16 TT 

Swept volume = — ^ ^ l2 ” 3 


Clearance volume 
Total volume 


IT 

57r 
12 ■ 


Volume of charge admitted per stroke = 0-875 x 

Charge volume per minute = 0-875 x ^ x = 120-2 cu. ft. 

12 2 


120-2 

Cubic feet of gas per minute = 


65-8 cu. ft- 



596 

Hence 


Internal Combustion Engines 


Volume of Hg per minute = 55-8 x 0-288 = 16'09. 

Volume of CO per minute = 55-8 x 0 197 = 11 0. 

Calormc value of Hg per cu. ft. = — = 162 c.h.u. 


20+02 = 2CO 
24 32 56 

56 

/. 1 lb. of C produces — lb. of CO. 

Calorific value of CO per lb. = ~ = 2400. 

56 


28 X 2400 


Calorific value of CO per cu. ft. = 

oos 

Heat in charge due to Hg = 16-09 x 162 

Heat in charge due to CO — 11-0 x 188 

Heat supplied per minute 

Heat utilised = 0-35 x 4672 

, , , 1636x1400 

H.P. developed 


— = 188 C.H.U. 

= 2606 
= 2066 
= 4672 
= 1636 C.H.U. 

^ 69 4. 


Ex. Gas engine with waste heat boiler. (I.M.E. April 1938.) 

The following observations were made in a test of a gas engine in which a waste heat 
boiler served as an exhaust gas calorimeter: gross calorific value of gas, 290 c.h.u. 
per cu. ft. at N.T.P.; gas consumption, 330 cu. ft. per hr. at N.T.P.; density of gas, 0-044 
lb. per cu. ft.; weight of water vapour of combustion produced per cu. ft. of gas (at 



N.T.P.), 0-045 lb.; air consumption, 170 lb. per hr.; temperature of air and gas supply^ 
15° C.; rate of flow of water through the boiler, 370 lb. per hr.; inlet and outlet tem- 
peratures of water, 21° C. and 82° C. Temperature of exhaust gases leaving the boiler, 
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r. Calculate the heat per hour leaving the engine and express as a percentage of 
tlic* licat supplied. 

Assume the dew point of the exhaust gases as 50° C., the total heat of dry saturated 
steam at 50° C. = G17 c.H.u. per lb., the mean specific heat of steam as 0-48 and the 
specific heat of the flue gases as 0*24. Take 15° C., the atmospheric temperature, as 


datum. 

Weight of gas per hour = 330 x 0-044 = 1 4-52 lb. 

Weight of air per hour = 170-00 

184-52 lb. 

Weight of steam per hour = 330 x 0-045 = 14-86 
Weight of dry flue gas = 160-66 lb. 

Heat in dry flue gas = 1 60 ()6[ 1 26 — 15] x 0-24 = 4,520 

Heat in steam formed = 14-86|(il7 — 15 + 0-48(126 — 50)] = 0,400 
Heat to boiler = 370(82-21) = 22,580 

Total heat leaving engine relative to 15° C. = 36,500 

Heat supplied = 330 x 200 = 05,750 


Heat rejected to exhaust as a percentage of the heat supplied = 38-2 %. 


Tookey factor. 

Mr W. A. Tookey, in his paper ‘'Commercial Tests of Internal Combustion 
Engines”, Proc. Inst. Ilech. Eng, 1914, described a hictor by which all forms 
and sizes of internal eombustion engines might be compared. 


The Tookey factor is 


M.E.r. in cycle, lb. per sq. in. 


Thermal value of 1 cu. ft. of DyHnder mixture’ 


Thermal value of 1 cu. ft. of cylinder mixture 


Heat su])plied ])er impulse 

Swept volume x Volumetric efficiency + Clearance volume’ 

F or a modern gas engine the Tookey factor should be 4- 14, when the heat supply 
is measured in c.ir.u. 


(Senior Whitworth Scholarsliip.) 

Ex. What is the vahip of the Tookey factor for a gas engine developing 12-5 i.h.p. 
1 sc the lulloAving data: Piston diameter, 8-25 in.; Stroke, 12 in.; Explosions per minute, 
116; Calorific value of gas, 280 (Mi.ti. per cu. ft.; (las per hour, 215 cu. ft.; Clearance 
volume, 25 % of swept volume; Volumetric efficiency, 0-875. 


I.H.P. 


FLAN 

33,000 ■ 


/. M.E.P. 


I.H.P. X 33,000 
“ ~~LAN 


M.E.P. 


33,000 x 12-5 

71x8-252 12 

— ^Xi^xllO 


70-4 lb. per sq. in. 
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Charge volume referred to n.t.p. 

= X 8-262 X X 0-875 = 0-3245 cu. ft. 

Clearance volume = 0-25 x 0-371 = 0*0928 

04171 

215 1 

Gaa per impulse = ^ 110 ~ 

Heat supplied per impulse = 0 0326 x 280 = 9*13. 

913 

Thermal value of 1 cu. ft. of cylinder mixture = r.„o ~ 21 ‘84 c.li.ir. 

U’41 J iJ 

70-4 

Tookey factor = 77:. = 3-22. 

^ 21-84 


Estimation of volumetric efficiency from a light spring diagram.* 

In an attempt to estimate the volumetric efficiency from a light spring diagram 
the following assumptions are made: 

(1) At the end of the exliauat stroke the clearance volume is filled with 
residual gas at pressure and temperature T^. 

(2) On the suction stroke the residuals are segregated from the charge and 
move with the piston. 

(3) At the end of the auction stroke the residuals assume the suction pressure 
p^ and average temperature T^. 

Let be the volume of the residuals at Then 


T. T, 

If F is the swept volume the volume occupied by the incoming charge 

= F + v,-v 


(1) 

( 2 ) 


Let the compression ratio 


r = 


F + r, 


Then by 1 and 3 in 2 the charge volume at condition 


= V 


1 + 


\ r/r.l 


r-l 


(3) 

(4) 


• Engineering t p. 178 (26 Feb. 1943). See also p. 823, Appendix. 
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From the definition of volumetric efficiency p. 587, the charge volume 
should be reduced to intake conditions 'p^T^ whence 



For an unsupcrcharged engine will be the condition in the engine room, 
ao instead of working with absolute pressures, differences of pressure may be 
measured from the atmospheric line, at the apju’opriatc points, on the light 
spring diagram thus: 

= PB = Pi-^Pr 

Substituting these values in (5) give 



For an average engine 360° K. This inslantaneous temperature may be 
checked by metering the gas and air and comjmtiiig it from the above equation. 

In the experiment it is inadvisable to use a spring of stiffness less than 1/16, 
otherwise it will not exercise sufficient control over the indicator mechanism. 

Owing to the thermal inertia of most thermometers, the rate at which the 
temperature is changing with respect to time, and the temperature gradient 
throughout the charge, direct determination of the average temperature is 
extremely difficult. 

In an attempt to obtain this instantaneous average Professors Callcndar and 
Dalby used a resistance thermometer with an extremely fine filament. 

At a predetermined instant an engine-driven cam plunged the thermometer 
momentarily into the midst of the charge. 

Ex. Air -fuel ratio and excess air with GO present in a gas engine. (B.Sc. 1935.) 

In a test of a gas engine, the gas used had the following composition, by volume: 

65 %; Hg, 2-0 %; Ng, 2-0 %; COg, 31*0 %. The dry exhaust gases when analysed 
‘riave 0^, 5-3 %; N„ 83 %; CO, 0-3 %; CO^, 11-4 %. 

I ind (a) the air /fuel ratio, by volume, to give complete combustion, (6) the percentage 
of excess air actually used in the test. 

Air contains 79 % by volume of nitrogen. 

CH4-I-2O2 = C02-1-2H20. 
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1 vol. of gasH- 2 vols. of Og produce 1 vol. of COg and steam which is condensed in the 
gas apparatus. 

2H2 + 03 = 2H20. 

2 vols. of Hg-l-l vol. of Og. 

Total air required, for complete combustion, of 1 cu. ft. of gas: 

[0-05 X 2 + 0-02 X J] = 6-235. 

Air fuel ratio, for complete combustion, is 6-235 to L 

The CO present in the exhaust gas complicates the problem, but, as this CO is pro- 
duced by imperfect combustion, and not as the result of a deficiency in the air supply, 
the actual air supply will not be aflected by considering the CO burnt to (JOg. 

Using this dodge avc can compare the COg content for the actual air siipydied with that 
of the minimum air for complete combustion, and in this way obtain the percentage 
excess air. 

In 100 cu. ft. of flue gas there arc: 5-3 cu. ft. of Og, 83 cu. ft. of Ng, 0-3 cu. ft. of CO 
and 11-4 cu. ft. of COg. 

If wo now consider burning the CO to COg, we have 

200 + 0 . = 2000 . 

2 voLs. + 1 vol. = 2 vols. 


0-3 

Og required to burn the 00 = - - , and the COg formed = 0*3 cu. ft., whence the 


gas analysis for complete combustion, with the actual air supply, becomes 


O 2 = 515 
N 2 =83-00 
CO 2 = llj70 
90-85 


whence 


11-7x100 

Percentage CO^ = — = 11-72 %. 


For complete combustion of 100 cu. ft. of gas the minimum air supply = 623-5 cu. ft., 
79 

and the N™ in this air = , x 623-5 = 493 cu. ft. 

2 100 

N 2 in the gas = 2 

Total Ng = 495 cu. ft. 

Analysis of dry exhaust gas for minimum air supply is 

% by volume 
CO 2 = 16-24 

96 

Nj, = ^ 83-76 

591 


100-0 
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To reduce the percentage COg from 16-24 to 11-72 the air supply must be increased 
by F cu. ft., so that 


96 X 100 
591 + 7 


11-72, 


whence V = 228 cu. ft. of excess air per 100 cu. ft. of gas. 


Percentage excess air = 


22Sxl00^ 

623 5 ^ '''' 


Check. From p. 510 the excess air is given by 


Vmv X % Og 
21-%Oj 




= 197 cu. ft. 


Tliis disagrees with the 228 given by tlie previous solution, and apparently there 
is aji error in the analysis of tlie exhaust gas. The true analysis may be predicted as 
follows: 


Excess air 

Ng in excess air = 

^2 ]J )} J7 

= 228 

= 0-79 x 228 = 180 
= 1s 

0/ 

Total Ng in exhaust gas = 

495 + 180 = 675 

% 

82-41 

^2 j) 

= 48 

5-86 

^^2 ,, ,, 

= 96 

1D72 

819 

100-00 


591 X .5-86 

Check. Excess air = ’ - =228-8. 

— 5-S() 

'I'lic true analysis of tin* exhaust should therefore be approximately O 2 = 6-01, 

^2 = 82-41, CO = U-3 %, COa = 11'42. 


EXAMPLES 


1. Volumetric efficiency. 

Determine the volumetric efficiency of a four-stroke gas engine and the ratio of air 
to gas from the following data: Cylinder diameter = 9 in.; Stroke = 17 in.; Gas used 
l>i‘r hour = 285 cu. ft.; Pressure of gas = 14-95 lb. per sq. in., temperature 17° C.; 
^0 used per hr. = 2812 cu. ft.; Pressure of air = 14-9 lb. per sq. in., temperature 17° C.; 
orkmg cycles = 4890 per hr.; r.p.m. = 200. 

Assume that pressure at end of exhaust and suction strokes = 14-7 lb. per sq. in. 
Also assume that the volume of the charge (gas and air in a working stroke and air in 
dn idle cycle) in cubic feet is the same for an idle as for a working cycle. 

Ans. 78-8%; 7-83 to 1. 



602 Internal Combustion Engines 

2. Volumetric efficiency. 

The result of a trial on a four-stroke gas engine cylinder, diameter 11 in., stroke 
19 in., was: Compression ratio, 5-61; i.h.p., 31-5; r.p.m., 203-8; Percentage of working 
cycles, 84-9; Ratio of air to gas in average working cycles, 8-6; Lower calorific value of 
gas at N.T.P., 497 b.t.u.; Indicated thermal efficiency, 35-3%. Find the volumetric 
efficiency. Arts. 81 % . 

3. Air consumption of an internal combustion engine. Volumetric efficiency. 

Heat value of charge. (B.Sc. 1934.) 

Describe a method of obtaining the air consumption of an internal combustion engine. 
A single- cylinder gas engine, with an explosion in every cycle, used 7-8 cu. ft. of gas 
per min. during a test, the pressure and temperature of the gas at the meter being 3 in. 
of water and 17° C.; the calorific value atN.T.p. was 281 c.il.u. per cu. ft. The bore of the 
engine was 10 in. and the stroke 19 in., the speed was 240 r.p.m. 

Find its volumetric efficiency relatively to air at n.t.p. (a) taking air and gas into 
account, (&) taking only air into account. 

What is the heat value of 1 cu. ft. of the mixture at n.t.p. ^ 

Ans. (a) 82-3%; [b) 73-35%; 23-8 c.ri.u. per cu. ft. 


4. Volumetric efficiency. (I.M.K. April 1938.) 

In a test of a single- cylinder gas engine, with an explosion in every cycle, the gas 
consumption given by the meter was 8-0 cu. ft. per min., the pressure and teinj)ertituie 
of the gns being 3 in. of water and 17° C.; the calorific value at n.t.p. = 280 r.ii.r. per 
cu. ft. Air consumption was 6-3 lb. per min.,thetempETature being 17° C. and barometer 
29-3 in. mercury. The bore of the engine was 10 in. and stroke 19 in., and r.p.m. = 240. 

Find its volumetric efficiency relatively to air at n.t.p. (a) taking air and gas into 
account, (6) taking air only into account. 

Calculate the heating value of 1 cu. ft. of the air-gas mixture at n.t.p. 

Ans, (a) 81-8%; (^;) 75%; 24-2%. 


5. Thermal and air standard efficiency. 

A gas engine developing 100 i.li.P. consumes 1800 cu. ft. of gas per hr., the lower 
calorific value of which is 550 b.t.u. per cu. ft. The swept volume is 12 cu. ft. and tlu- 
clearance volume 2-4 cu. ft. Determine the thermal efficiency of the engine and cornpaic 
this with the air standard efficiency. 

Ans, t.e. = 25-7 % ; a.s.e. = 51-1 % relative = 50-3 % ■ 


6. Thermal and relative efficiencies. (B.Sc. 1923 i 

A gas engine running at 225 r.p.m. used 7-52 cu. ft. of gas per min. measured 
14-81 lb. per sq. in. and 15° C. of lower ealorific value = 332 c.h.u. per cu. ft. at n.t.i 
Net load on brake = 275 lb. at 2-05 ft. radius. Clearance volume = 0-157 cu. i' 
Stroke = 19 in. Cylinder diameter = 9-5 in. Find the thermal and relative efficienci' ^ 
on a B.H.p. basis. Ans. 23-8%; 40-3 
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7. Indicated horse-power. Air standard efficiency. (Senior Whitworth 1922.) 

The analysis of the inrlirator diagram taken on a pas engine, when running on full 
load, gives values of index tj = 1-38 and 1-25 for compression and expansion curves 
respectively. The data for the engine includes the diameter of the cylinder 8 in., stroke 
14 in., clearance volume 25 % of swept volume, r.p.m. 240, explosions 116 per min. 
The pressure at the commencement of compression stroke = 13 lb. per sq. in. and at 
25 % of the forward stroke = 150 lb. per sq. in. 

Allowing a diagram factor of 70%, obtain [a) the i.ii.p., (&) the efficiency of the 
standard engine of comparison. Ans. [a) 60-4 i.h.p. ; (b) 47*9 % . 


8. Work done, change of internal energy, heat lost. (I.M.E. April 1938.) 

In a gas engine of compression ratio 6 : 1 the pressure and temperature of the charge 
at the beginning of compression are 14 lb. per sq. in., 87“ C. The index of compression 
is 1-3; ( 7 ^ = 018, f;^ = 0-25. 

Find jier lb. of (‘harge during compression (a) the work done in ft. -lb., (&) the change 
of internal energy, (r) the heat lost. 

Ans. (a) 84,000 ft.-lb.; (b) 13-85 c.ii.u.; (c) 45-8 c.H.u. 


9. Gas-engine trial. (B.Sc. 1924.) 

The fulJou mg results were obtained during a test of a gas engine loaded by a friction 
hi, ike: Cylinder diameter, 8 in.; Stroke, 17 in.; Dead load, 165 lb.; Spring balance, 
23-8 lb.; Brake \\hoel diameicr, 5 fl r.p m., 215, Explosives per inm., 98; 82 lb. 

per sq. in.; (his jier min., 7-16 cu. fb. at 29-9 in. Ilg, 14-8^ C.; Cooling ivatcr per min., 
37-7 lb. inised 25-8° C.; Calorific value of gas, 275 c.H.u. per cu. ft. at n.t.p. 

Calculate the i.h.p. and B.n.P. of tlie engine, ard find the mechanical and thermal 
effieieiiiaes. 

Draw up a heat balance sheet for the engine per minute. 

Avs. 17-33 I.H.P.; 14-46 b.h.p.; S3-4%;21*9%. Heat to b.h.p., 15-6 %; to cooling 
water, 52-2 % ; to exhaust, etc., 32-2 % . 

10. Gas-engine trial. (B.Sc. 1929.) 

The following results refer to a trial on a single- cylinder, single-acting, four-stroke 

IS engine of 7 in. bore and 15in. stroke governed by hit-and-miss: m.b.p. of positive loop 

I -0 lb. per sq. in., m.b.p. of negative loop 4-0 and 6-0 lb. per sq. in. for firing and missing 
n cl es respectively; Speed, 240 r.p.m.; Explosions, 92 per min.; Brake torque, 176 lb. ft.; 
Cas used, 3-31 cu. ft. at 2-2 in. of water above atmosphere, and temperature of 16-0° C.; 
f alnrific value of gas, 280 c.H.u. per cu. ft. at 0° C. and 14-7 lb. per sq. in.; Cooling 
v'aler, 12 lb. per min. raised 28-4° C.; Barometer, 30-4 in.; Clearance volume of engine, 
0-0824 cu. ft. 

Calculate the H.P. absorbed in friction, the thermal efficiency of the engine, gross 
basis, and the air standard efficiency. 

Draw up a heat balance sheet for the trial giving the quantities in C.H.u. per min. 

Ans. 2-0 H.P.; 28-7 %; 47-7 %; Jacket, 341 o.n.u.; b.h.p., 189-6; Radiation exhaust, 
302*4 c.H.u. 
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1 1 . Gas-engine test (heat balance, volumetric efficiency, relative efficiency) . 

(B.Sc. (External) 1932.) 

A single- cylinder gas engine has a cylinder 7*5 in. bore and stroke equal to 15 in., and 
a compression ratio of 5-75 to 1 . 

The following data were obtained from a test of this engine: 

R.p.m., 285; Explosions per min,, 97-2; Mean indicated pressure, 81 lb. per sq. in.; 
8*2; gas consumption, 3-7 cu. ft. per min. at 17° C., and 2-5 in. of water; 
Barometer, 29-4 in.; Cooling water, 25*0 lb. per min.; Inlet and outlet temperatures of 
cooling water, 12 and 30; Higher calorific value of gas at N.T.P., 279 C.h.u. per cu. ft. 
Air consumption equals 3*32 lb. per min. 

Draw up a heat account for the test in c.h.u. per min. 

Find the mean volumetric efficiency relative to the air at n.t.p., taking both air and 
gas into account. 

Find the efficiency relative to the air standard cycle if y equals 1-4. 

Ans, Heat supplied per minute, 957-5 c.h.u.; Indicated work, 310 C.H.U.; Cooling 
water, 450 C.H.U. ; Volumetric efficiency, 81-6; a.s.e., 50 % ; Thermal efficiency, 32-4 % ; 
Relative efficiency, 64-8 %. 

12. Conversion from gas to oil. 

A mining company acquired a second-hand gas engine which they wished to convert 
to run on oil for a minimum expense. Determine the total thickness of the packing to 
be placed beneath the connecting-rod brasses in order to rinse the comjnession pressure 
from 112 lb. per sq. in. to 490 lb. per sq. in. Compression index, 1-3; Initial pressure, 
14 lb. per sq. in.; Bore, 12 in.; Stroke, 15 in. 

What other modifications are necessary, and what special precautions would you 
observe? Ans. 2J in. 

13. Diameter of gas-engine cylinder. 

Find the diameter of a gas engine operating on the Otto cycle to fulfil the following 
conditijins: b.h.p. to be developed, 45; Piston speed, 650 f.p.ni.; Mechanical efliciency, 
80 %; Clearance volume, 0-25 of the swept volume; Maximum explosion pressure, 2-5 
times the maximum compression pressure; Index for compression curve, 1-3S; Index 
for expansion curve, 1-35. Ans. 151 in. diameter. 

14. Cylinder dimensions. (I.M.E. October 193(‘ ) 

A four-stroke cycle gas engine with hit-and-miss governing is to run at 220 r.p.m. 

and carry a normal load of 20 b.h.p. with an m.e.p. of 85 lb. per sq. in. and a mechanical 
efficiency of 80 %. It is to be capable of developing, on ovEuload, an i.H.e. 20 % in excess 
of normal. Assuming a stroke-bore ratio of 2 : 1, calculate the cylinder dimensions. 

Ans. 9-33 in.; 18-66 in 

15. Theoretical pressure after combustion. (B.Sc. 1923.) 

The dimensions of an engine working on the Otto cycle are: Bore, 5| in.; Stroke, 10 in.; 

ClciirancB volume, 0-035 cu. ft. 

When running at 300 r.p.m., and firing every cycle, it consumes 2-5 cu. ft. per min. 
of gas having a lower calorific value of 250 c.h.u. per cu. ft. Taking the lempcrature and 
pressure at the end of the suction stroke as 60” C. and 15 lb. per sq. in., calculate the 
pressure at the end of compression, and assuming all the heat is added at the constant 
specific heat of 0-169, find the theoretical pressure after combustion. Takepv = ^^wT. 

Ans. 121*3 lb. per sq. in.; 513 lb. per sq. in 
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16. Air to gas ratio. Volumetric efficiency. (I.M.E. October 1938.) 

The following particulars relate to a test on a single- cylinder four-stroke gas engine: 
Cylinder bore, 8 in.; Stroke, 15 in.; Speed, 300r.p.m.; Gas consumption, 275 cu. ft. per 
hr. at N.T.P. Percentage composition of gas by volume: CH4, G5-0; H2, 2-0; Nj, 2-0; 
C().^, 310. Percentage composition of dry exhaust gas by volume: COg, 114; CO, 0-3; 
(>2, rr3;N2, 83-0. 

Find (a) air-fuel ratio by volume, (6) volumetric efficiency taking both air and gas 
into account. 

Air contains 79 % by volume of nitrogen. Atis. [a) 8-25 to 1 ; (&) 64-8 % . 

17. Change in volume on combustion. (I.M.E. 1938.) 

The percentage analysis, by volume, of a coal gas is as follows: Ilg, 48; CH4, 28; 
CO, S G; C2H4, 64; Og, 0-G; N,, 84. Determine the percentage change in volume when 
this ijas is burned in nine times its own volume of air, and give the composition of the 
resulting products of combustion. 

Assume air to contain 79 % of by volume. 

Ars. 2-84% with H^O as steam; CO^, 5-08%; H2O, 12%; Ng, 74%; Og, 8-92%. 
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CHAPTER XVni 


INTERNAL COMBUSTION ENGINES 
(2) THE PETROL ENGINE 

All modem petrol engines operate on the Otto cycle, which, in practice, may be 
performed in two or four strokes, thus: 

The two -stroke cycle. 

Where extreme simplicity and ease of reversibility are desired an engine may 
be built having but seven main components, the cycle of events [originally due. to 
Sir Dugald Clerk) being completed in two strokes of the piston, thus: 

The maj or portion of the inward and outward strokes is o ccupied by compression 
and expansion of the charge. Towards the end of the expansion stroke the j)iston 
uncovers the exhaust ports, and so releases the burnt gases. A little later a 
second set of ports is uncovered which puts the cylinder in communication with 
the crankcase, containing a slightly compressed explosive charge. This charge is 
transferred to the upper side of the piston, on the ascent of which it is compressed, 
and a fresh charge is drawn into the crankcase. The cycle is then repeated. 



Fig. 307. Day two stroke. 


There are several practical difficulties in the efficient application of the two- 
stroke cycle, thus: 

(1) The removal of heat. 

(2) The inlet and exhaust ports are open simultaneously, so that 

(a) Some of the fresh charge may escape unbumt. 

(b) The remaining charge may be polluted by exhaust products. 
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(3) The preliminary compression of the charge, in the simplest engine, involves 
jietrol entering the crankcase, and this interferes with lubrication. 

(4) The consumption of lubricating oil is greater than in a four-stroke engina 

(5) The sudden release of the products causes the exhaust to be noisy. 



(6) With crankcase compression the space occupied by the moving parts 
f)rcvents a full charge being taken in. This defect, combined with (1), prevents 
the two-stroke developing much more power than a four-stroke of equal cylinder 
capacity. 

(7) Imperfect running on small throttle openings. 

In spite of the previous defects the superior torque and simplicity of this 
engine have caused designers to exercise a great deal of ingenuity in seeking to 
improve it. 
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Heat flow has been increased by the use of alloy cylinder heads and water 
cooling. 

Unsymmetrical pistons carrying deflectors have been replaced by symmetrical 
pistons in conjunction with inclined ports in the cylinder walls (see Fig. 309). 
In some cases a suitable exhaust pipe, and positioned exhaust ports have been used 
to induce the explosive charge without the assistance of crankcase compression. 

Defect (2) has been surmounted by the opposed piston engine, in which two 
pistons work in opposite directions in a common cylinder (see Fig. 310). The 
incidental advantages of this arrangement are 
(a) Excellent balance and torque. 

(/j) An ideal combustion chamber. 

(c) Symmetrical castings. 



Fig. 310. 


Unfortunately the engine tends to become tall and complicated. To avoid this 
the Trojan Car Company virtually took the cyhnder and doubled it in two, 
producing the type shown in Fig. 311. 

The four-stroke petrol engine. 

For general purposes an engine which occupies four strokes in completing the 
Otto cycle appears to be preferred to the two-stroke, in spite of greater com- 
plication and inferior torque. 
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The cycle consists of 

(a) The suction stroke in which the downward motion of the piston induces 
an explosive charge through the inlet valve. In all but the simplest engines this 
valve is mechanically operated. 



(a) >Suctiun Eitrgke 




Fig. 312. 


(6) With both valves closed the mixture is compressed into the combustion 
space, where it is ignited by a spark which occurs just before the piston reaches 
the end of the stroke. 


WH K 


39 
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(c) The high temperature and pressure developed during the explosion are 
relieved by expansion behind the outward moving piston during the expansion 
stroke. > 


id) Just before the end of the expan- 
sion stroke the exhaust valve opens and 
releases the pressure; the remaining 
burnt gases, except for those in the clear- 
ance space, are swept out by the ascend- 
ing piston. 


The Royal Automobile Club rating 
for petrol engines. 

In the early days of the petrol engine 
a piston speed of 1000 ft. per min. and 
a brake mean effective pressure of 67 lb. 
per sq. in. were considered the average, 
so that the b.h.p. per cylinder of a four- 
stroke engine was given by 


B.H.P. 


67 xttxD^x 1000 
4x3:1,000x4” 


0‘4i)2, 


where D is the diameter of cylinder in 
inches. 

For an engine having N cylinders the 
B.H.P. IS given by 



B.H.P. = 


a rating which has been adopted by the Treasury. 

Since that time piston speeds and pressures have been more than doubled, 
but the rating stiQ stands. 


Ex. A 1^ htre Riley car engine has four cylinders 69 mm. bore. Calculate the R.A.C. 

/ 69 

R.A.C. ratmg = 4x0*4x = 11-8 h.p. 


Ex. Air standard efficiency and relative efficiency. 

A petrol engine with a cylinder 100 mm. by 120 mm. has a compression ratio of 5. 
What is the clearance volume and what is the ideal efficiency of the engine ] 

If the M.E.P. in the cylinder is 80 lb. per sq. in., find the i.h.p. at 1000 r.p.m. and find 
the petrol consumption per hour if the efficiency of the engine is 0-24, and there are 
four cylinders. 

The calorific value of the petrol is 10,500 lb. cal. per lb. What is the relative efficiency 
of the engine ] 

bwept volume = — x 120 = 942-5 cu. cm. 
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Let Vfl be the clearance volume, and the swept volume, 

= Compression ratio. 


(ill 


. V , K - ’^8 . 

l-\- - = D. . , — = 4r. 

Vr. V, 


942-5 

Whence v„ = — “I— = 235-6 cu. cm. 
4 


Ideal efficiency = 1 — ( J)- = 47-6% (see p. 75). 

PLAN 80x144x942-5x500 
“ 33.(KI() “ 144 X 12 X (2-54)3 ^ 33 ,3^0 “ 

Total ii.p. = 23-2. 

1 4- 23-2x33,000x00 , 

Petrol consumption . ,,, -.7, = 13 lb. per hour. 

^ 1400 X 0-24 X 10,500 ^ 

0-24 

Relative efficiency = = 0-504. 

0-470 


Effect of cylinder diameter on power -weight ratio, 

Exx)erience has shown that the weight per B.H.r. varies as the linear dimensions 
of the engine. 

Large power output, improved torfpu', a lighter flywheel, and generally a 
ligliter engine, are therefore the result of increasing the iiumhcr of cylinders 
rather than the cylinder bore, wdiich thermal coiisideraiions restrict to Gin. 

At present twenty-four pistons per crankshaft appears to be the limit, engines 
then being duj)licated for greater outputs. 

The multiplicity of cylinders — high compression ratios and high speed — has 
introduced a roughness into some modern engines that may only be tolerated 
througli the introduction of vibration dain])ers and rubber mountings. 

Pressure rise in internal combustion engine cylinders. 

Unhke the steam engine the driving force of an internal combustion engine is 
devcln])cd inside the cylinder; the pressure rise attending an BXjilosion is therefore 
of great interest to those who require a maximum power for minimum fuel 
consumption. 

Ry aj)plying the conservation of energy principle, it would appear a simple 
matter to predict the maximum pressure developed an explosion which takes 
place at constant volume, thus: 

Let W be the weight of air, 

w be the weight of fuel mixed with the air, 
c.v. be the calorific value of the fuel, 

Cy be the specific heat of the products of combustion, 

w X c.v. = Cy(W -\-w) (Temperature rise). 
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Temperature nse = 

(1) 

also 

II 

(2) 

At constant volume whence 



^2 r^i + Temperature rise"! 

j.- -J- 

(3) 

By (1) in (3), 

r wG.\. “1 

T’max, - • 



Ex. An oil pnpine cylinder is not cooled. One pound of air and 0-00518 lb. of fuel 
are introduced into the cylinder at 60° F. and 15 lb. per sq. in. and are compresaed to 
GO lb. per sq. in. Taking the specific heat of the products as 0-1711, find the maxiniuni 
temperature and pressure at the end of the explosion. The calorific value of the fuel 
is 10,800 B.T.u. per lb. 


To find the temperature at the end of comprevsaion, we have 





0 4 


r,= (4C0 + 60 )Q'' 


7B0“F. 


Let be the maximum temperature, then 

X 0-173 X 1-005B = 0-00159 x 10,800, 


To,... = 1376° F. absolute; also 

7 n -/'□ 

1 37G 

PmuM. = 00 X = 105-8 lb. per sq. in. 

Experience shows that the actual pressure developed is about half the predicted 
amount, a problem which puzzled engineers very much in the early days of the gas 
engine, and which is treated on p. G13. 


Problems encountered in the evolution of the petrol engine. 

The following are some of the problems that have arisen in connection with the 
development of the petrol engine: 

(а) The supply of a chemically correct mixture at all conditions of speed and 
power, and the uniform distribution of this mixture to all cylinders of a multi- 
cylindered engine. This problem is dealt with under the heading Carburettors 
and Carburation, p. 643. 

(б) The maximum pressure developed during the explosion is only about half 
of that value predicted by the elementary theory above. 

(c) The development of large power from small cylinder capacity involves 
charging the cylinder to the utmost with explosive mixture, and providing a 
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l ombiistion chamber that will allow this charge to be burnt without detonation 
(see p. 624). 

[d] Economy in fuel is desirable for the following reasons: 

(1) To limit the amount of heat which has to be removed from the engine, 
since a high rate of heat flow is a potent source of trouble. 

(2) To increase the range of aircraft using petrol engines, 

(3) To cheaj)en the cost of power. 

(r) Mechanical troubles are bound to occur in high-speed engines, where, 
iilthough the piston starts and stops every 4 inches, yet it averages 25 miles per 
hour, and in the case of an automobile piston it receives approximately 
2()()U impulsive forces every minute, of a magnitude greater than the mass of 
the vehicle. In principle, then, this type of ])rime mover seems wrong. 


-I-'ULDILTED 

D I A Cl n A M 


Reasons for the maximum pressure developed in internal combustion 

engines being less than an elementary theory predicts*. 

The reasons for the apparent loss of pressure in order of importance are: 

(]) By far the most im])ortant cause is the increase in siiecific heat of the 
products of combustion at high tDm])erature, 
es])ecially water vapour and COg. These con- 
stituents occupy about one-fourth of the whole 
volume of the products of combustion. 

(2) Loss of heat to the cylinder walls. This 
loss dejicnds upon: 

(f/) The degree of turbulence in the mix- 
ture (sec ]). 620). 

The rate at wliich the flame sjneads. 

(c) The point at which combustion is 
initiated. 

(d) The type of cylinder cooling; whether 
air or water. 

(3) As the temperature rises above 2000° C. 
portions of the COg and steam are dissociated 
into CO, Hg and O 2 . Heat is required to effect 
this splitting up, and is returned later in the 
stroke when recombination occurs. 

(4) The film of gas in contact with the 
cylinder walls is at too low a temperature to 
burn (just as in the Davy Safety Lamp). 

(5) Combustion is not instantaneous, since molecular adjustments involved 
in the formation of HgO and CO 2 from Hg, C and 0^ take time; so that combustion 

• Proc. Inst. Msch. Eng. 1925. 
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does not proceed entirely at constant volume. Combustion during* the expansion 
stroke is known as After burning. 

(6) Chemical action, in some cases, produces a decrease in volume; for e.g. if 
the following reactions take place at constant temperature and pressure: 

2H, + 0, = 2H,0 

2+1 2 3 volumes produce 2 

2CO + 02 = 2002 

2+1 2 3 volumes produce 2 

Since the volume of the contents of the cylinder is momentarily constant, this 
apparent contraction must cause a reduction in pressure; temperature being 
controlled by the calorific value of the fuel and the specific heat of the products 
of combustion. 

Ex. Fall in pressure on firing an explosive mixture. (B.Sc. 1923.) 

Discuss briefly the explanations put forward to account for the loss of pressure at 
firing in internal combustion engines. 

A mixture of 1 vol. of air with 0104 vol. of coal gas, of lower calorific value 266 c.ii.u. 
per cu. ft., was fired in a closed vessel, the initial total pressure being 9-5 lb. per sq. in. 
absolute and the temperature 21*5° C. If the volumetric heat is given by 16-6 + 0 UO8T 
absolute ft. -lb. per cu. ft. of gas at k.t.p., find the ideal final pressure. 

The volumetric heat as well as the calorific value of the gas applies to 1 cu. ft. at 
N.T.P., so that consider we have this volume of mixture; then the heat absorbed by 
the products of combustion is given by 

P (16-6+0-008T)dT ft.-lb. (1) 

J (273 + 21 5 ) 

Heat available in the gas per cu. ft. of mixture 

= X 2C6 X 1400 = 35,050 ft.-lb. (2) 

Equating (1) and (2) 35,050 = f (16-6 + 0'008T)dr. 

J 204 5 

35,050 = 16-67 + 0-0047='- 16-6 x 294-5 - 0-004 x 294-5'*. 

7''+41507- 10,072,000 = 0, 

7 = - 4150 + aMiSO" + 40,290,000] 

= 1720° C. absolute. 


Final pressure = X 9-5 = 65-5 lb. per sq. in. absolute. 
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£x. Reasons against the air standard efficiency. 


(B.Sc. 1926.) 


Explain the reason why the air standard efliciency is not possible of attainment in an 
internal combustion engine, and describe how curves in which the total energy of the 
M i)i king fluid is plotted against temperature may be used in constructing an ideal 
indicator diagram with which the actual performances of the engine may bo more 
reasonably compared. 


In the derivation of the a.s.e. = 1 — 



the following assumptions are made: 


(1) The working fluid is air, for which the specific heats are assumed constant. 

(2) There is no chemical action, the same air being merely heated and cooled, at 
constant volume, again and again. 

(3) Expansion and compression are assumed to be adiabatic. 

(4) Til ere is always thermal and chemical equilibrium, so that the laws of perfect 
gases apply. 


More exact treatment. 

It will be appreciated that the simple air cycle does not take account of the 
actual properties of the working fluid. The specific heats are a function of the 
tniijierature, and high-pressure, high-tempe- 
riiture chemical action cause CO 2 and HgO to 
ilissnciate into eleinorital gases; further com- 
pi’cssion and expansion cannot be adiabatic in 
ordinary engines. 

Fi om an internal energy temperature curve 
the average specific heat, for each portion of 
tlie cycle, may be computed when the tempera- 
ture change is known, since 

Change in i.E. = Average specific heat times 
the change in temperature. 

As a rule we are fortunate if we know the 
temperature at the end of the suction stroke; 
lor the other points, a trial and error process 
will give a reasonably accurate result, thus: 

With an ideal diatomic gas = 5, 7 

(see p. 37). 

7 

/. r = -. 
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From the internal energy curve find the value of and hence y, which 
corresponds to the temperature change (T^ — T-^) given by eq. (1), and, using this 
value of y, re-calculate Tg (!)■ 


T.E. 

Average , (2) 

= A;,+ 1-985. y = KJK,. (3) 


If there is not good agreement between the initial Tg and the more correct 
value, repeat the calculation, using the value of y derived from the internal 
energy curve. The second approximation usually gives a value of y sufficiently 
accurate to plot the compression curve from the relation 

pyy = c. (4) 

If the heat liberated by the explosion is known, it can be set off from (2) on the 
i.E. curve, and thus the value of T.^ may be obtained, whence, at constant volume, 

with E invariable ^ ' 

The specific heat for the temperature range Tg to will not be very different 
from that for to so deriving y from equations (2) and (3), calculate the value 
of from relation (1). Refer this value of to the i.e. curve, and if the slope of 
the line (4), (3) does not differ greatly from the slope of (2), (3), the tentative 
value of y may be acce])ted as a reasonable approximation for plotting the 
expansion curve from the relation pv^ = c. 

Ex. Standard curve of performance. 

Discuss the standard curve of performance of petrol engines which allows for 
mixture strength dissociation and variable specific heats. 

Tizard, Pye and Ricardo in 1922 w^orked on behalf of the Asiatic Petroleum 
Company with a view to obtaining a standard efficiency, which, unlike the 
a.S.e,, would be approachable, if not, so far as could be seen, an attainable ideal. 

They discovered that for all petrols, one cubic foot of petrol air mixture, in 
which there is no surplus air or petrol after combustion, liberates approximately 
83,500 ft. -lb. of energy per standard cubic foot (s.c.F.).* Hence the energy 
liberated per s.c.F. forms a convenient base on which to plot thermal efficiencies 
for various mixture strengths (see Fig. 316), since provided combustion is perfect 
mixture strength determines the heat liberation per s.c.F. for mixtures on the 
weak side. 

Air-cycle efficiency. 

With a compression ratio of 5 to 1 the a.s.e, 

= 1 -dr = 47-5%. 

• See D. R. Pye, The Internal Comhustiim Engine (Clarendon Press). 
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This efficiency is independent of the heat liberation, and is shown by line AA, 
Fig. 316. 



Fi^. 31 C. 

Derivation of curve of theoretical limit of actual efficiency. 

AflcT fir.st constructing a total energy diagram which allows dissociation and 
variable specific heats, the ideal indicator diagram may be plotted as outlined on 
]). 015. 

Or alternatively, the work done i^cr cycle is the difference in internal energy 
before and after exjiansion less the work done on comiircssion. 

The thermal efficiency was obtained in this way for three mixture strengths, 
and the curve Ali was drawn through the ])lotted ])oints. 

The curve represents the highest attainable efficiency, having regard to the 
real jiroperties of the working fluid, when all heat losses are Bup])ressed and 
comlnistion is complete and instantaneous. 

For a given compression ratio the tlieoretical limit of thermal efficiency is 
niJe])endcnt of the fuel used, and when no fuel is burnt the air-cycle efficiency is 
attained, since then the conditions upon which the a.s.e. is based are fulfilled. 

Observed efficiencies. 

Ricardo constructed a special engine for these tests, which, by stratifying**' 
the charge, so that a readily ignitable mixture was swept over the sparking plug 
points and acted as a torch to the weak mixture, he was able to run with excep- 
tionally weak mixtures. Curve C shows the result of his testa, the kink being 
due to a reduction in volumetric efficiency caused by the induction system. 

Factors affecting the power developed per litre of cylinder capacity. 

The first obvious factors affecting the power developed are the weight and 
calorific value of the charge, and the brake thermal efficiency of the engine. 

The weight of the charge depends upon the following: [a) the valve timing; 
(ft) the induction system; (c) the compression ratio; (rf) the throttle opening. 

* With a stratified charge, turbulence must be absent initially. This, and the weak 
mixture in contact with the cylinder wall, materially cuts down the heat loss and improves 
the thermal efficiency. 
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(e) The choke size. (^) Latent heat of the fuel. 

(/) Air temperature and pressure. [h) Engine speed. 

Although the weight of air present in the charge volume of a petrol engine is 
about fourteen times the weight of petrol, yet at sea level, in temperate climates, 
the rapid evaporation of the fuel is sufficient to depress the temperature, in an 
unheated manifold, to about freezing point. In fact, with alcohol as the fuel it 
is not uncommon to see hoar frost on the induction manifold, which is but a few 
indies removed from the red-hot exhaust pipe. 

Further, no great error is introduced by ignoring the small volume occupied by 
the petrol vapour in comparison with the very large volume occupied by the air. 

In an ideal engine, then, it is customary to assume that the swept volume is 
filled with air at N.T.r., and to compare the respiratory performance of an actual 
engine with the ideal by taking the ratio 


Weight of air aspirated per stroke 
Weight of air at n.t.p. that could completely fill the swept volume' 


This ratio is known as the Volumetric efficiency, and in a petrol engine, of 
reasonable design, it should be of the order 70 to 80 %. The name arises from 
the fact that the ratio may also be expressed in terms of volumes, thus: 

Let be the actual weight of air drawn in per stroke. 

W2 be the weight that would fill the swept volume at n.t.p. 

At the as])irated state = w^liT^, 


w. = 


7^1 ''’i 

RT^ 


and 


P 2 X Swept volume 

' RT, • 


By definition 




W 2 RT^ X P 2 ^ Swept volume ’ 


( 1 ) 


But from the characteristic equation for gases 


7^1 '^’1 7^2 '^^2 


'A 


T, 


A 


= etc. 


Applying this for reducing the aspirated air to n.t.p. conditions, we have 


Volume of aspirated air at n.t.p. = ^2 = ^ 


By (2) in (1), 


Volume of aspirated air reduced to N.T.P. 
Swept volume 


-( 2 ) 


Ex. Volumetric efficiency- (Whitworth 1924.) 

Explain the term volumetric efficiency in connection with tests on petrol engines. 
Assuming a volumetric efficiency of 75 %, estimate the probable I.H.P. of a four- 
cylinder petrol engine, given the followmg data: Diameter of cylinder, 7-25 in.; Stroke, 
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8-5 in. ; r.p.m., 1000 ; Ratio, weight of air to weight of petrol, 16 to 1 ; Engine works on the 
four-stroke cycle; Net calorific value of the fuel, 10,500 C.H.U.; Thermal efficiency, 31 %. 


PI ^ 1 77X7-25x8-5 ru. 

Swept volume = , , - , = 351 cu. in. = 0-203 cu. ft. 

^ 4x144x12 


Charge volume = 0-75 x 0*203 = 0*1522. 

1 lb. of air at n.t.p. displaces 12-39 cu. ft. 

0*1522 


/, Weight of air per stroke = 


12*39 


Weight of petrol per stroke = 

Heat converted into work per stroke 

0*000769x10,500x31 

100 

25-0 1000 . 

= 337)00 = 


= 0*0123 lb. 

= 0*000769 lb. 

= 25 0 c.H.u. 


Ex. Indicated thermal efficiency. Volumetric efficiency. Air standard efficiency. 

(B.Sc. 1936.) 

A nine-cylinder petrol engine of bore 5® in. and 1\ in. stroke has a compression ratio 
of 5*8 to 1 and develops 460 B.H.P. at 2000 r.p.m. when running on a mixture 20 % rich. 
The fuel used has a calorific value of 11,200 c.ir.iT. per lb. and contains 85*3 % C and 
14*7 % H. Assuming a volumetric efficiency of 70 % at 1 5° C. and a mechanical efficiency 
of 90 %, find the indicated thermal efficiency of the engine. 

With what standard of performance would you compare this efficiency? Give your 
reasons. Air contains 23*3 % by weight of oxygen. 

Indicated thermal efficiency 

Heat equivalent of i.h.p. in c.H.u. per min. 

Pounds of fuel per minute to develop this i.h.p. x Calorific value in c.H.u. 

TT . . 1 . r 460x33,000 

Heat equivalent of I.H.P. = — ,7 — ^r^rT = 12,040 c.H.u. 

^ 0*9 X 1400 


The fuel consumption must be deduced from the air consumption, and the air required 
per lb. of fuel for a chemically correct mixture, thus: 

Volumetric efficiency on the definition apparently adopted in the question 

Volume of combustible aspirated per stroke at 15° C. 

~ Swept volume 


r, , . 77 x 5*752 7-5 9x2000 

Swept volume in cu. ft. per mm. = ^ x ^ 2 — ~ 1010. 

Specific volume of air at 15° C. = | 12*39 = 13 06 cu. ft. 

. 1010x0*7 „ 

Charge weight of air per min. = — ^°* 
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For Pj chomically corrected mixture 

C + 02 = CO 2 2H2 + 02 = 2H,0 

12 32 44 1 B f) 

Pounds of air per lb. of fuel for a chemically correct mixture 

"‘J3-3 [1^ ^ ftS53 + 8 X OI47J = 14'8. 

54-1 

Minimum fuel per min. = = 3-655 lb. 

^ 14-8 

Indicated thermal efficiency = = 24-5 %. 

3-65ox 1-2 X 11,200 

Compare the performance t)f the engine with the air standard efficiency, since this 
is the simplest comparison and a very good engine may approach this performance. 

The process of combustion in a closed vessel. 

If we consider tliat the combustion chamberapproaches the ideal s])herical form, 
that the mixture is homogeneous and cpiiesrent, and that ignition is by a centrally 
placed spark, the sequence of events after the passage of the spark is as follows; 

At first there is no luminescence or rise in pressure or tcmj)erature* ; this con- 
stitutes the delay period, in which a chain of chemical reaction is taking place, 
and which ultimately gives rise to a burst of flame that moves radially from the 
sparking jilug, thereby causing a ra])id local increase in temperature as the flame 
travels forward. 

This burst of flame causes a rapid rise in temperature at the plug, and as more 
and more combustible mixture is consumed the pressure in the vessel rises, causing 
adiabatic comjnession of the cliarge with consequent further increase in tem- 
perature of the gas which was first ignited. 

With a comparatively gradual pro])agation of the flame the pressure will at 
all times be uniform throughout the vessel, but as the combustion rate increases, 
pressure w aves will be set up. 

Unlike the pressure in a quiescent charge, the temperature will not be dis- 
tributed uniformly, the hottest gas wiU be near the sparking plug, whilst the gas 
in contact with the cylinder wall may have a temperature several hundred degrees 
lower than the highest temperature. 

Turbulence, 

If, in an actual petrol engine, the explosive charge was quiescent prior to 
ignition, the time occupied by each exjdosion would be so great as to make the 
high-speed internal combustion engine impracticable. 

With ever-increasing speeds therefore attention has been directed to thorough 
mixing of the gases with a view to increasing the flame velocity. This mixing is 
known as turbulence, and it is the jagged boundary that turbulence gives to the 
flame front that is responsible for rapid flame propagation. 

* Instantaneous perfect combustion is always invisible, since the products COg and steam 
are invisible. Visible flame is evidence of incomplete combustion. 
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Turbulence is caused by 

(] ) The velocity of the gas through the inlet valve, particularly in the case of 
overhead valve engines. 

(2) By the shape of the cylinder head in the 
ca.so of side valve engines. 

Til the most turbulent form of combustion 
Lhiiiiiber for side valve engines it is arranged 
that the ascending piston swirls the explosive 
fliarge into a hemispherical chamber idaced 
iiiimerliately above the valves (see Fig. 317). 

In both cases the degree of turbulence is 
roughly proportional to gas speed; and therefore 
to engine si^eed.* 

Secondary effects of turbulence. 

(1) Prof. Osborne Reynolds showed that heat flow is jjro})ortional to the 
velocity of the gas over the boundary surface. Hence turbulence increases the 
liciit flow to the cylinder walls and in the limit may extinguish the flame. 

(2) Turbulence accelerates chemical action by intimate mixing of fuel and 
owgen molecules. Ultimately the rate of pressure rise djo/(i(Time) may be so 
gi t‘ut as to cause the crankshaft to spring and the rest of the engine to vibrate 
Mitli high periodicity, thus producing what is known as a Rough engine. With 
a stilT crankshaft roughness is not experienced until dpldO> 30 lb. per sq. in. per 
degree of crank angle. 

(3) Turbulence allows the angle of ignition advance to be reduced, and there- 
fl)io weak mixtures — requiring a considerable time for combustion — may be 
burnt more satisfactorily. 

Shock-absorber cylinder head. 

Ricardo introduced this head with the object of obtaining a high rate of pres- 
sure rise without roughness. He reconciled 
these opposing conditions by burning the 
charge in two stages, thus: 

About 1 5 % of the total charge was isolated 
in chamber A, where it was burnt in a stag- 
nant condition, the bulk of the charge being 
in a highly turbulent state in chamber B. 

After the passage of the spark the pressure 
rose very gradually in A, until the jagged 

* It is very illuminating to remove the cylinder head from a racing engine and motor the 
onpino round. At 4000 r.p.m. it will be observed that the motion of the piston is too rapid 
to be discernible. 
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flame front issued from the oriflce C and ignited the turbulent charge. This 
charge burnt so rapidly in B that the pressure rise was approximately 50 lb. 
per sq. in. per degree of crankshaft angle. 

No roughness was experienced in spite of burning about 85 % of the total 
charge at this extremely great rate. 

The delay period. 

It has been found that the delay period of approximately 0-0015 sec. is affected 
by: 

(1) Mixture strength. 

(2) Temperature or pressure or both at the time of ignition. 

(3) The proportion of exhaust gas present. 

(4) The fuel. 

(1) Mixture strength.* Mixture strength influences the temperature and 
pressure dev^eloped by the chemical reaction, and the rate of burning. Weak 
mixtures like rich mixtures protract the delay period, but to a greater extent. 
With a 10 % rich mixture, we have the greatest flame temperature and a delay 
period of less than 0-0015 sec.; with weak mixtures the delay may be 0 0025 sec. 

(2) Temperature and pressure. Both temperature and pressure increase 
the rate of chemical action — the former through increasing the molecular velocit}", 
and the latter through decreasing the distance apart of the molecules. 

(3) Proportion of residuals. The effect of residuals is to separate the fuel 
and the oxygen molecules, and therefore to protract the delay period. Low ering 
the compression ratio, throttling the iidet, or obstructing the exhaust, therefore 
protract the delay period. 

(4) Fuel. Commercial fuels do not appear to affect the delay period. 

Engine speed. 

The delay period is independent of turbulence, and therefore independent of 
engine speed; but speed depends on the delay period, if the maximum explosion 
pressure is to occur about T.n.c. 

Assuming all variables constant except engine speed, doubling the speed 
means that we must double the angle of advance for the maximum pressure to 
be realised at the same point in the stroke. 


The delay period shown on an indicator diagram. 


James Watt invented the indicator with a view to obtaining an automatic 
record of pressure and volume throughout a steam cycle, and from this record 
to compute the work developed in the cylinder. Although for moderate pressures 
and speeds a modifled Watt indicator will give a tolerably good record for internal 


^ ^ ^ Weight of air in charge 

• Mixture strength = , ■ 

W eight Di fuel in charge 
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foinbustion engines; yet, in the main, the results cannot be relied upon for estima- 
tion of the horse-power developed. 

The instrument is far more valuable for indicating the events of the cycle, 
])ai'ticularly the process of combustion, rather than giving quantitative results. 

Again, if the Qualitative results are to be of any value, we must facilitate the 
AV ork of the indicator, as far as possible, by correct phasing ; whereas for Quanti- 
1 ativB values phasing is not our volition, the diagram must move in step with the 
piston. 

Now at the end of the stroke the piston is momentarily stationary, and so is 
tlie “In Phase” indicator diagram, and during this period the complicated and 
extremely rapid process of combustion is proceeding, which, on the “In Phase” 
diagram, appears as a straight vertical line. An indicator diagram phased for 
power computations therefore does not show the process of combustion. 



To demonstrate this the indicator card must move with its maximum velocity 
during combustion — a condition which is secured by driving the indicatoi’ by a 
crank 1)0° out of ])ha.se with the main crank. 

Examples of “In Phase” and ‘'Out of Phase” diagrams are given in Fig. 319. 

The rate of flame propagation. 

The rate of flame propagation is affected by the same variables as the delay 
period and in the same way. In addition turbulence, cylinder wall temperature, 
and particularly the shape of the combustion chamber, exercise an influence. 

F or the effect of turbulence see p. 620. 

The presence of the relatively cold cylinder waU slows down the combustion 
>n the vicinity of the wall considerably, and in this respect it is advantageous to 
])osition the sparking plug so that the last gas to be burnt is compressed against 
the hot exhaust valve. 
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The influence of combustion chamber shape is to affect the rate of heat dis- 
sipation, so that in the hemispherical form, where the ratio of volume to surface 
area is large, the flame velocity will be high. 

Detonation or “pinking”. 

At present the amount of power that can be developed in the cylinder of a 
petrol engine is fixed by the liability of a fuel to detonate, i.e. just before the flame 
has completed its course across the combustion chamber the remaining unburiii 
charge fires throughout its mass simntaneously without external assistance. 

The result is a tremendously rayud and local increase in pressure which sets uj) 
pressure waves that hit the cylinder walls with such violence that the walls emit 
a sound like a “ping’’. It is this ping that manifests detonation. 

The region in which detonation occurs is farthest removed from the s])arkiiii> 
plug, and is named the detonation zone, and even with severe detonation this 
zone is rarely more than one-quarter the elearance volume. 

Process of detonation. 

After the passage of the spark there is a rise of temperature and pressure duo 
to the combustion of the fuel ignited, and to a less extent by the upward motion 
of the piston. 

Both teni])erature and j)ressure combine to accelerate the velocity of the Ihimo 
front in com})rcssing the unburnt portion of the charge in the detonation zom‘. 
Ultimately the temperature in this zone reaches such a high value that chemiciil 
reaction jjiocccds at a far greater rate than that at which the flame is ailvanciiig. 

Hence we have combustion unaccompanied by flame, producing a very higli 
rate of pressure rise. 

Theory of detonation. 

The theory, due to Egerton, assumes that chemical action starts from a 
number of centres of high energy where tw o particularly active fuel and oxygen 
molecules have combined. 

This compound molecule will collide with another molecule with which it will 
react and in this way produce another highly active product. 

Conditions affecting detonation. 

The following conditions are considered as the most important in affecting 
detonation: 

(1) The temperature and pressure at the end of compression. 

(2) The temperature of the combustion chamber wall. 
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(3) The design of the combustion chamber. 

(4) The compression ratio. 

(f)) Engine speed. 

(6) Mixture strength, 

(7) Fuel. 

(8) Ignition setting. 

Deviling with each in turn: 

(1) Tlic eff ect of a liigh temperature and pressure at the end of compression is 
to eleviibe the temperature of the detonation zone. 

(2) For the same reason the combustion chamber wall temperature exerts a 
jirolound influence, as indicated by the liability of air-cooled engines to detonate 
more readily than water-cooled. 

(3) The design of the combustion chamber has a most important effect on the 
liiihilily of an engine to detonate, since this controls: 

(rjf) The position of the sparking plug. 

[h) The position of the exhaust valve. 

(f) Tlie position of pockets in which unburnt gas may be trapped. 

Dealing with each in turn, the position of the plug determines the distance that 
the flame has to travel before reaching the detonation zone, and this in turn 
fixes the time that is available for the preliminary reactions to take place in the 
cli‘t()iiating charge, these preliminary reactions involving a delay period as in a 
Diesel engine. 

fhe greater the travel of the flame, then, the greater the liability to detonation. 

Ill the best form of cylinder head the sparking plug is placed centrally, but this 
involves the use of cither twin camshafts or sleeve valves. 

With such a compact arrangement in a hemispherical head there is a reduction 
in the rate of heat transfer, and therefore a liability to detonate on this account, 
bat ibis is masked by the reduction in the time available for the delay period 
ill the detonation zone, which does not commence until after the flame front has 
advanced a fair distance from the plug. 

kSniall-bore cylinders and multiple plugs allow a higher compression ratio to 
be used without detonation, and can be run at higher speeds. Low-speed engines 
eaiiiiot stand the same compression ratio as high speed engines, because there 
ia more time available for the detonating delay period. 

The presence of the hot exhaust valve in the detonation zone wUl promote 
detonation. 

For this reason the plug should be placed near the exhaust valve, so that 
the last portion of the charge to be burnt is compressed against a cool surface. 

On the other hand the rate of flame propagation is accelerated by compressing 
the gas against the exhaust valve (see p. 623). 
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Any pocket in which unburnt gas may collect should be avoided. For this 
reason overhead valve engines are at an advantage over side valve unless a 
Ricardo head is fitted (see Fig. 318). 

(4) Although temperature is mainly responsible for detonation, yet in an 
internal combustion engine one cannot isolate temperature from pressure, and 
since pressure is the more readily measurable quantity it was thought, at one 
time, that detonation depended mainly on the highest compression pressure. 

Actually detonation does not depend on the compression ratio in that it in- 
fluences compression pressure, but because it controls the amount of residual 
gas present in the explosive mixture, and thereby the rate of chemical action, 
and the flame temperature (see p. 622). By supplying exhaust gas through the 
carburettor a detonating engine will cease to detonate. In the same way partly 
closing the throttle will increase the supply of dilutents and arrest detonation. 

(5) Since turbulence decides the rate of flame propagation, it is evident that 
given sufficient turbulence in a small combustion chamber, the flame may pass 
across the chamber before the preliminary reactions in the detonating zone have 
had time to be completed. In such circumstances, although detonation is absent, 
the engine may be very rough. 

(6) Mixture strength affects the delay period and the rate of flame propagation, 
and since both these exercise a fundamental influence on detonation, variation 
in mixture strength is bound to affect detonation also. 

The tendency to detonate is greatest with a mixture 20 % rich. By enriching 
ihe mixture the flame temperature is reduced more rapidly than by weakening; 
hence in motor racing and for assisting aeroplanes to “take off’' rich mixtures 
arc used for short periods. 

A rich mixture also increases the charge weight and keeps the valve and 
piston temperatures down, but is responsible for rapid cylinder wear. 

(7) Detonation to a large extent depends upon the fuel employed; any fuel rich 
in paraffin is liable to it. On the other hand, coal tar products known as Aromatics 
(because of their aroma) are anti-detonators. Examples of these are benzene, 
toluene, xylene. Alcohol if free from water is probably the best fuel of all. 

Unfortunately both alcohol and benzol have lower calorific values than petrol ; 
hence fuel consumption is increased by their use. 

Further objections to alcohol are that it is difficult to blend with petrol, 
especially in the presence of water. It attacks metals, particularly aluminium 
alloys, and is difficult to store through being unstable. 

Dopes. 

Midgely and Boyd found that the addition of small quantities of tetra -ethyl 
of lead (t.e.l. = Pb(C 2 H 5 ) 4 ), when mixed with ethylene dibromide to form a 
fluid, will suppress detonation even when high compression ratios are employed. 



Internal Combustion Engines 627 

One part of this ethyl fluid to 900 parts of petrol is equivalent in its anti -knock 
tendency to an addition of about 30 % by volume of benzol, but high lead con- 
centrations attack the exhaust valves in a very erratic manner. 

The effectiveness of dope, however, decreases with the volume employed, 

hereas benzol is equally effective at all concentrations. 

Most of the dope volatilises and passes out of the exhaust, so that lead deposi- 
tions in the cylinder are not serious. 

The action of dope is considered due to the stability of lead peroxide, PbOg, 
^^ hich requires considerable energy to split it up, and therefore less energy is 
[i\ ailable to continue the rapid combustion. 

After reduction to PbO this oxide is at liberty to take up another oxygen 
molecule, in which form it can again break down another reaction chain. Ulti- 
mately then Pb(C 2 H 5)4 leaves the engine as PbO, PbOg, Pb. 

Secondary effect of detonation. 

The violent pressure waves initiated by detonation cause the burning gases 
to rush over the combustion chamber walls, and thereby increase the rate of 
heat transmission to the wall. This may cause local over-heating, especially of 
the sparking plug, which may reach a temperature high enough to ignite the 
charge before the passage of spark; hence we have pre-ignition. 

On the other hand, it is possible for pre-ignition to precede detonation should 
anything be present in the cylinder at a sufficiently high temperature to ignite 
the mixture. 

Knock rating. 

The tendency of a fuel to detonate is measured by its knock rating, anti- 
detonators having a high knock rating. In early tests, Ricardo’s variable com- 
j)ression engine was employed to determine the knock rating, the compression 
being raised until audible pinking occurred. The compression at which this 
oc curred was known as the Highest useful compression ratio (h.u.c.r). 

Prom what has been said about detonation it is obvious that the results 
obtained depend upon the engine used for the test. 

The modern method of testing fuels for knock rating is therefore to match the 
fuel under test against a standard one prepared from two fuels, one (iso-octane) 
ol high anti-knock rating, the other (heptane) of low rating.* 

The proportions of these pure spirits are prepared to produce detonation under 
the same conditions as the fuel under test, and the percentage of octane in this 

* 13 nth heptane and octane are of the paraffin series 

‘Kept” is from the Greek meaning 7 , whence heptane = C7H1B. 

Oct ” IS from Latin meaning 8, whence octane = 0^1113. 

A normal octane heia the carbon atoms arranged in a straight chain, whilst iso-octano is. 
a branched chain and has a lower boiling point. 


40-2 



628 Internal Combustion Engines 

mixture is said to be the octane number or anti-knock measure of the fuel. Thus 
with 65 % octane the knock rating is 65, pure octane being 100, although fuels 
are available with octane numbers in excess of 100. 

To reduce the expense of octane and heptane during actual tests, sub-standards 
using ethyl are often employed. 

The mixture strength is adjusted to the value which gives the most severe 
detonation — at about 5 % rich — and by trial and error a mixture is found which 
knocks as readily as the fuel on test. 

For repeatable results, jacket and intake temperatures must be maintained 
constant. 


Effect of mixture strength on thermal efficiency. 


A.S.E. 


(1) Reason for increase in thermal efficiency with weak mixtures. 

The improvement in efficiency that attends weakening the mixture is due to tJie 
decrease in flame temperature on account of tlie larger proportion of air to fuel. 
This decrease in temperature involves a 
reduction in the mean volumetric heat 
and therefore a greater relative tem- 
perature rise for a given heat input. 

Smaller maximum temperature means 
smaller heat loss to the cylinder walls, 
and little or no dissociation; hence the 
thermal efficiency of engines operating 
on weak mixtures approaches that of 
the air standard. 



ActualThermal 

Efficiency 


-Chemically Correct 
Mixture Strength 


Weak - 


-Mixture Strength- 
Fig. 320. 


-Rich 


(2) The limiting mixture strength. In the interests of fuel economy we 
are vitally concerned with the weakest mixture that may be used without burning 
the valves, erratic ruiuiing or popj)ing in the carburettor (for definition see 
below). 

When dealing with the process of combustion it was shown that after the 
passage of a spark nothing visible happens at first, and then, with the right 
mixture strength, a flame burst forth. 

Now one can imagine the fuel molecules being so scarce and so widely separated 
by inert nitrogen that their combined efforts will not be able to cope with the 
rate at which heat is being lost to the cylinder walls, and as a result the flame 
will die of cold during the hatching period. 

If this hjrpothesis is correct, the hotter the engine cylinder the less the rate of 
heat transmission from the gas to the cylinder, and therefore the weaker the 
mixture that may be burnt effectively. This is correct, air-cooled engines will run 
on the weakest ignitable mixture, whilst the same mixture in water-cooled engines 
would burn so slowly that combustion would still be proceeding when the inlet 
valve opened, and as a result the explosive mixture in the induction system 
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would be ignited, resulting in what is known as Popping back in the 
carburettor. 

W'Jien llames are popping out of the carburettor an ex])losivo charge cannot 
bo ])assing into the engine; so that the engine will come to rest unless the pop])ing 
can be prevented by further advance in the ignition setting or by enriching tho 
mixture. 

(:^) Engines which run on weak mixtures. Most engines fail to operate 
on a mixture more than 15% weak, but by stratification it can be arranged 
that a rich mixture which surrounds the ])lug is itself surrounded by a weak 
mixture. The rich mixture is readily ignitable and acts as a torcli to the weak. 
Stratiheation is most readily obtained by using sleeve valves fitted with tan- 
gential ])orts til at ])roducc an organised swirl sufficiently vigorous to persist 
throughout the compression stroke. J3uring the induction a rich mixture is first 
supplii'd so as to sweep over the plug points, and this is follow'ed by the weak 
mixture. The temperature and turbulence created by the burning of tho rich 
mivturc being sufficient to ignite the weak. 

Without stratification only engines of excellent capacity for disposing of heat 
may be relied on to work with weak mixtures without danger to the exhaust 
Y‘d[\ es and possibly the jiistoiis, although piston trouble is only likely to occur 
\\ith air-cooled engines. 

Ex. Mixture strength in petrol engine. (B.Sc. 1930.) 

The percentage analysis by weight of a certain petrol is C, 83-2; H, 14-3; 0, 2-5. 
f.jliMilate the mixture strength tlieoretically required for complete combustion of this 
furl. 

A s[‘riea of trials were run on a petrol engine at full throttle anil constant speed, the 
(ju.intity of fuel supplied to the engine being varied by means of an adjustable needle 
A .lb r litted to the jet of the carburettor. The results obtained were as follows: 


Npi'inl 

1570 

1570 

1572 

15S7 

151)9 

1572 

1503 

1560 

1572 

1 ir.ilv i* torque, lb . per ft. 

90-5 

.94- 0 

90- S 

99-0 

lOl-U 

102-6 

104-2 

1 1051 

104-0 

Kiii‘], lb. ])er min. 

0-213 

0-221 

0-227 

0-2:i7 

0-243 

0-25 

0-26 

0-272 

0-2H5 

1 All , 11j. per min. 

3-45 

3-45 

3-45 

3-40 

3-44 

3-45 

3-44 

3-44 

3-45 


Calor ific value of fuel, 10,720 per lb. Find the mixture strengths for maximum 

r.JT.r. and maximum thermal effieicncy. 

Oxygen required per lb. of petrol 

= 0-832 X + 0-143 X 8-0-025 = 3-33B lb. 


Air required per lb. of petrol = 3-338 x 


14.331b. 


Mixture strength = 14-33 to 1. 


27TxNxT 


27T 

33,000 


xTxN = 


TN 

5250’ 


B.H.P. = 


33,000 
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Thermal efficiency on b.h.p. basis = 


B.H.P. X 33,000 X 100 
1400 X Fuel per min. x 10,720 


B.H.P. 

4-55 X Fuel per min. ' 


Test number 

1 

2 

3 

4 

5 

6 

7 

8 

g 

B.H.r. 

27-1 

28 3 

290 

29-92 

30-32 

30-72 

31-0 

31 25 

31-77 

Thrjrmal cfliciency % 

28-0 

2818 

28-10 

27-78 

27-4 

27-0 

26-2 

25-24 

24-0 

IHixtui'e strength 

16-2 

15 6 

15 2 

14-6 

1415 

13-8 

13-24 

12- (15 

1 12-2 


Plotting these values on a mixture strength baLse gives 12-6 to 


and 15-7 to 1. 



Mixture. Strength 


Fig. 321. 


Ex. Petrol engine on weak mixture. (B.Sc. (External) 1932.) 

Sketch typical indicator diagrams for very weak mixtures, for mixtures giving 
maximum output, and for very strong mixtures, assuming that the ignition advance is 
constant, 

A four-cylinder automobile engine of 3-5 in. bore and 4-5 in. stroke was tested at 
constant S])eed over the complete practical range of mixture strength. The speed, the 
brake loads, and the fuel consumption were as follows: 


Tost number 

1 

2 

3 

4 

5 

6 

7 

B 

9 

Brake load 

38-2 

38-3 

38-4 

38-5 

38-5 

38-5 

37-9 


33-2 

Revolutions per minute 

1510 

1500 

1510 

1512 

1510 



1493 

1513 

Fuel consumption, lb. per hr. 

24-2 

23-8 

23-2 

22-8 

22-0 

21-4 


18-8 

17-8 


The brake arm was 3 ft. long. 

Plot fuel consumption in lb. per b.h.p. hr. on a base of brake m.e.p. and discuss fully 
the form of the resulting curve. 
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If the engine is to develop maximum power the mixture strength should be about 
[ ,) % richer than the chemically correct mixture, and the ignition should be advanced 
so that the peak pressure is developed at about 12° past 
the top dead centre. 

The effect of weakening or enriching the mixture is 
to protract the time of combustion, and if the ignition 
IS not advanced, so that the peak pressure is developed 
just over T.D.C., then combustion will proceed during 
the expansion stroke and there will be no marked peak 
owing to the rapid change of volume as the piston is 
accelerated on the outstroke. 

A rich mixture is less sensitive to changes in the 
ignition setting than a weak mixture, and the power is 
maintained more constant; so that the indicator dia- 
gram shown in Fig. 322 results. 

A weak mixture takes longer to burn than a rich 
mixture, and the reduction in fuel reduces the power developed; hence the area of the 
indicator diagram is less than for a normal mixture. A considerable increase in ignition 
advance will make the rich mixture diagram almost coincident with the normal, but in 
the case of a weak mixture the peak pressure will be much leas. 



rO'B 


0-7 


□ H-b 



BO 


B.H.P. 

B.H.P. 


I I I 

go 100 110 

B.M.E.P. 

Fig. 323. 

2ttN X Torque lb. ft. _ iV x Torque lb. ft. 
337)00 “ 5255 

(B.M.E.P.) X LAiVrNumber of cylinders"] 

3^000 L 2 J 


( 1 ) 
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B.M.E.F. = 


33,000 X B.H.P. B H P- 




N 


By (l)in(2), 


B.M.TS.P. = 


4572 X Torque Torque lb. ft. 


5255 


1 148 


( 2 ) 

( 3 ) 


Computations 


Test 

1 

2 

3 

4 

5 

6 

7 

8 

9 

Tfjrrpie 

lUG 

114-8 

115-2 

115-3 

115 3 

115-3 

113-7 

108-0 

99-6 

B.M.E.r. 

]000 

100 0 

100-3 

100-3 

100-3 

100-3 

00-1 

00-1 

86-7 

B.H.C. 

32 93 

32-75 

33-OS 

1 33-0.0 

33-00 

33 00 

32-00 

30-7 

28 01) 

Fui‘1, lb. B.H p. hr. 

0-735 

1 0-727 

0-701 

' 0-G89 

0-605 

0-047 

0-01S5 

0 013 

0-621 1 

j 


Explanation of the fuel consumption loop, 

A petrol engine, in reasonable eonrlition, should have a specific fuel consump- 
tion of about half a pound per B.H.r. hour; in this ])articular case it exceeds Odl, 
and for tests 1 to 6, i.e. the portion A B of the curve, the sy)ecific fuel consuni])tir)ii 
is considerably in excess of O G without producing any increase in B.M.E.r. The 
reason for this is that possibly all the air is consumed and suri)lus fuel wasted. 

The slight improvement in b.m.k.t*. that attends mixtures up to 15 % rich is 
due mainly to the improved volumetric efliciency that attends a reduction in 
intake tem])erature in consequence of the larger quantity of petrol evaj)orated. 

From B to C the mixture strength is weakened with a reduction in b.m.e.p., 
but no ajipreciable increase iji sjiecific fuel consum])tion for the reasons given on 
p. 028, Beyond about 15 % weak it is not possible to burn the mixtun' in an 
engine of normal design, so the curve ABC would rise rapidly from C, even with 
the ignition very advanced. 

Ex. Fuel consumption loops, (B.Sc. inn!) ) 

Dcarribe, with the aid of a curve shnwincj the variation of fuel consumption per horse- 
power per hour with mean efi’ective pressure, how^ the combustion in a petrol engine is 
alTectcd by variations in mixture streuiith, w'ith constant throttle opening. 

Also sketch on the same diagram other curves for different settings of the throttle, 
and hence derive a curve showing the variation of fuel consumption with brake mean 
effective pressure, with variable throttle, the carburettor being set for maximum output . 

For a deseriy)tion of a single fuel consumption loop see the previous example. 

Comparing the loop of a multi- cylinder engine with that obtained for a single- cylinder 
engine it will be seen that there is hardly a straight portion, so that the air-fuel ran^e 
is very restricted if economy is aimed at. This is due to the poor distribution of the 
fuel in the engine manifold. 

Closing the throttle reduces the power developed and the charge w’eight of explosive 
mixture, and increases the proportion of residuals. The effect is to retard combustion, 
and, to maintain reasonable thermal efficiency and a cool engine, the ignition must be 
advanced as the throttle is closed. 
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Even with advanced ignition, weakening the mixture, as indicated by a reduction 
in B.M.E.P., causes a rapid increase in specific fuel consumption because of imperfect 
combustion, particularly at small throttle openings where the proportion of residuals 
exhaust gas is high. 

When the throttle and mixture strength are arranged for maximum power the 
n.M.E.P. is a maximum. This value may be obtained by drawing vertical tangents to 
the consumption loops. A free curve through the tangent points connects the b.m.e.p. 
and brake specific fuel consumption for maximum power, whilst the throttle opening 
is indicated, to some scale, by the b.m.e.p. 



Fig 321. 

Ex. Calorific value of air. Air thermal efficiency of internal combustion engine. 

(London B Sc 1033 ) 

Iji riLkoning the thermal efiiiicnf> of an inlpinnl combustion engine fiom the air 
consumption, what is meant b> the ciloiifii \alue nl I lb of air*^ 

C ihulate the thtimal efticien(\ of a pi Lrol engine which developed 32 ihp using 
100 lb per hi of air The liquid luc'l may be assumed lieptane, and the luel/air 

ratio assumed to have been eoireet 

The effective heating value of heptane lower caloiific \alue = 10,775 r ii u 

When a pctiol engine woiks on iich mixtures the thermal efficiency of the engine 
(when reckoned on the fuel consumption) progiessively falls with an increase of richness, 
because insufficient air is present to burn the whole of the fuel supplied 

Now iichness is not due to the combustion chamber, but to imperfect carburation, 
or (in the case of multi- cylindeied engines) to a combination of imperfect carburation 
and distribution.* 

With a view to detaching the perfonnanre of the combustion chamber from the 
imperfections of distribution, Ricaido computed the thermal efficiency from the air 

* S. G Davies, “An experimental investigation into induction conditions distribution 
and turbulence m petrol engines”, Proc Inti Mech Eng vol i xx, p. 3. 
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consumption, since on account of its small density, air distribution is more perfect than 
fuel distribution. 

Ricardo considered air was burnt in the presence of pure heptane (because this liquitJ 
as regards behaviour and molecular weight is similar to an average petrol) to COg and 
HgO, and that the heat evolved was due to a weight of heptane which would just produce 
these products from 1 lb. of air. i 

Under these conditions the heat evolved per cubic foot of ex- 
plosive mixture at n.t.p. was 57-6 n.H.TJ., and this can be considered 
the calorific value of a cubic foot of air, because the volume 
occupied by the heptane vapour is negligible. 

CyHjg + 1 10, = 7C02+8H20 + 10,775x100. 

7x12-1-16 11x32 


100 


352 


352 100 

Weight of air per lb. of heptane = x ^ = 15*3 lb. 


C.v. per lb. of air 


10,775 


705 


M 


C.v. per cu. ft. at n.t.p. = c.h.u. 


Heat equivalent of work done per hour = 
Thermal efficiency = 


Fig. 325. Air burn- 
33,000 X 32 x 60 ^ 

1400 ■ 

33,0(^x ^ 60 
1400x196x705 


= 32-75 %. 


Effect of size and speed on the thermal economy of a petrol engine. 

In geometrically similar cylinders the surface/volume ratio of the combustion 
chamber decreases with an increase of cylinder bore. If other conditions remain 
the same, then large engines should have higher thermal efficiencies than small 
engines. 

With small high-speed engines the reduction in heat loss that attends speed is 
offset by the increased loss due to turbulence, the valve timing in each case being 
suitable for the speed. 

Ignition timing. 

The ignition should be set so that the power developed by the engine, for a given 
throttle opening, is a maximum. If the engine is driving a dynamo, this can easily 
be adjusted from the wattmeter readings. Usually, however, petrol engines are 
not employed on stationary work, and in the absence of more elaborate equipment, 
adjustment has to be made by the feel of the engine, and the crack of exhaust. 

With other factors correct, a woolly note and a hot engine means retarded 
ignition, a bristling crack means optimum advance, a vibrating engine too much 
advance. 



Internal Combustion Engines 635 

The angle of advance depends on: 

(1) The compression ratio. With high compressions the fuel fires so readily 
tliat the advance may be small. 

(2) The speed of the engine. From the notes on the process of combustion on 
p. 620 it was shown that a definite time is required to burn a charge. With high- 
speed engines, then, we must advance the spark sufficiently to provide this time. 

(3) Mixture strength. Weakening or enriching the mixture protracts the 
period of combustion, so accordingly the sjiark must be advanced. 

In some petrol engines the ignition is controlled automatically for speed by a 
governor, and for mixture strength by a diaphragm that is in communication 
with tlic induction pipe. The effect of advance is far less pronounced on a rich 
mixture tlian on a weak one, the engine being too asphyxiated to appreciate it. 
Delightfully smooth-running engines are usually those which have a mixture 
strength far too rich. 

Experience has shown that optimum ignition advance is when the maximum 
pressure occurs about 12° of crank angle after T.n.c. In the region of o])timum 
advance, liowever, the power curve having gone to a maximum, its slope dPjdO 
is small; hence considerable changes in crank angle 0, at which the maximum 
pressure is developed, will not affect P appreciably. 

Advantage of high compression. 

Provided an engine is of correct design, and a fuel could be obtained that would 
not detonate or pre-ignite, it would appear that the higher the comjiression ratio 
the better, because: 

(ft) The A.s.n. is increased, and to a greater extent the actual thermal efficiency. 

[b) The charge weight, and therefore the power developed, is slightly increased. 

(r) High compression, by the increased temperature and pressure produced, 
but mainly by the reduction in the quantity of residuals, increases the rate of 
combustion; hence higher speed is possible, and weaker mixtures may be burnt. 

At compression ratios above 9 or 9 to 1, however, the danger of pre-ignition 
becomes serious, so that even in the absence of detonation there is little value from 
the point of view of fuel economy in using fuels of octane number greater than 95. 

With high compressions the percentage clearance is of necessity small, and 
therefore a small change in linear dimensions has a pronounced effect on the per- 
centage clearance, and therefore the power developed per cylinder. Hence it is 
customary to machine the cylinder heads of high -compression engines as well as 
the bores, and thereby obtain tolerably good balance of power and torque per 
cylinder. 

Ex. Compression ratio. Petrol engine. (B.Sc. 1929 .) 

What are the advantages gained theoretically by increasing the compression ratio 
of a petrol engine, and what difficulties are likely to be encountered in doing so*? 



636 Internal Combustion Engines 

The following results were obtained from a set of trials at full throttle on a single- 
cylinder four-stroke petrol engine of 4-5 in. bore and 8-0 in. stroke, in which the speed 
was kept constant at 1500 r.p.m. and the compression ratio varied. Calorific value of 
fuel 10,800 c.H.u. per lb. 

Plot curves of i.m.e.p. and thermal efficiency on a compression ratio base, and calculate 
the air standard efficiency for any one compression ratio. 


Comprossion ratio 

3-8 

4-2 

40 

50 

5-4 

5-8 

Fuel per minute, lb. 

0-249 

0-248 

0-247 

0-246 

0-245 

0-245 

Brake torque, lb. per ft. 

82-5 

88-2 

03-3 

97 2 

100-1 

102-6 

Friction an d f )umpmg tor quo, lb . per ft . 

J2-5 

12-8 

13-2 

13-5 

13-9 

14-2 

ComputaLions 

1 

Torque cquivaloiit of i.if.p. 

O.IU 

1010 

106-5 

lJO-7 

111-0 

116-8 

I.M.IC.P. 

112-5 

120-0 

126-5 

131-5 

135-2 

140-5 

Indicated thermal efficiency 

23-7 

25-4 

26-8 

27-5 

29-0 

29-7 



I.H.P. 


27rxl500 
■ 33,000“ 


Indicated torque lb. ft. 
3-5 


i.ii.P. 


FLA^ 

■33,000' ■ 


I.M.E.P. 


Indicated thermal efficiency 


33,000 XT.H.p. 
s 77x4-52 TEim 

: X— — 


11 85 indicated torque. 


I.H.P. X 33,000 X 100 Indicated torque 

Fuel, lb. per min. 1400 x 10,800 ” 1-C02 x FuelTIbTper imn. ' 
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Dissipation of heat from a petrol engine. 

Heat to the extent of about 60 % of the b.h.p. developed must be dissipated 
tlirough the cylinder walls, and in general this is effected by one of three methods: 

air cooling, water cooling, and evaporative cooling. 

(1) Air cooling. In this method the cylinder is finned, particularly heavily 
near the exhaust, with the object of providing additional surface to compensate 
for the poor conductive properties of air. Even finned cylinders run considerably 
Jiotter til an water-cooled cylinders, and their restricted surface requires a 
higher air sjiced than in the case of a water-cooled engine with a honeycomb 
radiixtor . 

The lightness and simplicity of air-cooled cylinders commend them for light 
duty on motor cycles or high-speed acrojilanes, where the provision of suitable 
coAvling causes the direct air-cooled system to imjiosc a smaller drag on the 
machine than a honeycomb radiator. 

Where a large amount of heat has to be dissipated it is not uncommon to find 
that the finned cylinder heads are made of aluminium bronze, Avhich is thickened 
in the region of the exhaust valve, sjiarking plug, and detonating zone, and a 
current of air is so directed as to impinge on tlnse areas. 

'J'lie high engine tem])erature reduces the volumetric efficiency of an air-cooled 
cugine, and also the compression ratio that jnay be employed, unless special 
iucl is used, but it has the comiJensating advantage that the engine will run on 
A\cdkci’ mixtui’cs. 

(:2) Water cooling. The superior conductive and convective ])ro])erties of 
^^^lter enable the fins on an air-coolcfl engine to be rej)ldcpd by a cast or pressed 
Milter jiicket, and although lliis results in ii reduction in surface available for 
hciit dissipation, yet the engine runs cooler than an air-coolerl engine. 

On aci o]danes and motor cars, of course, the hciit must eventually be removed 
by ail', but this is conveniently eflected by a radiator, the surface of which, unlike 
that of the cylinder, may be adjusted to suit the air velocity and the desired rate 
of heat dissi])ation. 

The provision of a radiator of course imposes extra air resistance on the vehicle, 
so that in the case of high-speed aeroplanes the fuselage and wings are often 
used to dissipate heat. 

The maximum allowable temperature in a radiator is 3° C. below boiling jioint, 
and the suitability of a radiator is defined as the ratio of the greatest permissible 
temperature difference to the observed temjierature difference. 

Short tube radiators, inclined in the same way as the dummy radiators of 
modern cars, provide the most effective heat dissipation for a given surface area. 

(3) Evaporative cooling. Advantage may be taken of the high latent heat of 
water by allowing it to evaporate in the cylinder jackets. If the steam formed is 
at a pressure above atmospheric, the temperature will be considerably above the 
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permissible temperature in the radiator of a water-cooled engine, and therefore 
the surface required for condensing the steam is less than that required in the 
conventional radiator, and the weight of water in circulation need only be about 
40 % of that normally employed. 

The leakage of steam from a punctured radiator is less serious than that of 
water, and by separating the jackets, which are virtually steam boilers, from the 
condenser, the engine retains its heat longer when the power is cut off. These two 
qualities are advantageous on aircraft, but of course, although the higher cylinder 
wall temperature reduces piston friction, yet it also reduces the volumetric 
efficiency of the engine, and makes it more liable to detonation. 

The USB of glycerine, or ethylene glycol, permits of a higher boiling point than 
with water and a lower freezing point, the pressures being atmospheric. Hence 
a smaller radiator may be employed, and the power to circulate these fluids is 
less than with w^ater. This, combined with the reduced drag on the radiator, 
may offset the reduction in power consequent on the reduced volumetric efficiency 
of the engine. 

Supercharging petrol engines. 

For racing, petrol engines are classified according to their capacity, and years 
ago it occurred to racing men that, by artificially raising the barometric pressure, 
they could develop more power from an engine of given capacity, and that falling 
off of power with speed could be partly avoided by placing a blower in series 
with the carburettor. 

The greater amount of turbulence, and better mixing of the fuel and air, allow 
the engine to run more smoothly. The oil from the supercharger reduces cylinder 
wear, and the blower acts as an efficient air silencer. 

The improved scavenging and higher compression which attend the use of 
blowers, together with the higher intake temperature (in consequence of the 
inefficiency of the blower), tend to induce detonation which imposes a definite 
limit on the degree of boost. 

Only engines which have an excellent capacity for disposing of heat should be 
considered as suitable for supercharging. The pistons should be thick in the region 
of the rings, and sometimes it is desirable to hollow out the exhaust valve and 
sometimes the inlet valve, and fill them with sodium, which, by evaporation, 
removes heat from the valve head and transfers it to the stem. 

A mechanically driven supercharger is likely to set up torsional oscillations in 
the crankshaft, whilst exhaust turbine blowers cannot work successfully with 
gas temperatures in excess of 1000° F., nor can they give the boost until they 
have received a gulp of exhaust gas. In spite of the disadvantages mechanically 
driven superchargers are fitted on more and more aeroplanes, especially military 
machines which have to operate at a high “ ceiling”. 

On aircraft the turbo compressor is universally employed, in spite of its very 
high speed. 
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Rapid variations in speed on road vehicles restrict the blower to the vane or 
Root’s type, which is a specialised form of gear pump. 

With both types, mechanical clearances are small, therefore workmanship 
must be excellent. 

A difficulty also arises from the range of speed and load, which might be 5 to 1. 
At small loads air or power must be wasted. 
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EXAMPLES 

1. Royal Automobile Club rating. 

Wliat is the bore of a four- cylinder Morris Oxford engine if the R.A.C. rating is 
13-9 H.p. Ans. 75 mm. 

(B.Sc. Part I, 1939.) 

2. Describe, with the help of a sketch, a two-stroke petrol engine. Sketch the indicator 
diagram of such an engine, and discuss the advantages and disadvantages of the four- 
stroke cycle of operations. 

3. Ideal explosion pressure. 

A ])ctrol engine receives a charge, 1 5 of air to 1 of petrol by weight, at 15 lb. per sq. in. 
find 65° C. at the end of the suction stroke. The compression ratio is 6 to 1 and the index 
of compression 1-3. 

if the calorific value of the fuel is 10,600 C.H.u. per lb., and the specific heat of the 
products, at constant volume, is given by 

= 0l72 + 12xl0-®T, 

where T is the absolute temperature of the products in degrees Centigrade, determine 
the ideal explosion pressure. 

4. Obtain an expression for the air standard efficiency of an engine working on the 
Otto cycle in terms of the compression ratio r, and y the ratio of the specific heat of air. 

Use this expression to determine which is the more economical petrol to employ ; that 
costing Is. 3d. per gallon which will permit a compression ratio of 5 to 1 without detona- 
tion, or that costing 1j. Id. which will permit a compression ratio of 7-5 to 1 under the 
same conditions. The calorific value of both petrols may be taken as the same. 

If the coefficient of volumetric expansion of petrol is 0-00124 per “ C., and between 
summer and winter the temperature of the fuel changes by 20“ C., show that in summer 
fuel costs, reckoned on a mass basis, are increased by almost 2J %. 

Ana. The cheaper. 
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5. Motor car on coal gas. 

It is proposed to run a 1| litre four-cylinder motor car engine on coal gas by the 
provision of a cylindrical container 2 ft. diameter by 3 ft. long. The container is to 
be charged by two of the engine cylinders, the compression ratio of which is 5 to 1, and 
the law of compression 'pv^'^ = c. 

If the initial temperature of the gas is 15° C., and after entering the container is 
100° C., the initial pressure is 15 lb. per sq. in., and the calorific value of the gas is 
500 B.T.u. per cu. ft., when free, determine the distance wliich the car will run on a 
charge of coal gas, if, using petrol having a calorific value of 19,000 b.t.tj. per lb., 
and specific gravity 0-71, it will run 30 miles on one gallon. 

You may assume the same thermal efficiency for gas and petrol. What would be 
the most effective change to make on the engine to improve this performance? 

^715. 6-28 miles; increase the compression ratio. 

6. Volumetric efficiency. 

fihnw why the volumetric efficiency of a petrol engine is reckoned on the charge being 
in the N.T.r. condition. How should it be obtained for a high-speed engine so that the 
effect of throttle opening may be observed? 

7. In what way does the volumetric efficiency of an engine limit its output, and what 
ste])s arc taken with high performance engines to improve this efficiency? 

8. Determine the volumetric efficiency of a four-cylinder four-stroke petrol engine 
70 imn. bore, 102 mm. stroke, if, at 3000 r.p.m., it consumed 6 lb. of air per min. 

Ans. 76-1%. 

9. Combustion of fuels in internal combustion engines. (B.Sc. 1932.) 

Write a short essay on either The process of combustion in petrol engines, especially 
a.s n‘uards the conditions governing the liability of various fuels to detonation, or 
The i)ior*ess of combustion in airless injei-tion engines burning heavy oil, giving the 
chief differences between the characteristics of these engines and those of petrol engines. 

10. Detonation. (B.Sc. 1931.) 

What do you understand by detonation in an internal combustion engine? 

Write a short note on the limitations which detonation imposes on efficiency and 
mention modern methods in use for preventing detonation. 

11 . Dope. (B.Sc. 1939.) 

Discuss the effect of the addition of (fi) octane, (6) cetane, to a liquid fuel upon the 

nature of the process of combustion in an engine, illustrating your remarks by means 
of cylinder pressure diagrams. 

Explain how these efleets are utihsed in the classification of fiquid fuels for engines. 

(B.Sc. 1940.) 

12. What do you understand about the terms “pre-ignition” and “detonation”? 
Sketch indicator diagrams to illustrate their effect. 

Discuss briefly the factors which influence the tendency of an engine to detonate. 
What theory is generally accepted to account for the effectiveness of certain sub- 
stances as suppressors of detonation? 
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13 . In what of internal combustion engine is turbulence most desirable, and what 
secondary effects are produced by it? Sketch a type of cylinder head which is designed 
to control the degree of turbulence, and one of the secondary effects. 

What is meant by the delay period, and what are the factors which influence this in 
a petrol engine ? 

14. Show that the design of the cylinder head and the constitution of the fuel have a 
iniirked effect on the maximum power that may be developed by a petrol engine of 
given capacity. 

1 5 . What is meant by “doped ” petrol, and how is the effectiveness of dope measured ? 
To what is the action of a dope considered due? 

16. Variable specific heat and dissociation. (B.Sc. (External) 1932.) 

Show that the efficiency of an engine working on the Otto cycle vith “standard air” 
is 1 — (l/r)')'"^. 

What assumjitions are made in deriving this expression, and what are its drawbacks 
as an ideal standard of performance? 

Recent work has produced, for “carburettor” engines, a standard curve of per- 
formance in which mixture strength, dissociation, and variable specific heat are taken 
into account. Discuss the reasoning upon which this curve is based. 

17. Effect of variable specific heats and dissociation diagram. (B.Sc. 1935.) 

Derive an expression for the thermal efficiency of an engine working on the Otto cycle 
using “standard air”. 

State the assumptions involved in this “air standard cycle”. 

Show, by sketches, how the pressure volume diagram of this cycle is modified (a) by 
variation of the specific heats of the gases with temperature, (2i) dissociation with re- 
associalion. 

Mention other conditions met in actual engines which cause a further modification 
to the indicator diagram. 

18. Petrol engine temperature. (B.Sc. 1923.) 

The cylinders of a petrol motor have a stroke and bore 120 and 90 mm. respectively 
and a compression ratio of 4-4. The inlet valve is shut at 0 05 stroke and the temperature 
and pressure of the charge is then 13-5 lb. per sq. in. and 85° C. The exhaust valve opens 
at 0 S5 stroke and the pressure at this point is indicated as 51 lb. per sq. in. Assuming 
a molecular contraction of 2 %, find the temperature of the cylinder contents at the 
opening of the exhaust valve, and estimate the heat discharged in the exhaust per 
minute if the motor has four cyhnders and is running at 1000 r.p.m. Take a mean specific 
heat of 0-24. Ans, 997° C.; 728 c.h.u. above 15° C. 

1 9 . Air standard efficiency and effect of mixture strength on indicator diagrams . 

(B.Sc. 1929.) 

Prove that the efficiency of an ideal Otto cycle using “standard air” is 1 — (l/r)r-i, 
where r is the ratio of compression and expansion and y the ratio of the specific heats at 
constant pressure and constant volume. 

Stale the assumptions made in deriving this expression, and discuss their validity. 


WH E 
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Show, with the aid of sketches, how the indicator diagrams obtained from an engine 
working on this cycle with fixed ignition are modified as the air to fuel ratio is increased. 
Discuss these changes in the form of diagrams. 

20. Calorific value of air. (B.Sc. 1940.) 

Explain the term “calorific value of air”, and find this value when air is burnt 
with octane, CgHig, given that the lower calorific value of octane is 10,740 c.h.u. 
per lb. 

At a certain compression ratio and at correct mixture strength, the ideal thermal 
efiSciency of a four-cycle petrol engine is 40% and the relative efficiency is 86%. 
Assuming a mechanical efficiency of 90 %, and that the volumetric efficiency relative 
to air at n.t.f. is 68 %, estimate the swept volume of a cylinder which will develop 
60 B.H.F. at a speed of 2400 r.p.m. Air contains 21% of oxygen by volume. 

Am. 705 C.H.U. per lb.; 0 0821 cu. ft. 

21. Aeroplane engines at altitude. (B.Sc. 1929.) 

The power developed by an aircraft engine falls off with altitude. What methods are 
proposed to render this reduction as small as possible? 

Discuss these methods with reference to altitude, reliability and length of flight 
without re-fuelling. 

22. Aeroplane engines. (B.Sc. 1924.) 

A six-cylinder petrol engine 100 mm. diameter and 100 mm. stroke running at 
1600 r.p.m. used a mixture of air to petrol by weight of 13-5 to 1. Assuming that the 
air drawn into the cylinder per stroke and measured at atmospheric pressure and 80° C. 
is equal to J of the swept volume, and that the thermal efficiency of the engine is 22 %, 
find the power developed at ground level where the barometer reads 30 in. Hg. The 
calorific value of petrol = 9000 c.li.u. per lb. 

What would be the power developed at an altitude of 5000 ft.? A drop of 1 in. Hg 
may be assumed for each 900 ft. rise in altitude. Am. 42-4 and 34-5 h.p. 

23. Discuss, from every aspect, the methods in use for cooling aeroplane engines. 

24. Describe the different types of superchargers, and their application to aeroplane 
engines and marine oil engines. Give, with reasons, the best arrangement for a particular 
application. 
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CARBURETTORS AND CARBURATION 

The function of a carburettor is to supply to the cylinder a mixture of finely 
divided petrol and air, the i)roportions of which, by weight, should be invariable, 
regardless of service conditions, barometric pressure or speed. 

In the design of carburettors for automobiles four major difficulties occur: 

(1) For a gradually increasing pressure difference over the jet the weight of 
j)etrol discharged from a single jet increases at a greater rate than does the air 
supjdv; hence a carburettor of this type, when set to give a correct mixture at 
low air speeds, will give a progressively rich mixture as the air speed is increased. 

(2) To ensure rapid and complete combustion it is important that the fuel 
should be finely divided, and mixed intimately with the air supply. 

The incidental advantages that attend complete atomisation are: 

(a) A low intake temperature results from eva})oration of the more volatile 
constituents at the tenifierature and pressure prevailing in the engine manifold. 

(h) In multi-cylinder engines, supplied from a single carburettor, atomisation 
reduces the inertia of the petrol drojdets, and therefore improves the uniformity 
of the mixture sup])lied to the respective cylinders. 

(II) There is some difficulty in making the operation of a carburettor entirely 
auloinatie without the introduction of moving or delicate parts that are liable 
to derangement. 

(I) F or starting, and accelerating, a rich mixture must be supplied momentarily, 
but Ihe su])ply should automatically assume correct mixture strength when the 
engine attains the desired s])eed. 


Approximate theory to account for the enriching of the petrol air mixture 
with increased air speeds. 


Refeiring to Fig. 327, consider the flow of air past sections (1) and (2), thus: 
By Bernoulli’s theorem, p. 319, 


Pi+vj 

Pi ^9 


p^.n 

Pi 2(7 


+ Hf. 


(1) 


where Hf is the feet head of air lost in frirtion between sections (1) and (2). 
For continuity of flow . 


where A-^ and A^ are the areas measured normal to P, and V^. 

For the small depressions of pressure produced by the choke p, —Pz, and p, 
will be atmospheric, if the carburettor draws air directly from the atmosphere. 


Vi = V, 


—3- 

A’ 


( 2 ) 


Zi 

29 



Pi Pi _ ^ 
pi~ 


whence by (2) in (1), 
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Since section (1) is taken outside the entrance to the choke, will be great 
compared with whence AJA-^ is approximately zero. 



The friction loss Hj with high velocity air varies as V^l2g. 




Hence (3) becomes T 2 




The mass of air flowing per second is W and 

W = 

where is the coefficient of discharge for the choke. 

By (4) in (5), W = A^Ca'j2gpi{p^-p2) (1-^). 


Alternatively 


2g Pi 2ff ■ 




( 4 ) 

( 5 ) 

( 6 ) 



But 
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y = ETi (see p. 10). 

w = A^Cij2g^^^(p^-p2){l-S). 
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•( 7 ) 


Petrol being a fluid, in common with air, the same symbols will apply, but 
they will have different numerical values, thus: 

Applying Bernoulli’s theorem to the static level of the petrol and section 2, 


II 

®, VI - , 

:_+2^+/j + A^. 


The mass flowing per second is 


(S) 

By (8) in (9), 

V = FjffjCjp. 

(») 

w = a^Cg y 2f/p2pl_^’2 - A - . 

In small jets hf will vary as the veloi-ity, i.e. 

(10) 

By (11) in (10), 

IMl 

1 

(11) 


The air petrol ratio is defined as the Mixture strength and is 


w 




Removing the constants in this equation, and taking Ajp as the pressure differ- 
ence (P 1 -P 2 ), 


W C, 
— oc — 


I 2h^p(^-E) __ 


.( 12 ) 


In this equation the coefficient of discharge of the jet, is very sensible to 
changes in 

(fl) The diameter d of the jet. 

mi • Length of orifice I 
( ) e ratio pf orifice d ' 
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(c) The amount of chamfering at the jet entrance, 

{d) The viscosity of the fuel. 

(e) The pressure difference over the jet. 

A sharp-edged orifice is the ideal for maintaining constant, but it cannot be 
employed for jets, because it would make them difficult to manufacture with 
precision, and very liable to damage in practice. 

Because the compressibility of the air allows it to follow the contour of the 
Venturi, regardless of the entry of fuel or of changes in pressure or temperature, 
the coefficient of discharge (7^^ for air remains fairly constant between 0-83 and 0-88 
and compared with a considerable variation in of the jet. 

Further, since the differences under the radical in (12) are normally not small, 
the effect of friction on the ratio will be small compared with the variation in 
For low speeds, however, the effect of friction will be very pronounced, and 


/dp 

ultimately, when — h — A 


is zero, no petrol will flow. If therefore the jet 


is to give a discharge at low air speeds it follows from this and variation in that 
the discharge will be excessive at high air speeds. 


Practical methods of obtaining constant mixture strength at all air 
speeds. 

(1) Variation in area of the petrol orifice. In this method of control a 
tapered needle is used to partly obstruct the jet, the annular area for the flow of 
petrol being under either manual or automatic control. 

In the S.U. carburettor, illustrated in Fig. 328 by kind permission of the S.U. 
Carburettor Co. Ltd., the needle is attached to a piston the dead weight of which 
is overcome by the pressure difference existing across the choke which is formed 
by a cylindrical extension of the jaston or suction disc indicated in Fig. 328. 

Any momentary increase in the pressure difference lifts the piston, and thereby 
increases the area for the flow of both petrol and air, whilst the velocity of these 
fluids remains sensibly constant. Because of the change in the shape of the air 
orifice the increase in air flow is not directly proportional to the increase in area, 
and on this account a simple tapered needle cannot be employed to maintain the 
mixture strength constant. 

Lack of concentricity of the needle in the jet has also an influence on the dis- 
charge of petrol. 

The main advantages of this carburettor are: 

{a) Large area for the flow of air at full throttle, and therefore high volumetric 
efficiency of the engine. 

(6) A fairly uniform distribution of petrol because of the suction caused on the 
“lee side” of the needle. 

(c) Simplicity and cheapness. 

(2) The Baverey compound jet system. To prevent excessive richness at 
large throttle openings Baverey used two jets (see Fig. 329). The main jet, which, 
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in a single jet carburettor would be too small to give a chemically correct mixture 
even at the highest air speeds, and the compensating jet that takes its ])etrol from 
a well which is supplied by a metering jet, the flow through this jet being produced 
by the static head in the float chamber; hence the discharge rate of this jet is 
approximately constant. 

Now increased air speed, whilst it does not aff ect the discharge of the metering 
jet, does affect the air flow, and therefore the mixture strength (calculated on the 
discharge from the compensating jet) progressively weakens with increased air 
speed, whilst the mixture strength due to the main jet becomes richer. By a 
correct choice of jet sizes and using submerged jets that are less sensitive to 
changes in it is therefore possible to make the increased air to fuel ratio of the 
compensating jet offset the reduced air to fuel ratio of the main jet over a wide 
range of air speed. 



Emulsion 

Holes 


Diffuser 

Tube 


■-:i 


(3 ) Diffuser or shrouded jets . A limited measure of compensation is afforded 
by surrounding the main jet with three concentric tubes (see Fig. 330). 

The inner tube, known as the diffuser or depres- 
sion tube, is y)ierced with holes at intervals along 
its length, and these holes communicate with an 
annular chamber that is itself in communication 
with the atmosphere. 

The enmlHion holes are arranged to bo near tho 
throat of the choke tube (see Fig. 327), so that the 
dcf)ression of pressure produced by the choke 
causes a mixture of i)etrol and air to issue from the 
emulsion lioles. 

Tho more intense the pressure difference the 
lower will tho petrol level fall in annulus (2) and 
the greater the aeration of the petrol. 

Aeration, in itsidf, will not appreciably affect 
tho mixture strength , but, by changing the pressure 
difference over the main jet, it will control the 
discharge from this jet and therefore effect com- 
j)ensation in this way. 

Atomisation of the fuel. In most carburettors 
the velocity of the air is relied upon to produce the 
desired degree of atomisation, but, in carburettors 
fitted with a choke of constant area, this is not 
entirely satisfactory, because at low engine speeds, 
or at reduced loads, when it is desirable that the fuel should be finely divided 
to facilitate combustion in a vitiated atmosphere, just the reverse result is 
obtained. 

Sometimes the jets or emulsion tubes are made to discharge on to a wire which is 
stretched across the throat, the vacuum formed on the lee side of the wire thereby 
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distributing the fuel horizontally. As in the diffuser type of carburettor, however, 
unless the air speed in the manifold* is high, the drops will coalesce. 

Radial aero engines lend themselves to the fitting of a fan, with radial discharges 
to each cylinder, for producing the desired atomisation and the mixing of the 
fuel and air. 

Starting control. On starting an engine the air speed through the choke is 
too small to lift the petrol from the jet — it is therefore necessary to supply petrol 
to a point where the auction is greater. With the throttle closed this point is on 
the engine side of the throttle, so that in the Baverey type of carburettor a tapping 
is taken from the well to this side of the throttle (see Fig. 329), and the air supply 
is controlled by a pointed screw. Slight opening of the throttle reduces the vacuum 
ill the engine manifold and eventually the petrol supply from the slow-running 
jet ceases. 

In the needle type of carburettor the jet is sometimes lowered to produce a 
rich mixture, the piston which forms the choke resting on a stop just above the 
surface of the jet, so that the area for air flow is very small. 

Frequently a miniature carburettor, comprising one jet and a choke, is coupled 
to the main float chamber and to the engine side of the throttle. This is brought 
into ojieration by a valve which controls the passage from the choke to the engine. 

(4) Acceleration. The simple arrangement of jet outlined previously, when 
adjusted for economical running, will not permit of rapid acceleration for the 
following reasons: 

(i) If the engine is to be accelerated its running speed will not bo particularly 
high, and therefore the suction at the main jet will not be great enough to accelerate 
the petrol at the same rate as the air is accelerated. The result is a momentary 
V oak mixture which is said to cause a “flat spot"'. 

(ii) With the throttle almost closed the pressure in the engine induction may 
be so low as to evaporate the petrol with which the manifold walls are normally 
wotted. Hence the first gulp of petrol, which follows the opening of the throttle, 
will wot the walla of the manifold, and only a weak mixture will enter the engine. 
This mixture will be insufficient to develop the power required to accelerate the 
engine at the desired rate, hence the acceleration period will be prolonged. 

The methods available for ensuring rapid acceleration are: 

(tt) To enrich the mixture at small throttle openings, and thereby sacrifice 
fuel economy, 

(b) To raise the temperature of the induction system to prevent depositions 
of j)etrol. Unfortunately this reduces the volumetric efficiency of the engine, and 
increases the tendency to detonate by elevating the combustion temperature. 
Modern petrols, however, require a certain amount of pre-heating. 

* The manifold of an engine is the pijjing which connects the cylinders with the 
carburettor or exhaust pipe. 
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(c) To inject a small quantity of petrol from a pump which is connected to the 
throttle, but which only operates upon rapid depression of the accelerator pedal. 

(d) To provide a well, as in the Baverey system. 

(p) To flap the throttle — a method resorted to by racing drivers where the 
choke is of so large a bore (with a view to ensuring high volumetric efficiency) that 
the engine will not idle. The effect of flapping the throttle is to build up a layer 
of petrol, which is supplied via the starting jet. 

The mechanical pump and heated manifold, of such small dimensions as to 
ensure a high air speed, is the modern method of producing rapid acceleration. 

The Baverey method depends for its operation upon the well which supplies 
the compensating jet being almost full whenever it is desired to accelerate the 
engine. The sudden depression caused by the inflow of air — ^which attends the 
movement of the throttle — empties the well and discharges its contents into the 
indui tion system. 

Until the throttle is again closed the well will remain dry, since the metering 
jet is cai)alde of supplying only the compensating jet with petrol. 

Of all these metlnids, that depending on the pump is the best, because it can 
anticijiate an acceleration and does not affect the other events in carburation. 

Difficulties met with in aircraft carburation. 

The effect of variations in altitude, as encountered in aviation, is to vary both 
the temi)erature and the pressure of the air supply. 

The effect of air temperature on carburation. 

The increased charge weight which attends a reduction in air temperature is 
offset by the reduction in barometric j)ressure with altitude, and unfortunately 
the atmospheric temperature is further lowered by evaporation of petrol. The 
result is that the incoming humid air rapidly forms snow or ice which chokes 
the carburettor. 

The effect of barometric pressure on carburation. 

On p. 644 it was shown that air flow was proportional to the square root of the 
air density, and therefore decreases with an increase in altitude. This reduction 
in density enriches the mixture according to equation (12), p. 645. 

To compensate for this enriching of the mixture two methods are available: 

(a) The use of a variable jet in which a hand-operated or automatically con- 
trolled needle obstructs the main jet and thereby regulates the discharge. 

(b) The provision of an air bleed in the emulsion tube, as shown in Fig. 330; 
or by fitting two connections from the choke to the float chamber, which is 
hermetically sealed. 
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A small bore pipe puts the float chamber into communication with the inlet 
side of the choke, whilst a larger valve- controlled pipe connects the throttle side 
of the choke with the float chamber. By opening this mixture control valve the 
pressure in the float chamber may be considerably reduced, with a consequent 
reduction in the pressure difference over the jets. Thus the petrol discharge rate 
is also diminished. 

The small bore pipe also acts as a balancing device to even up any pressure 
difference between float chamber and carburettor inlet due to the proximity of 
cowling. 

Temperature controls. 

The carburettor may be prevented from freezing by the following methods: 

{a) Heating the intake air by fitting valve-controlled scoops round the cylinder 
barrels. 

(h) Jacketing the carburettor with water, oil, or exhaust gas. Of these three 
inelhods oil jacketing is the most widely adopted method, but it does not prevent 
ice formation on the butterfly valve. 

(c) Depressing the freezing point of water vapour by the addition of ethyl 
alcohol or methanol to the petrol. Unfortunately these solvents attack the 
piping. 

(f/) Dispensing with the carburettor and injecting petrol into each cylinder, 
or the induction system, by yiuinjis prevents freezing, imperfect distribution, and 
fire risks and allows a fuel of lower octane value and volatility to be burnt. 
According to reports (1940) the jietrol injection system is gaining favour in foreign 
nmchincs. For a comparison of carburation and direct injection see The aeroplane, 
March 7, 1941, p. 289. The Engineer, February 5, 1943, p. 109. 

EXAMPLES 

1 . What coriflitiona have to be fulfilled by a carburettor for modern air- craft? 

By nicans of sketches show how these requirements are met in a carburettor of 
particular make. 

2. Describe the major difficulties that are encountered in the carburation of petrol 
engines, and describe the practical solution of one of these difficulties. 

Engine testing.* 

(1) Purpose of the tests. 

(ti) To determine information which cannot be determined by calculation. 

(6) To confirm data used in design, the validity of which is in doubt. 

(c) Commercial tests are run to satisfy the customer as to the Performance 
of the engine. 

* To J amea Watt mxist be given the credit for the introduction and systematic application 
of teats of engines. 
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By performance is primarily meant the operation of all the variables relating 
to the working of the engine. For example: 

Power and fuel consumption. 

Automatic controls, ease of starting and stopping, vibration, power, range, etc. 

(2) The technique of engine testing.* The number of variables associated 
with the operation of an engine is very great and their interdependence complex. 
If therefore a clear idea of the relation between these factors is to be obtained, 
then, as in mathematics, only one variable should be altered at a time, but a 
record should be taken of all the variables that might affect the performance of 
the engine, since at a later date the results of the test may be required for some 
purpose other than that for which the test was primarily run. 

Recording the results. Great attention should be paid to the method of 
tabulating the results, so that computations may be made without having to 
rej)eat the writing of any figures, and the actual observed figures should not be 
corrected except from a repeat test. 

“Nothing contributes more to despatch than method.” 

Plotting the results. The results should bo plotted during the trial, so that 
they may be visualised. 

False zero’s and bastard scales should never be employed, as they are very 
misleading, and if more than one graph is plotted on a common base, then dis- 
tinguish both the graph and the scale by colours. 

(3) Attainment of steady conditions. It is obvious that it takes time for 
the variables associated with an engine to become reasonably steady owing tu 
the heat capacity of the system. For a small engine at least five minutes should 
be allowed between each change of load, and for a large engine many times this. 

Simultaneous readings of all variables should only be taken after the attain- 
ment of steady conditions. 

(4) Bench tests of a petrol engine. The following tests may be made with 
comparative ease and will convey a fairly complete picture of the engine’s 
performance:! 

(fl) Power tests. 

(6) Throttle tests. 

(c) Fuel consumption tests. 

(c/) Motoring tests. 

* “Mpthods of testing Internal Combustion Engines, and comparative fuel economy of 
engines on test and in service”, Proc. Inst. Mec/i. Eng. vol. cxxxii, 1936. 

t Since when tested on the bench a automobile engine is at a distinct disadvantage as 
regards heat dissipation, the trials should be of short duration, artificial cooling of the 
sump and exhaust manifold should be resorted to, and the grade of lubricating oil should 
be heavier than normally used. 
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{a) Power tests. In these tests the throttle opening is fixed, and the brake 
load varied to give a complete range of speed, the ignition advance being adjusted 
at each speed to give maximum power. 

On a base of speed plot mechanical efficiency and specific fuel 

consumption. 

(6) Throttle tests . If the engine is used for propelling a motor car, aeroplane 
or boat, a definite relation exists between the speed of the engine and the power it 
must develop to maintain that speed on the level. To simulate these conditions 
on the test bed the throttle must be set so as to give the power at the particular 
speed of which experience shows the relation to be of the form 

B.H.P. = a(r.p.m.)’^, 

where a and n are constants. 

For a motor car n is approximately 2, whilst for aeroplanes, and motor boats 
it is just less than 3. 

(c) Fuel consumption tests. Since fuel constitutes the major expense 
associated with an engine of sound mechanical design, special tests are usually 
made to determine the effect of mixture strength on the specific fuel consumption 
of the engine. 

The tests may take one of two forms: 

(i) Constant speed constant throttle opening. The mixture strength is 
varied by changing the opening of the jet, and the engine load adjusted to main- 
tain the speed of the engine constant. 

On plotting the specific fuel consumption and b.m.e.p. on a base of mixture 
strength, the B.M.E.r. and specific fuel consumption, for a given mixture 
strength, may be obtained from these curves and plotted against each other 
to give a fuel consumption loop. 

(ii) Constant power test. If the speed and torque are kept constant, the 
power will be constant, so that any change in mixture strength must be accom- 
panied by a change in throttle opening. 

On plotting the specific fuel consumption and b.m.e.p. on a base of mixture 
strength, the curves resemble those for constant speed and throttle opening. 

Comparative tests. If tests on engines of different design and capacity 
are to be compared, it is important that the variables are reduced to a common 
standard. 

The atmospheric conditions must be reduced toN.T.P. conditions, and, to avoid 
differences in mechanical efficiency and calorific value of the fuel affecting the 
results, the results should be plotted on a base of i.H.P. not B.H.P,, and the thermal 
Value of the fuel rather than mass should be used for the ordinate. 

(d) Motoring test. High-speed petrol engines are not particularly easy to 
indicate owing to inertia, thermal, and phasing difficulties of the indicator, so 
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that Ricardo drove the engine immediately after a test by means of an electric 
motor, the torque on which could be measured. 

Owing to the rapidity with which an engine cools down, the most refined 
technique is necessary to obtain reliable information. 

By noting the reduction in b.h.p. which attends the cutting out of each cylinder 
in turn we have an approximate method of obtaining the i.h.p. of that cylinder. 
This is known as the Morse test. 

The Morse test. The object of this test is to obtain the approximate 
I.H.P. of a multi- cylinder engine without any elaborate equipment. It consists 
of rendering inoperative, in turn, each cylinder of the engine, and noting the 
reduction in b.h.p. developed. 

With a petrol engine each cylinder is rendered inoperative by “shorting” the 
sparking plug of the cylinder; with an oil engine, by cutting ofi’ the supj)ly of fuel. 

Theory. In Fig. 331 the white area of the indicator diagram is a measure of 
the Gross horse-power (g.ii.p.) developed by the engine, the black area the 
Pumping horse-power (p.h.p.). See p. 593. 

The net I.H.P. jier cylinder = (g.h.p. — P.H.P. ). 

The net b.h.p. per cylinder = (i.h.p. -p.h.p.). 

With all the n cylinders operating the total 
b.h.p. 

= BH.P.^ = (g.ii.p.^ -P.H.P.^- r.H.P.J. 

Cutting out one cylinder, but maintaining 
the r.p.m. constant, so as to maintain the P.H.P. 
constant, the new b.h.p. represents that of an 
engine having (n—l) cylinders minus the pumping and friction losses of the 
inoperative cylinder. 

The reduction in b.h.p. that attends the cutting out of the cylinder can be 
obtained by direct measurement, and symbolically it is represented by 

(b.h.p.„-b.ii.p.^_i) = (g.h.p.^-p.h.p.^-p.h.p.^) 

-(g.h.p.^_i-P.h.p.^_i-f.h.p.^_i- (p.h.p. - h P.H.P.) of the idle cylinder). 

If we assume that pumping and friction losses are the same when the cylinder 
is inoperative as when working, then the reduction in b.h.p. is equal to the g.h.p. 
of the inoperative cylinder: 

= (G.H.P.„-G.H.P.„_i). 

As pumping losses are usually small, the reduction in b.h.p. is usually regarded 
as the i.h.p. of the inoperative cylinder. 
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Ex. The figures tabulated below show the result of a teat of a 13*9 h.p. Morris Oxford 
engine. 

Throttle opening, J. 


1 

CyliJidcrh 

working 


R.P.M. 

Brake 

Id till 

15. H.P. 

Difference 
in 15.H.P. 

1 

2 

3 

4 

1160 

97 

25 



— 

1 2 1 

3 

4 

— 

67 

17 3 

7-7 

‘ 1 

1 1 

3 

4 

— 

65 

16-8 

8-2 

1 1 

2 

— 

4 

— 

70 

18 1 

6-9 

1 

2 

3 

— 

— 

70 

18-1 

6-9 

l~ 

1 ^ 





Cl.H.P. 29-7 


Mechanical efficiency = 84 % 


Throttle opening, \ 


1 1 1 2 

3 

4 

1200 

105 

28 

_ 

1 - 1 2 

3 

4 

— 

70 

18 () 

9-4 

111 — 

3 

4 

— 

72 

I!)-2 

H-8 

, ^ 1 2 

— 

4 

— 

73 

1 0 ) 

8-5 

1 1 2 

3 

— 

— 

75 

20-0 

8-0 

' 1 

1 




U.H.P, 

34-7 


Mecliaiiical elliciency =81% 


Measurements. 

The lullowing are the principal measurements required for a complete test on 


a petrol engine: 


(1) Torque. 

(4) Air consumption. 

(2) Rotational speed. 

(5) Various temjieratures. 

(3) Fuel consumption. 

(6) Ignition advance. 


Torque, 

In the selection of a dynamometer it is important that the engine torque at 
(‘very speed should be exactly balanced, otherwise the engine will stall or race 
iLway. Further, the characteristics of the dynamometer should be the same as 
the antici])ated service load on the engine, and since in propulsion work this is 
mainly one of overcoming a fluid resistance, then the Froude hydraulic brake 
should meet all cases. 

The electric dynamometer has the advantage that it can be used for motoring 
the engine as well as absorbing the power by heating resistances, which them- 
selves are fairly expensive parts of the equipment. With air-cooled aero-engines 
the current should be used for driving the cooling fan. 

Rotational speed. 

This is measured by a centrifugal tachometer, which is similar to an engine 
governor, or by a chronnmetric type, where the number of revolutions, in a 
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given interval of time, are counted and recorded by the instrument, or by an 
electric tachometer, where advantage is taken of the e.m.f. being approximately 
proportional to speed. 

Fuel consumption. 

This is most easily measured by noting the time to consume a given volume of 
fuel, although strictly speaking it is the mass that is required. 

Fig. 332 shows a simple form where two spherical glass bulbs, one of about 
100 c.c. capacity, and the other 200 c.c. capacity, are connected by three-way 
cocks so that one may feed the engine whilst the other is being filled. 



The capacities differ in order to make the duration of tests approximately 
constant irrespective of engine load, whilst the spherical form combines strength 
with a small variation of fuel head on the carburettor needle. 

To reduce the fuel consumption to a mass basis the specific gravity should be 
taken at the temperature of the petrol during the trial. 

For an average petrol specific gravity = 0-74, calorific value = 10,575 c.H.TJ. 
per lb., latent heat = 75 C.H.U. per lb., mean specific heat 0 to 15“ C. = 0*47 
c.H.TJ. per lb. 


/. Brake specific fuel consumption = 


Fuel in lb. per hour 


( 1 ) 


B.H.P. 
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If i; cubic centimeters of petrol are used in t seconds, then the consumption in 
lb. per hour 


V X specific gravity x 60^ v 0-74 x 3600 ^ 

454T« “t ^ 454 ^ 


■( 2 ) 


B.H.P. X 


Brake thermal efficiency = 

By (l)in (3), 

Brake tb^rmal efficiency = 


33,000 

1400 


Fuel per min. x c.v. ’ 
23-55x 60 


.(3) 


Brake specific fuel consumption x c.v. ’ 
With fuel having a c.v. of 10,575 c.h.tj. per lb. 

23-55 X 00 


Brake thermal efficiency = 


10,575 X Brake specific fuel consumption 
01335 


Brake specific fuel consumption in lb. per B.ii.r. hour’ 


Air consumption, 

A sharp-edged orifice in conjunction with an anti-pulsating tank, having, in 
the case of a single -cy finder engine, a volume about 500 times the swept volume 
of the engine, forms a simple and cheap method of estimating the air supply to 
an engine. 

Fig. 333 shows a portable type employed by the author. For the space occupied, 
its damping qualities are excellent, and for large engines it can be placed in series 
with similar tanks until the required degree of damping is effected. 

An accurately made sharp-edged orifice will give a fairly precise value of the 
air consumption without calibration, but, should this be desired, it is convenient 
to employ a pipe A which carries an orifice that has been calibrated in position 
by the N.P.L. By alternately blanking the pipe (when attached to flange B) and 
orifice C, at different engine speeds, the coefficient of discharge for C may be 
obtained. 

Simple theory. If the pressure difference over the orifice, by a correct choice 
ol orifice diameter, is limited to 5 in. of water, the coefficient of discharge Q is 
sensibly constant at 0-596 and compressibility may be ignored (see p. 323). 

The velocity through the orifice is given by 

> ( 1 ) 

^ Pa 

where — is the pressure difference over the orifice in lb. per sq. ft. and 
IS the density of the air, the ratio, area of orifice to area of supply pipe being 
zero. 


WHK 


42 
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'I'he pressure difference is usua/fiy iiicaLSurcci in inch6S ofWBiter , 

K 

• - Pi-Tz = 

Mass flow in lb. j)cr sec. = C^jAVp^j^, 
where A is the area uf the orifice in sq. ft. 


(ii) 

( 3 ) 



Fig. 333. 

By (1) and (2) in (3), 

Mass flow = V^Aj2gp^p„-J^. 

With air at 15° C. and 14-7 lb. per sq. in., i.e. 29-92 in. of mercury, the density 
14-7 X 144 

= - 90 ^ 88 “ = ‘=’^- 


p^, = C2-3 lb. per cu. ft. 

Takin^^ Q as 0-596, and the diameter of the orifice in inches as D, then 

7rxZ)^x 60 


Mass flow in lb. per minute = 0-596 x 


4x 144 




32-2 X0 0766X 62-3, 


12 


= 0-99D^-Jh^m.. of water. 


(4) 
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The excellent damping qualities and low vapour pressure oommend castor 
oil for use in the manometer. 

If the atmospheric conditions differ from 29-92 and 15"^ C., equation (4) becomes 


^ /^rometo ^ , 

V 2!l-y2 Temperature ' 


:3 07Z)' 


Temperature 

Barometer 
Absolute temperature 


J Abs( 


.(5) 


Specific air consumption. 


If fuel and air could be obtained for nothing, it would be just as re;isonable to 
attach as much importance to the specific air consumption as to the fuel con- 
sumption. 

Ricardo conceived the idea of specific air consumption as a means of detaching 
the performance of the combustion chamber from that of the induction manifold, 
since the density of air is very much less than that of liquid petrol, and therefore 
air can follow the tortuous path of the intake without, as in the case of petrol, one 
cylinder being rich and the other weak. 


Brake specific air consumption = 


Air consumed in lb. per hour 
B.H.P. 


Volumetric efficiency. 

It was shown on p. G18 that the volumetric efficiency was given by 

Air jjer stroke reduced to n.t.p. 

8wept volume 

If It; lb. of air are consumed per minute by a four-stroke engine having n cylinders 
the rotational speed being N r.p.m., air jjer stroke in cu. ft. 


wx2 96x273 
n x~N ^ 14-7 X 144’ 


Volumetric efficiency = — 


w X 42,800 


nN X Kw^ept volume per cylinder in cu. in. ' 


■( 1 ) 


Temperature measurement. 


The temperature rise of the circulating air is most conveniently obtained by 
mercury thermometers, which can be inserted directly into the rubber hose so 
that their bulbs are in the stream of water. 

For the exhaust and cylinder head temperature copper- constant an thermo- 
couples should be used after calibration in oil against a high temperature mercury 
thermometer. For general industrial purpose mercury in steel pyrometers are 
preferable to electric, provided the pipes are short. 
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Ignition advance. 

The actual point at which ignition occurs has an important bearing on engine 
temperature, fuel consumption and the 
tendency to detonate, and is most easily 
obtained by inserting neon tubes in the 
flywheel rim opposite each crank and 
allowing those to move over the face 
of an insulated wiper plate (graduated 
in terms of the crank angle), to which 
each sparking plug may be connected 
in turn by a loose lead (see Fig. 334). 

The characteristic diagram.* 

On this diagram (Fig. 335) all the quantities that involve a time rate are set 
down in the quadrants of rectangular axes, so that the variables may be plotted 
during the progress of the trial, and may be readdy compared by the co-ordinating 
rectangle, thus: 

If at a particular b.h.p. the fuel consumption is given by point the corre- 
sponding r.p.m. are given by £, the air consumption by G and the mixture 
strength by tan 0, provided the same scales are used for air and fuel. From the 
relation 

Torque x 27riV 

XI XI -D ± 




if the torque remains constant, then a linear relation exists between b.h.p. and 
r.i).m., and a family of constant torque lines may readily be constructed by 
erecting an ordinate where N = 33,000/277, whence Torque = b.h.p., so that the 
torque and b.h.p. have the same numerical value. 

• Introduced to the author by the late Prof. W. E. Dalby, F.R.S. 
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1. Testing engines. (A.M.I.M.E. 1938.) 

Describe any test of an internal combustion engine that you have personally carried 

out, giving the points of importance. 

(а) In the performance. 

(б) On the method of carrying out the observations. 

2. Volumetric and mechanical efficiency. (B.Sc. 1938.) 

A multi -cylindered petrol engine is to undergo a series of tests in order to determine 

its volumetric and mechanical efficiencies over its full range of speed. Make a list of the 
observations you would take, and indicate how these quantities would be calculated. 

Sketch curves to a base of revolutions per minute, showing how these quantities vary 
(a) at full throttle, (&) at half throttle. 

Explain with the aid of graphs in what way the b.h.p. is related to the air consumption 
over the speed range. 

3. Show that the curves of i.H.r. mechanical efficiency, fuel per b.h.p. hour and the 
heat balance curves for an internal combustion engine, when plotted on a B.H.P. base, 
are all interrelated, and predict their shape from theoretical considerations. If test 
results differ from the predicted, how may the cause be traced? 

4. Morse test. (A.M.I.M.E. October 1937.) 

In a test of a four-cylinder four-stroke petrol engine of 3 in. bore and 4 in. stroke the 
following results were obtained at full throttle at a particular speed (constant), and 
with a fixed setting of the fuel supply of 0*18 lb. per min.: 

B.H.P. with all cylinders working 20-7. 

B.H.P. with cylinder No. 1 cut out 14-2. 

B.H.P. with cylinder No. 2 cut out 14-1. 

B.H.P. with cylinder No. 3 cut out 13-9. 

B.H.P. with cylinder No. 4 cut out 14-2. 

Estimate the indicated horse-power of the engine under these conditions. 

If the calorific value of the fuel is 10,500 c.H.u. per lb., find the indicated bhermal 
efficiency of the engine. 

Compare this with the air standard efficiency, the clearance volume of one cylinder 
being 7 cu. in. Ans. 20-4 i.h.p.; 32 9 %; a.s.e., 47-6 %; Relative efficiency, 69 %. 

5. Fuel consumption. (A.M.I.M.E. October 1937.) 

A six- cylindered petrol engine of 4 in. bore and 5 in. stroke was run at full throttle at 
a constant speed of 1500 r.p.m. over the practicable range of air/fuel ratio, and the 
following results were deduced from thu series: 


Tost nuinlocr 

1 

2 

3 

4 

6 

6 

7 

8 

B.M.E.P., lb. per sq. in. 

91-0 

96-0 

98-0 

97-5 

97-0 

92-0 

840 

74-6 

Fuel consumption, lb. per b.h.p. -hr. 

0-90 

0-80 

0-71 

0-62 

0-57 

0-55 

0-57 

0-66 

Air/fuel ratio, by weight 

11-0 

11-6 

12-9 

14-7 

161 

17-6 

19'2 

20B 


The engine had a compression ratio of 5/1. 
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The fueJ used had a calorihc raliie of 10,600 c.H.u. perlb., the air/fuel ratio, by Weight, 
for "chemically correct" combustion being M-Sll. 

Plot, on a base of air/fuel ratio, curves of brake mean effective pressure and of fuel 
consumption in pounds per brake horse-power hour. Point out those characteristics 
of petrol engines in general, and of this engine in particular, revealed by these curves. 

Calculate the highest brake thermal efficiency given by these tests. Ans. 24-2 % . 


(A.M.I.M.E. 1936.) 

6. A four-cylinder automobile engine, of 2-5 in. bore and 4-6 in. stroke, was tested, at 
constant speed, over the complete range of mixture strength. The arm of the brake was 
3 ft. The following data were recorded: 


Tost number 

1 

2 

3 

4 

5 

6 

7 

8 

9 

Revolutions per min. 

1510 

1500 

1510 

1510 

1510 

1510 

1509 

1493 

1513 

Brake loud, lb. 

DM 

1915 

19-2 

19-25 

19-25 

19-25 

18-95 

18-0 

10-6 

Fuel, lb. per hr. 

121 

11-9 

11*0 

11-4 

11-0 

10-7 

10-1 

9-4 

8-9 


Plot a diagram showing the relation between fuel consumption in lb. per b.h.p. hour 
and B.M.E.P. 

Discuss the information which this diagram provides respecting the performance of 
the engine. 

7. Fuel consumption curves for internal combustion engines. (B.Sc. 1937.) 

Sketch the general form of the curves obtained when fuel consumption per horse- 
power hour is plotted against brake mean pressure for (a) a petrol engine, and (&) a 
compression ignition oil engine, when tested at constant speed over a complete working 
range of air/fiiel ratio. 

If the same engines are tested at constant speed over the range of power output, from 
light to full load, the method of power control in each case being characteristic of the 
particular engine, sketch again the curves showing the variation of the same quantities 
as before. 

In each case compare the curves for the two engines, and explain how the differences 
follow from the different methods of operation. 
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INTERNAL COMBUSTION ENGINES 
(3) THE OIL ENGINE 

Historical. 

Before the advent of gas producers, or the storage of gas by compression, the 
enii)]oyment of gas engines was very restricted, so it seems natural that man 
sliould endeavour to generate gas from liquid, rather than from solid fuel, and 
use it in a gas engine. 

Brayton, an English engineer who had settled in America, first put forward 
tlic idea of converting from gas to oil, and in 1 873 his first engine was placed upon 
tlie market. 

Brayton’s gas engine resembled very closely a steam engine, in that the 
explosive mixture was stored in a separate container, and admitted to the engine, 
at constant pressure, for a portion of the stroke. To ignite the charge a grating 
was placed in the inlet port, and through this hot grating the explosive charge 
passed on its way to the expansion cylinder. Difficulties with this grating caused 
Brayton to inject oil througli it into a charge of air, instead of injecting an 
explosive gaseous mixture, and from that time success followed, although the 
engine was not economical on fuel. 

The credit of running the Otto engine on light oil probably belongs to Daimler, 
who was associated witli Otto at Cologne, and had a slow-speed petrol engine 
running in 1876. 

It was in 1 883 that Daimler produced an engine which ran at about 1000 r.p.m., 
and in 1886 he propelled a motor car with an engine of this type. 

Meanwhile, efforts were being made to adapt the Otto cycle for heavy fuels, and 
the first to achieve success in this direction was Priestman of Hull, who employed 
paraffin as fuel in 1885. 

To vaporise paraffin, by the direct application of heat at constant pressure, 
involves a temperature in the region of 350° C., and even then there is a residue. 
If, however, superheated steam, or pre-heated air, is bubbled through the paraffin, 
distillation is complete at a lower temperature. 

Priestman, realising this, injected his fuel by means of air at 5 lb. per sq. in. 
into the vaporiser, where evaporation was effected at 150° C.; the vaporiser being 
jacketed with exhaust products at about 350° C. 

A pipe connected the vaporiser with a normal type of four-stroke gas engine 
in which electric ignition was employed. 

The Giffen engine resembled the Priestman, but it employed hot-tube ignition 
(see p. 580), and on this account it was considered better at that time. 
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Surface ignition engines (hot -bulb engines). 

About 1889 the well-known Hornsby-Akroyd oil engine made its appearance, 
and brought about a complete revolution in engine design. Mr H. Akroyd Stuart, 
of Bletchley, Bucks, was the originator of the method of compressing only air 
in the engine cylinder previous to the injection of fuel into a hot bulb, which 
formed the compression space and vaporiser of the engine. This hot bulb 
may be regarded as a modification of the hot tube used on earlier gas and oil 
engines. One important difference, however, should be noted, and that is by 
contracting the bulb to a narrow neck, prior to its attachment to the working 
cylinder, a very high degree of turbulence is set up as the ignited gases flash 
through the neck into the working cylinder, where combustion is completed. 

Even at the present time Akroyd’s method is still the best for burning fuels of 
indifferent quality with reasonable economy, and little trouble. 

Ignition in this engine is entirely automatic, and, with a bulb of correct shape, 
maintained at a suitable temperature, it is immaterial whether the fuel is injected 
on the suction stroke or at the end of compression. The reason for this is that 
only those paraffin air mixtures in the range 10 to 17 parts of air by weight 
to 1 of paraffin are ignitable, so that until sufficient air is compressed into the 
bulb, to realise this condition, ignition will not occur. 

For starting the engine, and running it on light loads, the bulb is heated ex- 
ternally by means of a blow-lamp. As the load increases, so does the bulb tem- 
perature, with the result that the volume of air taken in is reduced, and the period 
of ignition automatically advances until pre-ignition occurs. To counteract this 
water is dripped into the air-suction port. 

The low-working pressures commend the engine for use where moderate powers 
of constant amount are required. 

Semi-Diesel. 

This engine occupies a position intermediate between the Hot -bulb engine 
and the Diesel engine. In the hot-bulb engine the compression pressure is about 
90 lb. per sq. in., in the Semi-Diesel 250 lb. per sq. in., and in the Diesel about 
500 lb. per sq. in. 

By raising the compression pressure the uncooled surface of the bulb may be 
reduced, and, in consequence, the working range and fuel economy of the engine 
considerably increased.* 

The increased compression pressure makes it imperative that the fuel is injected 
at the end of the compression stroke, where the combination of high pressures and 

* Another important advantage is that heavy fuels, which would choke the vaporiser 
valves and piston of a hot-bulb engine, may be burnt in the high -compression engine with 
impunity. , 

Until the introduction of high compressions it was quite common to find, after stopping 
the engine, that the piston was immovable. 
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short time of injection presented designers with a problem of considerable 
magnitude. Again in this field Akroyd was the pioneer, and the principles which 
he introduced still hold. 

Before dealing with Akroyd’s invention of 1891, let us consider the require- 
ments of fuel injection gear for Compression ignition engines (c.i.e.). 

Briefly they are as follows: 

(1) The correct amount of fuel, to develop the requisite power, must be 
supplied to the engine at the right time. 

(2) The pressure of this fuel must be raised sufficiently to inject it, as a fine 
mist, which will penetrate the compressed air to the remote corners of the 
combustion chamber. This requirement is very difficult to achieve, since in a 
Diesel engine the density of the air at the end of compression is more than twelve 
times the density of free air, and during combustion double this amount, and 
by atomising the fuel the kinetic energy of the fuel particles, and therefore their 
penetrating power, is correspondingly reduced. 

(3) On p. 78 it was shown that the efficiency of a compression ignition engine, 
whetlier it works on the Dual combustion or Diesel cycle, depends upon the 
eaiiiness at which the fuel is cut off, and since pre-ignition determines the com- 
mencement of injection, it is obvious that in a high-speed engine the duration 
of the fuel injection must be extremely short. 

(4) To prevent fouling the combustion space with the solid residue from un- 
consumed fuel it is important that injection commences and ends very abruptly, 
so that there is no dribble. 

(5) In no circumstances must the fuel spray hit the walls of the combustion 
chamber, or heavy deposits of coke will occur, and the lubricating oil will be diluted. 

Akroyd's atomiser. 

Fig. 336 shows Akroyd’s atomiser, which consists of a spring-loaded differential 
piston connected to a needle valve which normally obstructs the atomiser jet. 
The pressure of the fuel is raised by a cam-driven ram pump in which the timing 
is adjusted to impose a high pressure on the fuel at approximately the end of the 
compression stroke of the engine. This pressure is sufficient to lift the differential 
piston of the atomiser (to which the fuel pump is connected by a stout pipe) 
against the resistance of the spring. On the fuel valve opening the pressure in the 
fuel line is relieved immediately, and the strong spring returns the needle valve 
smartly to its seat, so that dribble is prevented. 

Tangential slots are employed to whirl the fuel as it enters the combustion 
chamber, whilst, to ensure mechanical freedom of the piston, combined with 
a reasonable degree of oil tightness, grooves are turned on the periphery of the 
piston, and a leak-off pipe provided to return the oil, which escapes past the 
labyrinth packing, back to the suction side of the fuel pump.* 

* See p. 467. 
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This method of supplying fuel is known as the Airless or Solid injection 
system, and in recent years it has made very rapid strides.* 



Fiff. 336 


The Diesel engine. 

Dr Rudolph Diesel invented this engine in 1893 with a view to obtaining a 
practical engine of higli thermal efficiency. To this end he left the cylinder un- 
jacketed and attempted to use coal dust as fuel, j On this account it is easy to see 
why the engine was not a mechanical proposition. 

The first successful Diesels, using liquid fuel which was injected into the 
cylinder by a blast of air, were manufactured by the M.A.N. Company of Ger- 
many in 1895. 

In England the first Diesel was made by Messrs Mirrlees, Watson and Co. of 
Glasgow in 1897. Messrs Scott and Hodgson of Guide Bridge, Manchester, con- 
structed the second Diesel, which was a horizontal two-stroke. 

The main features of the Diesel engine are: its ability to burn heavy liquid 
fuels economically; the absence of an ignition system; the air-blast injection, 
which produces combustion at approximately constant pressure, and, when 

• E. Giffon and A. W. Rowe, “Pressure calculation for oil engine fuel-injection systems.” 
Proc. Inst. Mech. Eng. vol. exu (1939), p. 519. 

■f “Coal as a fuel for internal combustion engines”, Proo. Inst. Mech. Eng. vol. cxli. 
No. 4, June 1939. 
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properly adjusted, does not produce Diesel knock (see p. 677 ) ; and the ability 
of the engine to start from cold. 

The complication and expense which the air-injection system involves has 
resulted in its being gradually superseded, except for the development of large 
powers (see p. 679). 


The two- and four-stroke Diesel engines. 


As far as general features go these engines are very similar to gas and surface 
ignition oil engines, but the much higher pressures which are developed necessi- 


tate an engine of more robust construction, 
and in which the lubrication and cooling of 
the engine must be carefully attended to. 

When the power developed exceeds 
150 n.r. per cylinder forced fluid cooling of 
the ])iston becomes imperative. 

For substantially greater ])owers the 
trunk piston is abandoned in favour of the 
jjiston and crosshead. The coolant being 
conveyed to the piston through the hollow 
))iston rod. 

At one time water was Bm])loyed for 
piston cooling, but the danger which at- 
tends the contamination of lubricating oil 
with water has led to the more general use 
of oil as a coolant, the piston being corru- 
gated internally to prevent carbonisation 
of the oil with the attendant danger of the 
carbon choking the cooling pipes. 

Fig. 337 illustrates the simplest type of 
crosshead Diesel engine. As this engine 
operates on the two-stroke cycle the only 
valves in the cylinder head are the air- 
starting and fuel valves. 

Towards the end of the expansion stroke 
the piston first uncovers the charging 
port B, which is under the control of 
valve (7, later the exhaust port D is opened, 
and the bulk of the products of combustion 



escape into the water-cooled exhaust mani- pi-g 33 ^^ 

fold. The scavenging port A is then opened 

and air, at about 6 lb. per sq. in., is blown into the cylinder to Scavenge the 
cylinder of the remaining burnt products. On the ascent of the piston, valve C 



668 Internal Combustion Engines 

is opened, and an extra charge of air passes into the cylinder, thereby producing 
a supercharging effect, since ports D and A are then closed. 

This method of charging and scavenging is common to Sulzer and Polar Diesel 
engines. 

The crosshead type of Diesel engine is used mainly for marine propulsion, 
where the propeller imposes the condition that the maximum power must be 
developed at about 90 r.p.m.: the engine is therefore of the long stroke type. 



Fig. 340. 


The complete &ea\enging of the cylinder with a minimum quantity of air may 
be conveniently effected by the u&e of opposed pistons, as in the engine which has 
been brought to a high state of perfection by Doxfords of Sunderland (Fig. 339). 

Strictly speaking, this is not a true Diesel engine, as it employs solid injection, 
and the compression pressure is only about 300 lb. per sq. in., so that some tem- 
perature assistance is necessary to ignite the fuel. This is provided at starting by 
steam heating the water-jackets. 

The provision of two pistons, with their attendant rods, and three cranks per 
cylinder, produces mechanical complication, but against this must be set the 
absence of valve gear, the large power per cylinder, spherical combustion 
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chamber simple cylinder ca»sting, the excellent balance and torque, and the 
removal of straining effects on the main bearings and engine bed; an important 
factor in marine practice. 

The low compression pressure is ideal for smooth running, long life, and the 
capacity to take prolonged overloads, and, by the use of spherical seated 
bearings, the makers have removed objectionable bending stresses from important 
components. 

Fig. 340 shows the FuUagar opposed piston engine, where an orthodox type 
of crankshaft is employed, the upper pistons being operated by cross-connecting 
opposite crossheads to them. The upper crossheads are square, and are enclosed 
in square cylinders, which furnish the scavenging air for the power cylinders. In 
the previous types described the scavenging air is supplied by a motor or turbine 
driven blower, whereas the FuUagar engine is self-contained. 


Shaft >4” Fijied tq 
Brackets or Pillars 


5TAm’IN& 

Position 


Starting Air 
Rocker Lifted 




•/. Stop Position 


-Handle to Operate Eccentric 
Sleeve Carrying Valve Rockers 
N o 2 AND 3 


1 Air Inlet 


"3— Running Position 
Z Full Injection 


3 Starting Air 



A Ekhaust 


Shaft Rotates at Half 
Crankshaft Speed 


Fig. 341. 


Cylinder head. The cylinder head of a four-stroke Diesel engine is very com- 
plicated, especially if the engine is to be reversible. In addition to the normal 
inlet and exhaust valves, fuel, air starting, and relief valves are fitted, and since 
it is difficult to keep valves larger than 12 in. diameter gas tight, duplication of 
valves on large engines is often imperative. 

Fig. 341 iUustrates the valve gear for a non-reversing four-stroke Diesel engine. 
Rockers (2) and (3) are pivoted on an eccentric bearing B, which is free to revolve 
on shaft .4. The position of the eccentric is determined by handle (7, which controls 
the starting, stop and running positions of the fuel and air starting rockers, by 
raising or lowering these rockers on to the respective cams. 
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Blast-injection system. 

In this system each cylinder is provided with a fuel pump, the purpose of which 
is to meter out the amount of fuel comparable with the load on the engine, and 
to raise this fuel to the fuel valve, where it reposes until this valve is opened 
mechanically. As a rule all the pumps for a multi- cylinder engine are contained 
in a single steel block, and their rams are driven from a common crosshead. The 
amount of fuel delivered is under the control of the pump suction valve, which 
is operated by the governor, in combination with the plunger, the initial lift 
given by the plunger preventing a vapour lock. 


Rg. 342. 


The blast air is raised to about 1000 lb. per sq. in. by a three-stage compressor, 
shown in Fig. 342. This air is responsible for projecting the fuel into the com- 
bustion chamber, and atomising it. 

Fig. 343 shows an excellent type of fuel valve, the oscillating spindle being 
packed to prevent leakage of air rather than the valve spindle, since in the 
laterally packed type, wear of the spindle causes the valve to stick. With the type 
of valve which opens into the cylinder, sticking results in the immediate burning 
out of the valve, necessitating a complete shut-down. As the casing of the 
torsional spindle arrangement contains high pressure air, it is expensive to make 
and renders the fuel valve less accessible. 
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On this account attention has been paid to improving the packing and 
lubrication of the laterally packed type, with gratifying results. 

It is customary to fit ball valves in the pipe connecting the fuel pump with the 
fuel valve to prevent drainage of this pipe, 
and also to protect the pump from a blow 
back should the fuel valve stick. 

Cases are on record where the steel fuel valve 
has been burst, and as a safeguard bursting 
discs are often fitted in the valve itself. 


Leakage or Air 
TO Atmosphere 
Prevented by 
Gland and 
SruFnNGBim 

ON THIsS 


The double-acting Diesel engine. 

The demand for greater power from smaller 
weight has led to the introduction of double- 
acting engines, of which a number have been 
made in recent years, and some of these have 
already been replaced by steam. 

The position of the cool jiiston rod in the 
middle of the lower combustion chamber 
causes the power developed on the underside 
of the piston to be considerably less than on 
the top side. This gives rise to an alternating 
torque with its attendant troubles. 

Those who have seen, or worked on, a large 
double-actmg four-stroke marine engine can- 
not fail to bo impressed by the tremendous 
mechanical complication, and the difficulties 
of dismantling. In the author’s opinion it 
would appear better to use a two-stroke engine, 
and develop this into a double-acting engine 
should the power not suffice. 

In fact, modern developments indicate that, 
for powers between 10,000 and 20,000 h.p., 
the double-acting two-stroke will be the engine 
of the future where a slow rotational speed is 
necessary, and the price of oil fuel compares 
favourably with that of coal. 


In the Lateral 
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theGland is 
Fitted Here. 
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Fig. 343. 


Comparison between two- and four -stroke engines.* 
Four stroke. 

(1) Better scavenging, hence higher b.m.e.p. 

(2) Morefiexible. 

(3) Low fuel and lubricating oil consumption. 


* Engineering, June 28, 1918, p. 727; July 19, 1918, p. 61. 
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(4) Less noisy exhaust. 

(5) Compression better maintained than in the two stroke, since the engine 
runs cooler, and the average load on the piston rings is less. 

(6) Weight very little more than of two stroke with all its accessories. 

(7) Gudgeon pin does not present any difficulty of lubrication. 

(8) Open-valve gear wears rapidly in a dusty atmosphere. 

(9) Cylinder wear less than in some two strokes. 

Two stroke. 

(1) Larger power per cylinder. 

(2) Shorter crankshaft and more even torque reduces the risk of torsional 
oscillation, and the size of the flywheel. 

(3) Engine easily reversible. 

(4) Simple symmetrical castings, and no valves to grind in. 

(5) Few spares required. 

(6) Inferior fuel may be burnt, since there are no valves to gum. 

(7) Only three cylinders are required to enable the engine to start in any 
position. 

(8) One of the worst features of the two stroke is the quantity of scavenge air 
required. Leakage of this air through the exhaust ports accounts for a loss of air 
almost equal to 50 per cent of the swept volume of the cylinder. 

(9) In engines using crankcase compression great care must be taken in oiling 
the internal parts, since oil fog is transferred to the upper side of the piston, 
where it is burnt or wasted. It should be observed that the unidirectional forces 
on the connecting rod demand rather more oil than in the case where the forces 
alternate. 

(10) I3y placing the exhaust ports higher up in the cyhnder, and paying par- 
ticular attention to the exhaust piping, it is possible to dispense with both blowers 
and crankcase compression, as in the Fetter Harmonic Diesel.* 

The Kadenacy two stroke.^ 

In this engine advantage is taken of the momentum of the exhaust gases for 
inducing an air charge into the cylinder through ports which are controlled by 
the movement of the piston. A mechanically o])crated exhaust valve is fitted in 
the cylinder head, and the exhaust gases are discharged through a fairly large 
bore pipe, the length of which is adjusted to produce the necessary depression of 
pressure in the cylinder. Starting is effected by crankcase compression. 

Supercharging Diesel engines. 

Supercharging an engine may be defined as the artificial raising of the intake 
pressure of the air above atmospheric pressure. 

♦ See H. 0. Farmer, “ Exhaust systems of two stroke engines”, Proc. Inat. Mazh. Eng. 
vol. cxxxviii, 1938, p. 367. 

t Enginttring, February 23, 1940, p. 195. 
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The objects of supercharging are: 

(1) To increase the power of the engine. 

(2) To maintain the power output regardless of altitude. 

(3) To increase the air fuel ratio, and thereby improve the thermal efficiency 
of the engine. 

The methods available for raising the pressure of the air are: 

(1 ) The use of a Ramming pipe on the air inlet, so that the momentum of the 
ingoing air may be converted into jjressure energy. 

(2) The use of rotary blowers. 

(3) The use of a piston-type compressor. 

The ramming pipe is simj)]e and effective, but it causes the inlet to be noisy, 
and often it cannot be conveniently accommodated on the engine. 

Ilotary blowers offer the most successful solution, but their inertia restricts 
their use to constant-speed engines. In the Biichi system the blower is driven by 
a turbine which operates on the exhaust gases from the engine. Although this 
sysl cm involves a higher exhaust temperature, and the use of separate exhaust 
manifolds for every three cylinders to allow the exhaust pressure to fall 
sufficiently for reasonable scavenging, yet the increased cost and weight of the 
engine is considerably less than that of the extra cylinders to provide the 
additional power. 

In the Werkspoor crosshead type of single-acting four-stroke engine the under 
side of the piston acts as a compressor, and since two compression strokes are 
made on this side of the piston to every one on the power side, the volumetric 
efficiency of the compressor need not be high. 

Solid injection or compression ignition engines (o.i.e.): high speed type. 

When the fuel is injected by air, combustion takes place at approximately 
constant pressure, but with solid or airless injection (introduced by Vickers) 
this is not possible; hence these engines do not operate on the true Diesel cycle, 
although they are, more often than not, referred to as Diesel engines.* 

In the usual arrangement of solid injection engines each cylinder is provided 
with its own cam-driven pump and atomiser, and Fig. 344 illustrates the Bosch 
system, which is widely used.l 

In size and appearance this pump resembles closely a magneto, and, like the 
magneto, it is driven at half the crankshaft speed for four-cycle engines. 

On full load the injection period occupies only about 25° measured on the 
crankshaft, which is half that on the fuel pump, so, if the entire stroke of the fuel 
pump were used, there would be difficulties with a cam of very rapid lift and 

* C. Day, “Heavy oil engines and Diesel engines”, Proc. Inst. Mech. Eng. vol. exx, p. 713. 

t Proc. Inst. Aut. Eng. vdI. xxiv, p. 241; Proc. Inst. Mech. Eng. vol. exx, p. 51 S; “Fuel 
injection equipment”, Proc. Inst. Mech, Eng. vol. cxxxii, 1936; H. O. Farmer and J. F. 
AlcDck, “Fuel injection systems for high speed oil engines”, Proc. Inat. Mech. Eng. 
vol. exx, p. 517. 
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narrow width. This is avoided, and rapid injection initiated by using only about 
half the stroke of the plunger which is so shaped as to control the beginning and 
end of the injection (see Fig. 345). 

Fuel flows into the pump under gravity when the plunger uncovers the suction 
port 2 (Fig. 344) . On the return stroke, thisport is masked as the flat-topped plunger 
passes it, so that injection always commences at the same crankshaft angle. The 
quantity of fuel discharged is under the control of a helical groove which is 
machined in the plunger.* When this groove uncovers the suction port, the delivery 
is by-passed to the suction line. The angular position of the groove, therefore, 



Fig. 344. 


relative to the suction port, determines the power developed by the engine. It is 
for this reason that tooth gears 4 are provided at the base of the plungers to 
engage with a rack 5 which is coupled to the accelerator pedal or to the governor 
In addition, some pumps arc fitted with a device for automatically advancing the 
period of injection, as the engine speed increases. The spring loaded discharge 
valve 6 carries a small piston beneath its seat, the purpose of which is to 
increase the volume in the delivery pipe immediately the fuel is by-passed. 
This increase in volume permits rapid closure of the atomiser valve, which is 
similar to the Akroyd (see p. 006). 

The fuel injection equipment requires adjustment from time to time to ensure 
that the maximum pressure in the engine cylinder occurs just after t.d.c., and 
the power developed by each cylinder is the same. 

The point at which dehvery commences may be noted by removing the dis- 

* On the discharge stroke the groove is filled with high pleasure oil that causes a con- 
siderable side thrust on the plunger. 
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charge valve, revolving the engine slowly, contrary to its normal direction, until 
fuel oil appears from the supply port on the top of the plunger. Individual 
adjustment of the plunger 5 may be effected by altering the tappet clearance 7. 

The duration of injection can be varied independent of the governor by un- 
clamping the plunger 3 from the governor pinion 4, and revolving the plunger 
to the desired position before re-clamping. The discharge may then be checked 
by passing several pump fulls of oil, against the resistance of the atomiser, into 
a measuring vessel. The exhaust temperature of each cylinder, and vibration of 
the fuel pipes, are the final check on the setting. 

The common rail system of fuel injection. 

To the Royal Aircraft Establishment is due the credit of having produced the 
first really high speed reliable and efficient compression ignition engine. On this 
engine the fuel jjressure was raised to about 6000 lb. per sq. in. by a plunger 
pump, prior to storage of the fuel in a steel cylinder from which it was distributed 
to mechanically operated fuel valves, similar to the type shown in Fig. 343. 

For moderate sj)eeds this system serves admirably, but when the complete 
injection period occupies only about three thousandths of a second, mechanical 
difficulties are inevitable. 

Process of combustion in a compression ignition oil engine. 

When the fuel is s])rayed into a very dense and highly heated atmosphere a 
delay occurs during which the j)articlea of fuel are being evaporated. The vapour 
must then be brought into contact with 
oxygen, at a sufficiently high tempera- 
ture, before it can burn. It will be seen 
therefore that the delay j)eriod depends 
on: 

(1) The ignition quality of the fuel. 

(2) The relative velocity between the 
fuel and air, 

(3) The degree of atomisation. 

(4) The mixture strength. 

(5) The pressure and temperature of 
the air at the point of injection. 

(6) The presence of residual gases. 

Fig. 346, which was taken from Engine- 
ering ^ January 6, 1939, indicates the 
pressure changes on a crank-angle base, 
and here the delay period is regarded as 
the time interval from the beginning of 

injection to the initiation of an appreci- Crank Angle Base 

able rise in pressure. Fuel accumulates Fi^. 340. 
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during the delay period, and the heat and additional turbulence, developed by 
the fuel which was ignited during the delay period, cause ver}^ rapid combustion 
of the accumulated charge. This uncontrolled combustion takes place at approxi- 
mately constant volume, and is responsible for a very rapid rate of pressure 
rise; in fact, in severe cases, the Diesel knock becomes audible. If injection 
continues at the end of the uncontrolled combustion stage, the fuel will burn 
at approximately constant pressure as it enters the cylinder. 

The uncontrolled combustion presents designers with a difficult problem, since, 
at the best, it produces roughness of running, and, at the worst, it might be 
responsible for wrecking an engine. 

Obviously, if the accumulation of fuel is prevented, there can be no Diesel 
knock. 

The methods in use to prevent this are: 

(1) To raise the compression ratio, and thereby to produce a temperature 
considerably in excess of the spontaneous ignition temperature (s.l.T.) of the fuel. 

(2) To arrange the injector so that only a small amount of fuel is injected at 
first. Doxfords achieve this by employing two injectors slightly out of phase. 

(3) To reduce the degree of turbulence. 

(4) To use chemical dopes. 

Although increased compression jiroduces higher pressures, it reduces the rate 
of pressure rise, and therefore a smoother engine results. This is just the reverse 
of what is experienced with petrol engines. 

It is very difficult to arrange fuel injection in stages so as to produce a short 
delay period, and the protracted combustion, which takes place at constant 
pressure, lowers the thermal efficiency of the engine (see p. 78). 

To reduce turbulence will of course protract the duration of combustion and 
thereby reduce roughness, but at the expense of torque and thermal efficiency. 

The delay period may be reduced by doping the fuel with about 1 % of ethyl- 
nitrate or amyl-nitrate which accelerate combustion. 

In petrol engines the tendency of a fuel to detonate is measured by its octane 
number (p. 628). With the compression ignition engine it is measured by its 
cetane number,* which is defined as the percentage of cetane in a mixture of 
cetane and a-methyl-naphthalene which has the same tendency to knock as the 
fuel under examination. 

Combustion chambers*. 

To secure rapid combustion of the fuel, particularly during the constant- 
pressure stage, it is essential that there should be a high relative velocity between 
the air and the fuel, and this may be obtained in the following ways : 

(1) By the use of high injection pressures. 

• Cetane, CjjHg 4 , is rather a rare Bolid of the paraffin group, 

t “Combustion chambers injection pumps and spray valves.” Proc. iSoc. 0 / Auto. Eng. 
May, 1930. 
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(2) By the use of a pre-chamber, ante-chamber, or air cell, into which the fuel 
is injected. 

(3) By giving the air an organised swirl during induction, so that this swirl 
persists during combustion. Fuel injected direct into the cylinder. 

Method (1) is limited by the elasticity of the fuel and injection system, which 
tends to upset the timing of the injection. A point is also reached where increase 
in pressure merely breaks up the drops 
of fuel. For engines of reasonable size, 
therefore, it is preferable to use two or 
more atomisers, as in the Doxford engine. 

Method (2) is an extension of the 
Akroyd principle, and has the advantage 
that inferior fuels may be consumed at 
moderate injection pressures, and with 
indifferent injection gear. From Fig. Ml 
it will be seen that a quantity of air is 
compressed into the ante-chamber into Fig. 347. 

which is injected the fuel. Rajud expan- 
sion follows, and the partially consumed fuel and air are projected, at a high 
speed, through the pepper castor outlet of the chamber. Although this outlet 
breaks up the stream of combustibles, yet it is responsible for a considerable 
loss of heat, since high speed is just the requirement for rapid heat transmission 
(see p. 715). 

Theoretically the air-cell type of combustion chamber cannot give the same 
thermal efficiency as direct injection, since combustion virtually takes ])laDB in 
two stages, as may be observed from an out of phase indicator diagram (Fig. 
348). This is also borne out in practice. Starting is more difficult than in the one- 
stage type of chamber, in spite of the higher compression ratio (about 17 to 1) 
employed, and heat losses are greater. 



Fig. 348. 


Method (3) is the most promising of all, since, by the provision of a deflector 
on the inlet valve (as in the Gardner engine) or the use of a sleeve valve, having 
suitably inclined ports to produce the desired swirl (as in the Ricardo engine, 
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Fig. 350) the velority of the air can be much greater than that of the fuel, and 
is alwa3^i5 proportional to engine speed. The swirling air takes up a particle of fuel,* 
consumes it, and disperses the products of combustion. The rate of pressure rise 
is moderate, and on this account these engines run smoothly, and white metal 
can he used in place of lead bronze. On Gardner engines, with a bore of but 
4} in., fuel consumptions of less than 0-37 lb. pern.H.P. per hour are realised, 
witli a compression ratio of but 13 to 1. For an engine of this size, this is a re- 
markable performance, and more and more manufacturers are following the lead 
set by this firm in 1929. 

A diagrammatic arrangement of the cylinder head is shown in Fig. 349. 



The advantages of blast injection are: 

(1) The fuel pressure is low, so that extreme precision is not required in the 
manufacture of the fuel pumps. 

(2) Atomisation and penetration of the fuel are far better than in the case of 
solid injection engines, hence combustion may be controlled at approximately 
constant pressure. 

* To avoid rapid dilution of the lubricating oil with fuel excellent sprayers should be 
provided, usually with throe or more holes, so as to distribute the fuel. With sleeve valves, 
however, a single hole is sufficient because of the intense air swirl. 
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(3) The M.E.P, developed is higher in consequence of the blast air, and the 
more perfect combustion. 

(4) The control of the engine is more perfect, even with low compression 
pressures. 

Disadvantages: 

(1) The system is expensive and complicated. 

(2) Adiabatic expansion of the air through the fuel valve lowers the tem- 
perature locally, and tliis has a deleterious effect on the process of combustion. 

(3) Unless the blast pressure or the fuel valve hft is reduced, air is wasted on 
light loads. 

(4) No serious objection can be raised to the three-stage air compressor, 
because in any case starting air is required. 

(5) The weight of the machinery is increased by about 5000 lb. on a hundred 
H.P. engine. 

'Advantages and disadvantages of solid injection. This system merits 
simplicity, oil of specific gravity in excess of 0-93 may be burnt, and in all but 
high-powered engines it has driven the blast-injection system out of the com- 
])etitive field. 

Penetration is not as perfect as with blast injection, and the elasticity of the 
fuel and pipe line sometimes cause timing troubles on light loads. On two- 
stroke engines the system is ideal, as it dispenses with the cam shaft. 

In spite of the reduction in the number of working parts, it has not yet been 
possible to obtain as high a b.m.e.p. with solid injection as with blast injection. 

Mixture strength. 

Imperfections in mixing the fuel and air, and the desirability of suppressing 
Diesel engine knock, demand that the air supply shall be in excess of the minimum 
required for the complete combustion of the fuel. If an attempt is made to inject 
more fuel than will combine with about 75 % of the air present, the exhaust 
becomes smoky. 

As the amount of fuel injected is reduced, the cylinder temperature falls, and 
the delay period is increased; for this reason the injection should be advanced 
on reduced loads. 

Optimum compression ratio. 

With large Diesel engines it is not possible to handle forces greatly in excess 
of one hundred tons per piston; for this reason the compression pressure should 
be as low as reasonable combustion, on reduced load, will allow. As a further 
safeguard mechanically operated fuel valves are to be preferred on this type of 
engine. 
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On higli-speed engines, to provide for the pressure contingency of a stuck 
atomiser needle, or the initiation of an injection due to a pressure surge in the fuel 
pipes, it is customary to limit the maximum pressure to 900 lb. per sq. in. This 
pressure would be produced in an engine having a compression ratio of 8 : 1, if all 
the fuel were burnt at constant volume. 

By arranging a portion of the combustion to take place at constant pressure, 
the compression ratio may be increased without increasing the maximum pressure 
developed. As, however, this results in a reduction of the expansion ratio, the 
thermal efficiency is leas than if the Otto cycle had been followed. 

Practical objections to high compression pressures are increased wear and tear, 
the difficulty of maintaining the pressure, and the sensitivity of the engine to 
correct timing of the injection. 

High-speed engines for high altitudes.* 

The direct effect of altitude is to reduce the intake pressure and temperature 
and the weight of aspirated air; hence the fuel injected must be reduced in the 
same proportion. This lowers the temperatures throughout the cycle, and pro- 
duces unsatisfactory running, especially on light loads. For this reason it is 
customary to raise the compression for each 2000 ft. increase in altitude by a 
change of pistons. In the absence of heat losses the higher compression would 
produce a higher temperature than with the normal compression at sea level, 
but heat leakage has a greater effect on the temperature of a small mass of air 
than on a large mass; hence the higher compression allows the engine to perform 
as well at an elevation as at sea level, although, of course, less power is developed. 

Comparison between petrol and compression ignition engines. 

Although the compression ignition engine is more expensive in first cost than 
the petrol engine, and each repair is more expensive in consequence of the higher 
grade of materials and workmanship, and the fewer engines in use, yet, for trans- 
port work, it will run almost twice as far on one gallon of cheap Diesel oil, as a 
petrol engine will on one gallon of expensive petrol, and, with care, more than 
150,000 miles may be run without a major repair. 

The higher ratio of maximum pressure to m.e.p. necessitates the compression 
ignition engine being heavier and stronger than a petrol engine of equal power, 
when constructed of the same materials. In aircraft engines the reverse obtains. 

Since the c.l. engine can consume only 75 % of the aspirated air, it means that 
a petrol engine of equal cylinder capacity with a volumetric efficiency of 75 % 
Would develop the same power if their thermal efficiencies were comparable, and 
the fuels had the same calorific values. Of course the lower compression of the 
petrol engine prevents this. 

* Per A. J. Begg of L. Gardner and kSona. 
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Acceleration of the C.I. engine is superior to that of the petrol engine, since a 
change in the quantity of fuel supplied may take place instantaneously, whereas 
the carburettor hampers a petrol engine, particularly when the engine is cold. 

The greater expansion ratio of the c.i. engine produces a lower exhaust tem- 
perature and pressure. On reduced load the petrol engine is superior to the c.i. 
engine, because of the better mixing of fuel and air and the fact that the small 
quantity of fuel injected in the C.I. engine and the short period of injection show 
up imperfections in the injection gear. Curiously enough the c.i. engine starts 
more easily than the petrol engine. 


Testing oil engines. 

The procedure during a test of course depends upon the size of the engine and 
the equipment available, and upon its ])ower and speed. Testing a 20,000 h.p. 
engine, running at 80 r.p.m., is a very different problem from that of a 20 ii.p. 
engine running a 2000 r.p.m. 

Particulars of tests on large engines are given in the report of the ‘'Marine 
Oil-Engine Trials Committee”, Proc. Innl. Mtdi. Eng. 1924. For small engines 
the tests are very similar to tliose outlined for petrol and gas engines. 

The greatest diflicultics encountered in testing single- cyliniler slow-spced 
engines are of estimating the lieat loss in the exhaust, and the air consumption. 
Pressure pulsations rule out an orifice tank (see p. 657), and they cause difficulties 
in obtaining a re])rcscntative sani|)le of exhaust gas for chemical analysis, whilst, 
for the amount of information it yields, an exhaust calorimeter is an expensive 
piece of apj)aratus. 

The only other method is to emjjloy a light spring indicator, and check the 
information it gives by the Orsat apparatus, thus; 

Estimation of the volumetric efficiency and the air consumption of an 
oil engine from a light spring diagram*. 

For this determination the barometric pressure must be known, and a light 
s]iring indicator diagram must be available. 

From Fig. 351 the apparent volumetric efficiency is IjL, but, to obtain the 
true volumetric efficiency the aspirated volume at state ^^st be reduced 

to N.T.p. condition by using the relation 


Pi ''^1 _ VPh 

T ~ i ' 
^1 ^ a 


Reduced volume = v. = v., ^ ^ . 

Pi 


-( 1 ) 


THb ratio ^ may be eliminated from (I) by establishing, on the indicator 
diagram, the standard atmospheric line, see Fig. 351. 

Charge volume '^3= ^ Y and when reduced to n.t.p. it becomes 

Li 

273 

• For a moro exact analysis see p. 698 , 
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The charge consists of residual exhaust gases, and aspirated air, which at 

point 3 share a common temperature and volume 

T T I * 

m '^c + 0 ^ 0 ^ aspirated volume at N.T.r. = - V + v^.. 

1 g 27 o 1j 

Dividing throughout by swept volume V, and re-arranging, 

V olumetric eificiency = ^ ^ ~ J ’ 

At the end of the suction stroke Professors Callendar and Dalby found the 
temperature was about 80° C. so that 353° C. and will be about 650° C. 
on normal load. 


Gdmhression Curve- 
Exhaust Temp. 71 7 


Standard Atm. Line 
Actual Atm. Line — 1“ 



)d,=14-7 Lb 
Lq I perS^.In 


Clearance Vol.Uc 
Fip. 351 


-Swept Vdl 1/ 


To check the accuracy of the flue gas analysis given by the Orsat 
apparatus. 

For an engine of good design the thermal efficiency, on the i.ii.p. basis, should 
be sensibly constant at constant s^ieed N, whence 
([.MA^.v.) LAN n 

I.II.P. = ' X - 

33,000 2 

_ Fuel in lb. per min. x Calorific value in c.H.u. x Thermtil efficienry x 1400 

33,000 ~ 

( 1 ) 

where n is the number of cylinders of the four-stroke engine tested. 

i.M.E.p. = iL(Fuel per min.). (2) 


Hence a linear relation should exist between i.m.e.p. or I.H.P., and the fuel 
consumption in lb. per min. This is the equivalent of Willans’ line for a steam 


engine. 

Now the analysis of an average Diesel oil is C, 86*7 %; H, 12-5 %; S, 0-64, and, 
when this is burnt with a minimum quantity of air, the volumetric analysis of 
the resulting products of combustion is approximately COg, 15-4; Ng, 84-6. 
With no fuel the Ng content is 79 %, so that the Ng content of the exhaust gas is 
not susceptible to any great change, and may be taken as 84 %, whence 

The weight of air per lb. of fuel when burnt completely (see p. 514) 

_ 84 X 86-7 _ 220 



At constant speed the volumetric efficiency will be fairly constant, and, as a 
consequence, so will be the rate of aspirating the combustion air. 
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Fuel in lb. per min. 

Apirate d air in lb. per min. Aspirated air in lb. per min. x CO 2 
Air per lb. of fuel 220 

By (4) in (2), 

K X Aspirated air in lb. per min. x COg 
220 ■ 


...( 4 ) 


I.M.E.P. = 


Hence a linear relation should exist between i.m.e.p. and the COg content of 
the flue gas. The same 1 elation holds for the oxygen content. 

When the COg content is zero, Og should be 21 % and the i.m.e.p. should be 
zero. With a minimum quantity of air the COg content should be 15-4 %, the Og 
zero and the i.m.e.p. a maximum. 

Experiments conducted by the author verify this elementary theory for four- 
stroke engines. 


Measurement of fuel consumption. 

For engines which develop less than 100 h.p. the simplest, and most accurate, 
meth od of obtaining the fuel consumption is to support the fuel tank on a weighing 
machine, and discliarge the fuel to the engine through a slow opening valve, or 
tap, into a closed funnel which carries a glass tube at its upper end (see Fig. 352). 



At the commencement of the trial, the fuel level is brought up to a mark on 
the glass tube, and the rate at which the fuel discharges from the tank on the 
weighing machine is adjusted so that the level is more or less maintained in this 
tube. Immediately before the trial ends the fuel is raised to the mark on the 
glass neck, and the supply from the tank is then cut off. The fuel consumption is 
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then obtained by subtracting the weight of the fuel and tank, at the end of the 
trial, from that at the beginning, the time to discharge this mass of fuel being 
noted. 

Note. The Heat Engine Trials Committee recommend the use of the gross 
calorific value of the fuel for the computation of thermal efficiency. 

Ex. Diameter of an oil engine cylinder. (I.M.E.) 

Find the diameter of the cylinder of a single-acting Diesel engine, working on the four- 
stroke cycle, with combustion at constant pressure, which is required to give 60 i.h.p. 
at 200 r.p.m., from the following data; Compression ratio, 14:1; Fuel cut off, 5 % of 
the stroke; Index of compression curve, 1-4; Index of expansion curve, 1-3; Pressure 
at the beginning of compression, 13-5 lb. per sq. in.; llatio of stroke to bore, 1-5 to 1. 
From the indicator diagram shown on j). 70 the positive work done 


~ '^2) d” 


ni-1 ■ 


The negative work on compression = 


7I2- 1 


Also 


T 2 ~ “ 13-5(14)^ ^ = 543 lb. jier sq. in., 


Also 


V3-V2 1 


= 0-05. 


/. -“ = o-05(14-l) + l = 1-65, 

^2 

1 1 •65\i ^ 

whence = 5431 ^--1 = 33-7 lb. per sq. in. 

Net work done per cycle 

- 144„ 1] 

1-3-1 ^ u) ]-4-l 




whence 


Work to be developed per cycle = ^1 Q0^~~ “ ft.-lb., 

13 

Swept volume ~ ^ ^ ^ 

Stroke = IJ diameters. 

= 1-67x1728, Z) = 13-5m. 
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Ex. Air supplied and heat loss in exhaust. (B.Sc. 1936.) 

The fuel supplied to a Diesel engine has a gross calorific value of 10,720 c.H.U. per lb. 
and contains 85-4 % C. and 12-27 % Hg. The average temperature of the exhaust gases 
is 261° C. and their volumetric analysis gives COg, 5-77 %; CO, 0-12 %; Og, 13-09 %; 
Ng (by difference), 81-02 %. Find 

(а) The heat carried away by the exhaust expressed as a percentage of the heat 
supplied, and 

(б) The weight of air per pound of fuel in excess of that theoretically required for 
complete combustion. 

Take the mean specific heat of the dry exhaust gases as 0-235 and atmospheric tem- 
perature as 16° C. (Air contains 23 % by weight of oxygen.) 


The weight of air supplied per lb. of fuel, see p. 514 = 


81-02x85-4 
33(5-77 + 0-]2) 


= 35-6 lb. 


100 r32 "I 

Minimum air required “ 23 12 ^ ^ + 8 x 0-1227 

Excess air 

Total weight of exhaust gas per lb. of fuel 
Steam formed = 9 x 0-1227 
Weight of dry gas 


= 13-87 


= 21 73 
= 36-6 
= 1-103 
=^^ 35-5 


Wo do not know the partial pressure of the steam, but the total heat at the true 
pressure of the steam will not differ greatly from that at atmospheric pressure; hence 
the total heat in the steam 


^ 1-103[ (G39 - 16) + 0-48(261 - 100)] = 774 

Heat in dry products = 35-5 x 0-235[261 — 16] = 2042 

Total heat in exhaust = 2816 

2816 

Percentage heat loss = ^ 100 = 26-26 %. 


Ex. Diesel engine trial. (B.Sc. 1930.) 

The following set of observations refer to a trial on a single- cylinder four-stroke 
solid injection oil engine of 7J in. bore and 152 in. stroke: m.e.p. gross, 91-2 lb. per sq. in., 
M.E.p. pumping, 6-5 lb. per sq. in.; speed, 262 r.p.m.; Brake torque, 345 lb. ft.; Fuel used, 
8-47 lb. of oil per hour of gross calorific value 11,140 c.h.u. per lb.; Cooling water, 13-5 lb. 
per mill, raised 46° C. 

Draw up a heat balance sheet for the trial giving heat quantities in pound calories 
per minute, and calculate the mechanical and thermal efficiencies of the engine. 

If the fuel contained 13-5 % hydrogen (by weight) and the air supply to the engine 
measured 3-76 lb. per min. at 15° C., estimate the heat carried away per minute by the 
exhaust gases when their temper-ature is 283° C. (Assume a mean specific heat of 0-238.) 

Gross M.E.P. = 91-2 
Pumping M.E.P. = 6-5 
Net M.E.P. = 84-7 

T 1- . 1 1 - . 84-7 7rx7-8752 15-75 262 

Indicated work per minute = . . ^ x -.-r— x = 507 c.h.u. 

^ 1400 4 12 2 

, 277x262x345 

Brake w ork per minute = 


= 406 C.H.U. 
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Mechanical efficiency = = 80 %, 

8-47 

Fuel per minute = = 01411 lb. 


Air per minute = 3-7fi 

Fuel + Air = 3f)nrflb. 

Steam formed = 0141 1 x 0-135 x 9 = 01 71 5 


Dry exhaust gas = 3-7295 lb. 

Heat lost in dry exhaust relative to 0° C. = 0-238 x 2 lS3 x 3-7296 = 251 
Heat in steam — 727 X 0-1715 = 124-8 

Total loss relative to 0° C. = 375-8 

Sensible heat in fuel and air entering the engine 

^15[3-76x 0-238+ (7,, X 0-1411] = 15-5 

8-47 360-3 

Heat supplied per minute = - x 11,140 = 1573 C.H.u, 


Heat to cooling water = 13-5 x 46 = 621 

Heat to exhaust = 360 

Heat to B.H.p. = 406 

Heat unaccounted for = 186 


Ex. Diesel engine. Thermal efficiency. Cylinder temperature. Heat accounted 
for. (B.Sc. 1929.) 

Tlie indicator diagram reproduced below and the following particulars refer to a trial 
on a siiigle-c^ hncler Diesel engine: Diameter of piston, 6-5 in.; Stroke, 10§ in.; Compres- 
sion riilio, 14-3 ; Speed, 256 r.p.m. ; Oil, 4-35 lb. per hr. ; Calorific value = 9500 c.n.u. per lb. 

(fz) Find the thermal efficiency. 

[h] If llie compression begins at 0-04 stroke and the conditions are then 90° C. and 
13-5 lb. per sq. in., calculate the tempor-ature of the cylinder contents at point p. Take 
bla.st air equal to 10 % by weight of main air and neglect molecular contraction. 
B for air = 96. 



(c) Find what proportion of the heat of the fuel injected is accounted for at point p, 
assuming constant specific heat. 

, 109 X 10-625 XTTX 6-52x256 ^ 

Work done per minute = ^ 4^0400^ “ 

4-35 

Heat supplied per minute = x 9500 = 689. 
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292-5 

Thermal efficiency = x 100 = 42-4 %. 

boH 

o 4. 1 TTX 6-52 X 10-625 

Swept volume = — = 0-204 cu. ft. 

^ 4x1728 


If the compression ratio is based on the volume trapped in the cylinder when the 
valves are just closed: 


Volume at commencement of compression = 0-96 x 0-204 

i4.3 = ?:l?51±i=. • 


= 0-1957 
= 0-01471 


Total cylinder volume at the commencement of compression = 0-2104 


Prior to fuel injection, 

PiVi = WiRT^. 

(I) 

After fuel injection. 

Pi =13-5, ri = 363. 

P2V2 = W 2 RT 2 . 

(^) 

From the diagram, 

J'2 = ( 

j^jX400+]3 5j = 512-5, 


Ujj = 

0-01471 X OI 975 I = 002951. 

3-7 J 



u’a = l-lii^iH- Weight of injected fuel. 

— l ^ (3) 

By equations (1), (2) and (3), 

_13-^x0-2104__ 1 3G3 

Wl2'5~x 0 0295T “ l i ^ ■ 

Temperature at (2) = = 1752° C. absolute. 

Weight of fuel per stroke = ^ ^56 = 17G5 

9500 

Heat supplied per stroke = — = 6-38 C.II.U, 


Neglecting losses, this heat should equal 1\] where Tg is the temperature 

at the end of blast injection, but prior to combustion; and taking = p^, 


But 


Pz'^c — 

r. - 1752 875. 

w^R V2 Vp ^ 002951 

11 Pi'^i 1 1 1-1 X 13-5 X 144x0-2104 

SiraBS “■“"“’I'’' 

1i>,C,[Tg-r„] = 0-01293xO'238[1752-975] = 2-7 C.H.0. 

2-7 

Proportion of heat accounted for = — - =^50%. 

O'nO 
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Ex. Still engine trial. (Senior Whitworth 1924.) 

The exhaust gases of a Diesel engine were used to raise steam at a pressure of 140 lb. 
per sq. in. gauge. This steam was used on the underside of the Diesel engine piston, and 
the M.E.P. referred to the oil engine volume was 0-6 lb. per sq. in. The results of the test 
ere as follows: r.p.in., 122; b.h.p., 1250; Total i.h.p., 1425; Average M.E.P. of oil engine, 
77H lb per sq. in.; Average m.e.p. of steam engine, 6-6 lb. per sq. in.; Oil used per b.h.p. 
hour, 0-356 lb. of net calorific value 10,000 c.h.u.; Steam used per hour, 2400 lb. Find 

(а) The overall thermal efficiency of the plant. 

(б) The thermal efficiency of the oil engine side on an i.h.p. basis. 

(r) The thermal efficiency of the steam side. 


{(I) The total heat per minute from the oil which was not converted into useful work 
or in raising steam. 


Overall thermal efficiency = 


_ B.H.P. X 33,000x60 
1400 X Heat in fuel in c.ii.u. 


125(^x _33,^ X 60 X 100 _ 

1400 X 0-356 X 1 250 x 10,000 ~ 


I.H.P. oil engine side = 
I.H.P. steam engine side = 




Since the steam engine, like the oil engine, is single acting, and the Still oil engine is 
a two-stroke, 

Total I.H.P. = 1425 = A[77-8 + 6-6]. K = 16-88. 

I.H.P. of oil engine = 16-88 x 77-8 = 1312-5 
I.H.P. of steam engine = 16-88 x 6-6 = 112-5 

1425-0 


rp. 1 ■ 1 ■ -j 1312-5x33,000x60x100 , 

Tberm.l eHoiencj ml engine side - ^ ^ - ,250^07000 " 

kSteam used per hour = 2400 lb. 

Total heat in steam at 140 lb. per sq. in. = 666-2 c.n.u. 

If the engine works wdth a 26 in. vacuum, the sensible heat 
in the condensate = 51-0 

Heat supplied per lb. of steam = 615-2 C.H.U. 

Thermal efficiency steam engine side = J400'^ 2400^615-2 "" 


TI ^ 1 r ■ lorn 33,000 

Heat used in b.h.p. of engine = 1250 x 


= 29,450 


- 22,290 


Heat used in raising steam that is not converted into B.H.P, 

615-2 X 2400 112-5 x 33,000 x 1250 
60 ^1400 X 1425 

Total heat to B.H.P. and in raising steam = 51,740 

Vi a^r 1 J (0-356x10,000x1250) 

Heat not so employed = 51,740 = 22,360 c.h.u. per min. 


W 11 E 


44 
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Ex. Supercharging an oil engine. 

A mining company removes its machinery from an old mine, where the average 
barometric pressure was 29 in. Hg, to a new mine situated at an elevation of 5000 It. 
above the old mine. 

If, at the old mine, the engines developed 400 b.h.p., what will they develop at the 
new? 

Allowing a fall of 1 in. in the barometer, for each thousand feet rise, determine the 
size and power of a supercharger which will restore the engines to their initial power. 

An average Diesel engine consumes between 0-4 and 0-5 lb. of fuel oil per b.h.p. per 
hour, and each lb. of oil requires about 200 cu. ft. of air at N.T.P. for its consumption. 
Hence air per minute consumed at the old mine 

= 0-45 X 200 X X on = 

60 29 

At the new mine this volume becomes 


621x29 ,, 


Hence the power is reduced to x 400 = 331 b.h.p. 

The supercharger must handle 750 cu. ft. of free air per minute and this wiU absoib 
power to the extent of 


5 14-7x144 


750 X jjy X - 


= 8 i.ii.p. 

Allowing for the efficiency of the blower, the input h.p. will be much greater. 


Ex. Variable specific heats. (B.Sc. 1936.) 

A compression ignition oil engine has a compression ratio of 14; 1 and fuel injection 
ceases at 4 % of the stroke. Heat addition is partly at constant volume, and partly at 
constant pressure, and the maximum pressure is 650 lb. per sq. in. Assuming that 00 m- 
pression begins at the end of the stroke and that the pressure and temperature are then 



Fig. 354. 
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13-2 lb. per sq. in. and 85° C. respectively, find the temperatures; 

(а) At the end of adiabatic compression. 

(б) At the end of heat addition at constant volume. 

(c) At the end of heat addition at constant pressure. 

Take air as the working agent and a constant value of y = 1-4 during compression. 
Estimate the heat energy supplied per pound of working agent, assuming that the 
true specific heat at constant volume at absolute temperature T is given by 

6'^ = 0-171 + 10-7 xlO-«T2. 

Ta = 358(14)^-5 = io30° C. absolute, 

= 13-2(14)1^ = 532 lb. per sq. in., 

X 1030 = 1257° C. absolute, 


T. = 1257 X 
* 1 

V-\-v, 


= 14. 


i^ = 13. 

fr 


t;4 = 0-04F + iv= (0'04+A)F. 

^ = (0 04+;Jx13 = 1-52. 


= 1257 X 1-52 = 1913° C. absolute. 


Heat added per lb. of fluid at constant volume 

/'1267 ,' 12 .'. 7 

= C^dT=\ (0171 + 10-7 xlO-»T2)dT 
J iu:k) J iu:ju 


r / T \ni257 

= 0-17ir + 3-5(U)x l 

\Hr/ Jin30 


= 41-U 




C„ = 0-23U6 + 10-7xl0-‘’T‘*. 

Heat added at constant pressure 

t l rp \3-|l[)13 

0-239Cr+3-566x(^-g,) j^^^-175.4 

Total energy suppHed per lb. = 217-3 c.h.tj. 
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EXAMPLES 

1. Scavenging two strokes. (I.M.E.) 

Describe briefly the principal methods adopted for charging and exhausting the 

cylinders of two-stroke engines, indicating the means by which the scavenge air is 
provided. 

2. Fuel pumps. (I.M.E.) 

Describe, with sketches, one type of fuel pump for a high-speed compression-ignition 
engine, explaining carefully how the oil charge is adjusted to the load. 

3. Solid and air injection. (I.M.E.) 

Describe carefully, and compare the relative advantages of, the ideal cycles of 
operation of air-blast Diesel engines and solid injection engines. 

4. Semi-Diesel. 

What methods would you adopt to reduce knocking in a semi-Diesel engine which 
operates on parafiin ? 

5. Injection systems. 

Compare, from every aspect, solid injection with air injection as a means of supplying 
the fuel to compression ignition engines. 

If one method is superior to the other, why is it not in general use? 

6. Marine oil engine. (I.M.E. April 1937.) 

Internal combustion engines using liquid fuel now cover a wide field of power pro- 
duction. Distinguish broadly between the various types and indicate their special 
fields of application. 

State briefly the factors to be taken into account in design of an oil engine suitable 
for marine purposes. 

7. Types and applications of oil engines. (I.M.E. October 1938.) 

Internal combustion engines using liquid fuel now cover almost the whole range of 

power production. Distinguish broadly between the various types and indicate their 
special fields of application. 

Describe any test on an internal combustion engine that you have personally carried 
out, giving the points of importance (a) in the performance, (6) the method of carrying 
out the observations. 

(B.Sc. 1934.) 

8. Write a short essay on either A practical standard curve of reference for the per- 
lormancB of petrol engines, the reasoning upon which it is based, and the manner in which 
it has been derived; or A double-acting oil engine for marine or stationary purposes, 
with special reference to the forms of its combustion chambers and its injection gear. 
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9. Marine oil engine. (I.M.E. October 193G.) 

Desi ribe the essential features of some one type of marine oil entwine, suitable for a 
car^o vessel, including the arrangements for reversing and manoeuvring. 

10. Marine oil engine. (I.M.E. October 1937.) 

Write a short essay on either A double-acting oil engine for marine or stationary 
purposes, with special reference to the forms of combustion chamber and the ignition 
gear; or Liquid fuels for internal combustion engines. 

(I.M.E. April 1937.) 

11. Sketch on a ^lank base the probtible form of the pressure curve to be expected 
from a compression-ignition oil engine, and mention the important points to be noted 
on such a curve. 

12. Process of ignition with air swirl. (I.M.E. April 1930.) 

Describe the stages in the jirocess of fuel ignition in a compression-ignition engine 
and discuss the efl'ect on them of air swirl in the cylinrler. 

(I.M.E. October 1937.) 

13. Write a short essay on the process of combustion in airless injection engines burning 
heavy oil, giving the chief differences in the characteristics of these engines and those 
of petrol engines under varying loads at constant speed. 

(I.M.E. April 1938.) 

14. Discuss fully, with the aid of curves, the differences in the characteristics of 
petrol (‘ngincs and oil engines respectively, especially in relation to their application 
to road transport. 

(I.M.E. October 1936.) 

15. Discuss the characteristics of the following fuels for use in internal combustion 
eimiiics: petrol, kerosene, alcohol, crude oil. 

Describe the essential features of the engines for which they are suitable. 

16. Discuss the merits of air swirl in airless-injection oil engines, and the methods in 
use to secure this swirl. 

17. Clearance volume and compression temperature of a Diesel engine. 

The cylinder of a Diesel engine is 16 in. diameter and the stroke is 22 in. At the 
beginning of the compression stroke, the pressure of the air is 17 lb. per sq. in., and its 
temjierature 18° C, The pressure at the end of compression is 500 lb. per sq. in. 

Assuming adiabatic compression, determine (1) the clearance volume, (2) the com- 
pression temperature. = 0-238, = 0-17. Ana. (1) 0-252 cu. ft.; (2) 492“ C. 

18. Fuel consumption on gross and net I.H.P. basis. 

At full load the i.h.p. of a Diesel engine was 690. The i.h.p. of the compressor was 
39-9, and the fuel oil used was 224 lb. per hr. The lower calorific value was 10,450 C.H.u. 
per lb. Calculate the fuel consumption per hour per gross i.h.p., and per net i.h.p. 
Find also the corresponding thermal efficiencies. 

Am. 0-307 lb., 44%; 0-3248 lb., 41-6%. 
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19. Volumetric efficiency. (I.M.E. April 1936.) 

Explain what is meant by the volumetric efficiency of an engine. 

An analysis by volume of the exhaust gas of a single- cylinder oil engine working on 
the four-stroke cycle with a power-stroke energy cycle gave the following results- 
COg, 7-1 %; O 2 , 10'9 %; Ng, 81-9 %. The analysis of the fuel by weight was: C, 87 %; 
H2,13%. 

The stroke volume of the cyhnder is 0-25 cu. ft. If the engine developed 20 h.p. at 
500 r.p.m. with a consumption of 0-4 lb. per H.P. per hr., calculate the volumetric 
efficiency. The volume of 1 lb. at n.t.p. is 12-36 cu. ft. Ans. 80-2 % . 

20. Replacement of water wheel by an oil engine. 

A company, which treats the “tailings” from local mines, drives its machinery by 
means of an overshot water wheel 15 ft. in diameter. Water, under a head of 2 ft., is 
supplied to the wheel through a sluice 3 ft. wide and 4 in. high. Determine the h.p. of 
an oil engine which could take over the load during a drought. Ans. 14 h.p. 

21 . Cylinder dimensions for a two -stroke Diesel engine. 

Calruliitc the cylinder dimensions for a twin- cylinder two-stroke Diesel engine which 
has to lift 40,000 gallons of water per hour against a total head of 250 ft. Take 
the B.M.E.P. as 40 lb. per sq. in.; stroke is one and a half times the bore; pump 
efficiency = 50 % when driven directly at 250 r.p.m. Ans. 12 in. 

22. Ideal efficiency. (B.Sc. 1924.) 

The ratio of weights of air and fuel supplied to a Diesel engine is 50. Calorific value 
of fuel = 9000 c.H.TT, per lb. Compression ratio = 14. Temperature at beginning of 
compression = 60° C. What is the ideal efficiency of the engine] (For air, = 0-23 S, 
0^ = 0-169.) Ans. 60-8%. 

(B.Sc. 1931.) 

23. The swept volume of a mixed cycle oil engine is 805 cu. in. and the clearance 
volume 70 cu. in. An indicator diagram shows a mean effective pressure of 91 lb. per 
sq. in., the pressure at the end of compression is 385 lb. per sq. in., the maximum 
pressure is 570 lb. per sq. in., and cut off of fuel occurs at 4 % of the stroke. Assuming 
that compression begins at the beginning of the stroke and that the pressure and tem- 
perature of the cylinder charge is then 14 lb. per sq. in. and 90° C., find the temperature 
(1) at the end of compression, (2) after heat addition at constant volume, (3) after heat 
addition at constant pressure. 

24. Mean effective pressure and indicated horse -power of Diesel engine. 

(B.Sc. 1930.) 

A Diesel engine has a bore of 10-5 in., a stroke of 15-0 in. and runs at 260 r.p.m. If 
the compression ratio is 13 9 and the cut off takes place at 5-2 % of the stroke, estimate 
the approximate m.e.p. and the i.h.p. of the engine. 

Assume a compression law of 'pv^'^ = c and an expansion law of = c, and that 
the pressure at the commencement of compression is 13-7 lb. per sq. in. 

Ans. 65-1 lb. per sq. in.; i.h.p., 27-73. 
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25. Bore and stroke of a Diesel engine. (B.Sc. 1925.) 

Calculate the bore and stroke of a Diesel engine which will develop 25 l.H.P, at 
3()0r.p.m. and will have a compression ratio of 14; cut off 4-5 % of the stroke. Take 
the stroke as 1-25 times tho diameter, and assume for the compression and expansion 
curves indices of 1-4 and 1-3 respectively and a pressure at the beginning of com- 
pression of 13-5 lb. per sq. in. Ans. 10^ in. ; 12 J in. 

26. Oil engine test. (I.M.E. April 1D38.) 

Make a list of all the observations necessary in a test on a single- cylinder oil engine 
to establish a heat balance. 

P^xplain clearly one method of obtaining the air consumption of the engine. 

The heat given to the circulating water will include some of the energy used in over- 
coming the mechanical losses of the engine. Discuss this and its relationships to the 
heat balance. 

27. Oil engine trial. (B.Sc. 1936.) 

Write down a list of the observations you would make in carrying out a trial on a 
single- cylinder oil engine developing about 20 h.p. at 250 r.p.m., and describe with the 
aid of sketches how you would measure the air consumption. 

Show how you would use these results to draw up a complete heat balance sheet. 
You may assume that the calorific value and the analysis of the fuel are known. 

28. Oil engine trial. (B.Sc. 1935.) 

In a test of an nil engine under full load conditions the following results were obtained : 
i.ir.r., 30'2; b.h.p., 24-8; Fuel consumption, lb. per hr., 12-2; Calorific value of fuel oil, 
10,280 c.ii.u. per lb.; Inlet and outlet temperatures of cylinder circulating water, 
15 5° C. and 71-2° C. respectively; Rate of flow, 10-1 lb. per min.; Inlet and outlet 
i[*in])cratures of water to exhaust calorimeter, 15-5° C. and 54-4° C. respectively; Rate 
of flow through calorimeter, 17-8 lb. per min.; Final temperature of exhaust gases, 
S2-2° C.; Room temperature, 17° C.; Air/fuel ratio by weight, 20. 

Draw up a heat balance for the test in c.H.u, per minute, and give the thermal and 
mechanical efficiencies. 

Take the mean specific heat of the exhaust gases including vapour as 0-24. 

Ans. Heat in fuel, 2090 ; Heat equivalent of b.ii.p., 584 ; Heat to cooling water, 563 ; 
Heat to exhaust calorimeter, 692; Heat in exhaust gas, 67; Mechanical efficiency, 
82%; Thermal efficiency, b.h.p. basis, 27-9 %. 

29. Oil engine test. (I.M.E. October 1938.) 

In a test of an oil engine under full-load conditions the following results were obtained: 
l.H.P. , 45; B.H.P., 37; Fuel, 18-5 lb. per hr.; Calorific value of fuel oil, 10,280 c.H.u. per lb.; 
Inlet and outlet temperatures of cylinder circulating water, 15° C. and 71° C.; Rate 
of flow, 15 lb. per min.; Inlet and outlet temperatures of water to exhaust calorimeter, 
15° C. and 55° C. Rate of flow through calorimeter, 27 lb. per min.; Final temperature 
of exhaust gases, 82° C.; Room temperature, 17° C.; Air/fuel ratio by weight, 20. 

Draw up a heat balance for the test in c.H.u. per minute and give thermal and 
mechanical efficiencies. 
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Take the mean specific heat of exhaust gases including vapour to be 0'24. 


Heat to B.H.P. 

873 

27-5% 

„ „ F.P.H. 

188 

6-0 

„ „ cooUng water 

840 

26-5 

,, ,, exhaust 

1181 

37-2 

Radiation less piston friction transmitted 
to the cooling water, etc. 

88 

2-8 


3170 

100-0% 


30. Diesel heat balance using exhaust calorimeter. (B.Sc. 1933.) 

In a test on an oil engine the heat in the exhaust gas was measured by means of a 
calorimeter which consisted of a number of water-cooled tubes; in this the gas in passing 
through the tubes had its temperature lowered while heating the water. 

When the engine was developing 11-3 b.h.p. the water absorbed heat at the rate of 
107 c.H.TJ. per min., and the observed gas temperatures were, at exit from the cylinder 
309° C., at inlet to the calorimeter 257° C., and at exit from the calorimeter 145° C.; 
laboratory temperature, 18-6° C. 

Find the heat in the exhaust gas in c.H.u. per min. above the room temperature on 
the assumption that the specific heat of the gas was constant. 

The fuel consumption during the test was 5-141 lb. per hr.; calorific value, 10,140 
C.H.U. per lb. and the cylinder jacket water was 8-2 lb. per min. with a rise of temperature 


of 34° C. Make out a heat balance for the test. 

Atis. Heat to engine per min. = 870 

„ „ B.H.F. = f20C 

„ „ circulating water = - 278-H 

,, ,, exhaust = 1278 

Total = 822-1) 


Heat to friction pumping and unaccounted for = 47-4 

870-0 

31. Relation between indicated horse-power, brake horse-power, etc. 

(B.Sc. 1934.) 

In a teat of a six- cylinder oil engine 4-3 in. bore and 6-3 in. stroke, running at constant 
speed, the following data were obtained: 


Tost 

number 

r.p.m. 

B.M.E.P. 

B.H.P. 

Fuel 

lb. per hr. 

1 

1813 

41 

5-2 

141 

2 

1816 

18-9 

24-2 

19-5 

3 

1814 

38-5 

49-1 

26-8 

4 

1811 

57-8 

73-1 

33-7 

5 

1807 

74-9 

95-0 

41-7 

6 

1818 1 

88-5 

113-0 

53-2 


Plot, on a base of brake mean eff'ective pressure, a curve suitable for showing the 
thermal performance of this engine. 

Assuming a straight line relationship B = a/H- 6, where B and I represent brake and 
indicated quantities, and a and 6 are constants, plot a curve from which the mechanical 
losses of the engine, expressed as lb. per sq. in. of piston area, may be estimated. 
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Find the thermal and mechanical efficiencies of the engine in Test No. 6, the gross 
calorific value of the fuel being 10,600 c.h.u. per lb. 

Ans. Brake thermal efficiency, 28-3 %; mechanical efficiency, 74'3 %. 


32. Supercharged Diesel engine. 

A Bolivian mine is situated at an elevation of 14,000 ft. above sea level, and requires 
lOOOii.P. for the operation of its plant. 

Two Diesel engines are offered to the company each developing 600 h.p. at sea level 
in a temperate climate. 

Would these engines — without modification — be sufficient to meet the power require- 
ments of the mine? 

If not, what would be the approximate capacity in cubic feet of free air })er minute 
of a supercharger for each engine, and the power absorbed by this supercharger? 

Make use of the following data: 

(fi) Barometric pressure falls by 1 in. of mercury for every 1000 ft. rise. 

(h) Fuel consumption of engine = } lb. per b.h.p. hour. 

(r) Air per lb. of fuel = 16 lb. 

(f/) Take the temperature at the mine as temperate. 

(p) Specific volume of air at n.t.p. = 12-36 cu. ft. per lb. 

(/) Volumetric efficiency of supercharger = 65 %. 


(l7) 


ii.p. in air from a supercharger 
H.p. applied to supercharger * 

Ans. The power would be inadequate; 1543 cu. ft.; 61-5 h.p. 


33. Excess air supplied to a Diesel engine. (I.M.E. October 1936.) 

A 100 i.ii.p. Diesel engine consumes 37*1 lb. of fuel oil per hour containing 86 % 
carbon and 14 % hydrogen by weight. Calorific value = 19,500 B.T.u. per lb. The water 
supplied to the jackets passes through an exhaust heater. The following measurements 


Mviv made: 

Quantity of water supplied 45 lb. per min. 

Temperature of water entering jackets 65° F. 

Temj)erature of water leaving jackets entering exhaust heater 134° F. 
Temperature leaving exhaust heater IKO” F, 

Temperature of exhaust leaving engine 770° F. 

Temperature of exhaust leaving heater 320° F. 

Temperature of air 60° F. 


Determine the excess air used as a percentage of that required for combustion, and 
draw up a heat account in B.T.U. per min. for the engine. Mean specific heat of exhaust 
gas, 0-25. Air contains 23 % oxygen by weight. 

Ans. 95-4%. Heat supplied per minute, 12,050 b.t.u. ; Heat to I.H.P., 4240 B.T.u.; 
Heat to Jacket, 3106 b.t.u.; Heat to Calorimeter, 2070 b.t.u.; Heat to exhaust 
leaving calorimeter, 1197 b.t.u. 



CHAPTER XX 


STEAM BOILERS 

The function of a boiler is to evaporate water into steam at a high pressure, so 
that the steam can be used for the develojment of power in a reciprocating steam 
engine or turbine, or sometimes for other industrial purposes. 

At first it would appear easy to perform this function, but if large quantities 
of dry high-pressure steam have to be produced ra])idly, and with great economy 
of total cost, then considerable ingenuity and experience are required in the design 
and production of the necessary steam boilers. 

More than two eenturies of experience with boilers has resulted in the following 
tj^es being evolved: 

{a) Externally fired boilers. 

(6) Sliell and fire tube boilers. 

(c) Water tube boilers. 

{d) Flash boilers. 

These are given in order of their development. At first, externally fired 
boilers were little more than steam-tight pans ; sometimes the shells were of stone 
fitted with steel plates to protect the stone from direct contact with the flames. 
Later, riveted copper brewing pans were pressed into service to supply low- 
pressure steam to the old tyj)e of pumping engines. 

The important advantage of externally fired boilers is that the fireplace can be 
enlarged at wlQ; so that any kind of fuel can be used, and moreover less damage 
will result should the water level fall unduly. These advantages fit the boiler for 
use on isolated mines and in power plant where fuel and labour may be of 
indifferent quality. 

Shell and fire tube boilers. 

The Romans realised that water could be heated more economically by sur- 
rounding a suitably proportioned fireplace with water, but their boilers were all 
open to the atmosphere, and the products of combustion escaped through a single 
flue of large dimensions. It was in 1080 that Papin improved on this boiler by 
applying the lever safety valve, which enabled the boiler pressure to be raised 
with safety above atmospheric pressure; also, by providing several fire tubes 
of small bore, the heating surface and gas velocity were increased, and this 
resulted in a distinct improvement in both output and economy. 

The Cornish, Lancashire, Scotch marine. Vertical and Locomotive boilers are 
examples of this type, and so long as the working pressure docs not exceed 
300 lb. per sq. in., and the evaporation is less than 6 tons of water per hour, these 
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boilers are suitable for use in connection with mines, factories, ships, cranes or 
locomotives. 

For higher pressures or higher rates of evaporation the shell and fire tube type 
of boiler becomes extremely heavy and unwieldy ; so that, with a view to reducing 
the size of the shell, the fireplace is frequently placed outside the shell of the 
boiler, and instead of passing the flue gases through the boiler tubes they are 
passed over the outside of the tubes containing the water to be evaporated. 
The tubes are inclined to the vertical to produce a syphonic flow of water through 
tlicm. 

On account of this change the boiler is known as a Water tube boiler. 

The great strength of this boiler, combined with its lightness, makes its 
adoption obligatory where large powers have to be developed in a limited space. 

The limit of the water tube type of boiler is reached w hen we have but a single 
tube of great length, so coiled as to ])resent a maximum heating surface in a 
ininimuni S])acc. This form of boiler is known as Ibe Flash or Monotube boiler 
(because of the rapidity with which water is “flashed” into steam). It was at one 
time used extensively on steam cars, but in 1!)()G a IStanlex car, equipped with a 
fire tube boiler, reached a speed of 120 miles per hour. The boiler was patented 
in 1730, but it was not until 1827 that Jacob Perkins made a successful boiler to 
operate at 15001b. per sq. in. 

The Lancashire boiler.* 

The Lancashire boiler is eminently suitable for permanent stationary work 
where the working pressure and power required are moderate, and where great 
reliability, ease of operation, reserve of power and easy steaming on indilferent 
feerl water are essential qualities. 

The boiler (Fig. 355) consists of a large cylindrical shell about 30 ft. long by 
lift, in diameter into which are placed two furnaces 3ft. 6 in. diameter. These 
1 Lima CCS are corrugated to allow for the difl’crence in expansion between the 
shell and the furnace. 

The boiler is set in brickwork into which are built flues that return the flue 
gases from the back end of the furnace tubes along the sides of the boiler and back 
along the base, or vice versa. 

An improvement in heat transmission and a reduction in size is secured by 
fitting cross tubes in the furnace tube, although in the modern type of Lancashire 
boiler, known as the Economic boiler, f the cross tubes and return flue are 
re])laced by fire tubes as in the Scotch marine type boiler. 

Although these boilers are economical steam generators, when worked within 
their capacity, yet they raise steam slowly on account of the large quantity of 
water that they contain, and also because of the restricted fireplace, and the 
slowness of the circulation. 

* The invention of William Fairbairn and J. Hetherington of Manciiester, 1844: It haa 
had the longeat run of any boiler. 

t The invention of George Stephenson, 1835. 
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They are bulky and difficult to transport, but in spite of this they have been 
lowered overboard from vessels, towed up rivers and rolled through miles of 
trackless country into apparently inaccessible places. 



Fif^. 355. Lancashire boiler. 


The Cochran vertical boiler, 1878. 

Among the many patterns of vertical boilers in use the Cochran (Fig. 356) is 
one of the most popular, and may be seen in almost all parts of the world. Some- 
times this boiler is on isolated mines, at others on board ship, where it is often 
employed to recover waste heat from the exhaust gases of Diesel engines. 

Although extremely compact the boiler possesses great internal and external 
accessibility, combined with lightness; nearly all the surfaces are pressed from a 
single plate and are therefore free to expand, and at the same time they are self- 
supporting and free from internal joints that might burn. 

The fire tubes run horizontally, an arrangement which makes them accessible 
from both ends and affords protection for the furnace crown in the event of the 
water level being allowed to fall unduly. 

Fig. 356, which is reproduced through the courtesy of the Cochran Boiler 
Company, is excellent in that it shows not only the internal arrangement of the 
boiler but also the fittings which are essential on all boilers. 
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OPEN SPRING 
SAFETY VALVE 


4 


.STOP VALVE 
IWITH index) 



The Babcock and Wilcox water tube boiler, 1867. 

One type of Babcock and Wilcox boiler is comjiosed of a system of inclined 
steel tubes about 4 in. bore and f in. thick which are connected to each other, and 
to the steam and water drum, tlirough the medium of headers. 

The steam and water drum is from 4 to 6 ft. in diameter, and 20 to 30 ft. long, 
and contains sufficient water surface to prevent priming, and also the volume of 
water contained allows the boiler to steam rapidly without the need of constant 
attention. 




Fig. 357. Babcock and Wilcox boiler. 

boilers from girders, which are independent of the brickwork, prevents the 
development of cracks in the brickwork. In common with other exteniallj fired 
boilers, the large furnace is well suited for wood or lignite. 

Although the boiler is sectionali.sed to such an extent that four mules, arranged 
two in series and two in parallel, can transport the largest plates to the remotest 
part of the earth, yet the joints are removed from the path of hot gases, so that 
little trouble is experienced with them, and they allow all the parts to be thoroughly 
cleaned. 



Steam Boilers 


703 


The Stirling boiler, 1918. 

The Stirling boiler is an example of a water tube boiler in which the tubes are 
of smaller diameter than those used in the Babcock and Wilcox boiler; they are 
more numerous, and are bent, this bemg modern practice on highly rated boilers 
(10,000 H.P. per boiler). 



Fif; 36B Stirling boiler. 
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The advantages of bent tubes are : 

(d) They are more flexible. 

(6) The boiler is headerless and smaller, therefore lighter. 

(c) More latitude is available for arranging the heating surfaces. 

Bent tubes, however, are not so easily cleaned and inspected as in the straight- 
capped tube, and if one tube bursts it is not so easily jdugged. However, both 
bent and straight tube types are well established, and there is little to choose 
between them from the point of view of efficiency and general utility. For large 
boilers the tendency is towards bent tubes of small bore. 

The feed is delivered from the economiser into compartment A (Fig. 35 lS) 
which is fitted with baffles. The rear baffle deflects the feed down to the mud 
drum B through about one half of the rear bank of tubes. As the mud drum 
is not subjected to a high temperature, deposits which settle out from the feed 
water in this drum can cause no harm. 

A longitudinal baffle in drum B deflects the purified feed into the remaining 
half of the rear bank of tubes through which it rises, by thenno-syphomc 
action, into A. 

The front portions of drums A and B, together with drum (7, form the main 
circulatory system. The high temperature and inclination of the front tubes 
cause this bank to be resj)onsible for more than 85 per cent, of the total 
evaporation. Steam and hot water discharge from these tubes into C and are 
replaced by a flow of water from AtoB down the vertical bank. 

Balance of water and steam is obtained by the horizontal tubes which 
connect drums A and (7; the main steam connection being taken from A, since 
here conditions are more favourable to the production of dry steam. 

It will be observed that the superheater D is incorporated in the Vee of the 
triangular circulatory system. 

Economiser. 

With a view to recovering some of the heat from the flue gases the feed water is 
first circulated through an economiser before entering the compartment A. 

The essentials of a good steam boiler. 

(1) It should be absolutely reliable, and it should produce a maximum weight 
of steam lor a minimum fuel consumption, attention, initial cost, and repairs bill. 

(2) The boiler should meet rapidly w ide variations of load, it should be capable 
of quick starting, light in weight, and it should occupy small space. 

(3) The joints should be few and removed from flame impingement, and should 
be accessible for inspection. Defective tubes should be easily plugged. 

(4) Mud and other deposits should not collect on the heated plates, and the 
water surface and tubes should be so disposed as to prevent priming. 
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(5) To pecure a high rate of heat transmission the water and gas circuits 
should be designed to allow a maximum fluid velocity without incurring heavy 
frictional losses. 

(6) The refractory material should be reduced to the very minimum, but it 
should be sufficient to secure easy ignition and smokeless combustion of the fuel 
on reduced load. 

(7) The tubes should not accumulate soot or water deposits and should have 
a reasonable margin of strength to allow for wear or corrosion. A rapid circulation 
is fair insurance against this, although in addition it is advisable to fit well- 
positioned soot blowers supplied with compressed air in preference to steam so 
as to limit the possibility of tube corrosion. In marine boilers the effect of salt 
in the feed should be considered as it is often impossible to shut down the plant. 

(8) High pressure drums are heavy and costly, and therefore should be as 
few as possible, but some reservoir is necessary to prevent priming. 

The choice of a steam boiler for stationary work- 

The selection of the type and size of boiler depends on: 

(а) The power required and the working pressure. 

(б) The geographical position of the power house. 

(c) The fuel and water available. 

(d) The probable permanency of the station. 

(e) The probable load factor. 

For moderate powers and pressures, where fuel, water and attendance may be 
indifferent, the externally fired shell and fire tube type is to be recommended on 
temporary work — or the economic for more permanent work. 

For large powers, where weight and space considerations are important, the 
water tube type of boiler is to be recommended. 


EXAMPLES 

1. What are the considerations which would guide you in determining the type of 
boiler to be employed for a specific purpose? 

2. Describe the Lancashire boiler. Explain why it is still widely employed in some 
industrial districts. 

3. What are the special features of the “Return Tube” boiler which render it 
popular for temporary work where coal is scarce? 

4. How may the properties of ash and cinders produced from a given coal be affected 
by the conditions in the boiler plant? Enumerate the properties of a satisfactory ash. 

5 . Describe briefly some type of shell boiler, giving a fist of the fittings and auxiliaries 
which would be desirable in practice. 


vv II E 


45 
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6. Classify the various types of boilers met with in practice. What type would bo 
preferable under the following conditions? 

(а) Mountainous district, water plentiful but lime content high, large output required. 

(б) Easy transport, high pressure, good water supply. 

Give reasons for answers. 

7. What are the modern tendencies in boiler design? Show how these are reflected on 
the efficiency and output of the plant. 

8 . Compare the advantages and disadvantages of straight water tubes and bent water 
tubes when used in high-pressure boilers. 

(B.Sc. Parti, 1938.) 

9. Describe, with sketches, a Lancashire boiler, showing the path of the flue gases to 
the stack and the relative position of the economiser and superheater. 

MODERN DEVELOPMENT IN STEAM BOILERS 

“We’re creeping on wi each new rig, less weight an* larger power; 

There’ll be the loco-boiler next and thirty knots an hour.” 

Rudyaed KiPLma. 

At the time that Kipling wrote these lines the “Loco-boilBr”, owing to lack 
of balance of the engine mechanism and the imperfection in the track, rather than 
to any intrinsic excellence, gave a greater output of steam than did any other 
boiler of equal weight. 

That this boiler, almost identical in shape with that employed in Stephenson’s 
Rocket, should be the boiler of the future must seem absurd to any unprejudiced 
engineer. Long ago it was reahsed that flat surfaces should not be subjected tu 
pressure, and that there is no need for the boiler to contain more water than will 
run the engine at full load for a few minutes. 

In view of these points water tube boilers have been constructed in which the 
water circulates through small diameter tubes that give rise to great mechanical 
strength, lightness and large heating surface. In addition, the combustion cham- 
ber is not hmited in size by the dimensions of the steam and water drum, and so 
it can be designed to secure efficient combustion. The boiler is also free to expand, 
and because of the large ratio of heating surface to water content, the boiler can 
readily meet changes in load. 

Up to the present time the number of water tube boilers that have been in- 
vented, of which many have been made, is almost legion, and the disposition of 
the tubes is often so complicated that, to the uninitiated, a working drawing 
conveys nothing. In view of this the author has sketched in Fig. 359 a diagram- 
matic arrangement of a typical modern water tube natural circulation boder. 
Actually it is a nondescript, but will serve to show the flow of fuel, air and water. 
In modem practice, especially in the U.S.A., one boiler of this type is oftcJi 
employed with one turbine and condenser to form a self-contained power unit.* 

* In the matter of capital expense and reliability it is better to provide two boilers, eacb 
of which, at its maximum rating, con supply 65 % of full power. 
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Fig. 359. 


45-i 
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A ]a,rge output from a single boiler means the consumption of large quantities 
of fuel and air in a limited space. To achieve this the chemical action must lie 
rapid, and elementary chemistry shows that reactions are only rapid when tiie 
ingredients are finely divided, intimately mixed, and, if possible, pre-heatod. 
Tor this reason gaseous and liquid fuels have an advantage over solid fuel, but 
since the world’s sujiply of solid fuels, especially in the form of slack coal, is 
so much greater than that of all other forms, we will consider a boiler supplied 
with this fuel. 

If one is prepared to stand the expense of powdering the slack coal, and of 
separating tlie dust from the flue gases, the ideal method of burning solid fuels 
in the pulverised form may be realised, but at the present time mechanical stokers 
have advanced to such a state that it is advisable to pulverise only low-grade 
fuels. 

The mechanical stoker shown in Fig. 359 is of the multiple retort type, and 
consists of coal pushers which alternate wdth hollow air-cooled slicing bars. The 
vibrating pushers advance the fuel towards the ash-hopper, whilst the slices 
lift the fuel to allow a horizontal blast of })re-heated air to bring about rapid 
combustion of the fixed carbon, the volatile matter being consumed by secondary 
air. As combustion proceeds the thickness of the fuel on the pusher and sheer 
bars diminishes, and the fire would be blown into holes were it not for the fact 
that the air pressure beneath the bars is reduced. 

A continuous supply of fuel is ensured by rams which are driven slowly by a 
crankshaft that also operates the pusher and sheer bars. On the forward motion 
of the rams the fuel, which has gravitated from a hoi)per, is forced into the spaces 
between the slicing bars and is gradually advanced and lifted by the coal pushers. 

The heat release in a combustion chamber of this type is so great that with 
natural circulation unprotected w ater tubes would blister, and uncooled refractory 
material would melt. To avoid these difficulties the unprotected water tubes are 
removed from the intense radiant zone, by nuiking the combustion chamber large 
and backing its refractory walls* by closely pitched water tubes wdiich contribute 
largely to the evaporative power of the boiler by utilising the radiant heat. 

After passing the first bank of water tubes the flue gases are cooled to such an 
extent that they can safely traverse the superheater without damage. A second 
bank of water tubes completes the boiler proper, in which only the latent beat 
and superheat of the steam is supplied. The sensible heat is furnished by an 
economiser which is placed in series with the cascade heaters on the turbine. 

The flue gas now finally passes through an air pre-heater, t where the air, which 
is to support subsequent combustion, has its temperature raised to about 300 ° F. 
If this temperature is exceeded, the coal tends to distil and choke the air passages 
With pulverised or oil fuel, however, this temperature may be increased to about 
500° F. 

• This type of furnace wall is known as a “Bailoy” waU, the tubes being protected fron. 
blistering by a facing of cast-iron blocks. 

■f Regenerative feed heating produces such high feed temperatiires that economiser- 
Cannot reduce the flue gas temperature to its economic limit. Air heaters are therefori* 
imperative. 
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On leaving the air heater the flue gas is sucked into an induced draught fan 
from which it is discharged into a dust e> tractor, and even be washed with 
lime water before expulsion to the atmosphere. 

]5y arranging the various com])onents in series, as shown in Fig. 359, the boiler 
acquires considerable height, which is not objectionable as far as accelerating 
thermo’syphonie water circulation goes, particularly when a great difference in 
density is secured by leaving the downcomers unheated; the cost of the site is 
also reduced but structurally the arrangement is unsound, so that frequently the 
height is reduced by placing the economiser and air heater side by side. 

Forced circulation boilers. 

To increase the rate of heat transmission in boilers it is simpler to employ 
high water velocities rather than high gas velocities, because a smaller quantity 
of fluid is dealt with, and a considerable increase in pressure is more easily 
produced with water than with gas. 

Moreover, as the pressure of steam increases its density increases, whilst the 
corresponding increase in temperature causes the density of the water to decrease. 
This double change reduces the therm o-S 5 r[)honic head uj)on which natural cir- 
culation depends, so that a point is reached where forced circulation becomes 
imperative. 

There is nothing novel in the idea, because, for more than a century, large 
tire tube boilers have had the v aier circulated through them, during the lighting 
u]) ])eriod, by means of pumps or injectors. 

It was in 1856 that Martin llenson of Cincinnati constructed the first con- 
tinuous f\)rced circulation boiler, and since that time La Mont (1925) introduced 
a forced circulation boiler which is used in Europe and in America. 

The circulation diagram is shown in Fig. 360. 

Water is supplied through an economiser to a separating and storage drum 
which conlains a feed regulator that controls the speed of the feed pump. 
From this tlrum a centrifugal j)ump circulates about 8 to 10 times the quantity 
of water evaporated through a water wall of which the sides of the ^‘ombustion 
chamber are composed; after this the steam and water pass on to a network of 
tubes placed in the uptakes before being restored to the storage drum and the 
released steam then passes to the superheater. 

To secure a uniform flow of fluid through each of the parallel boiler circuits a 
choke is fitted at the entrance to each circuit, the diameter of the chokes being 
chosen to give the same discharge from each circuit.* 

The principal advantages of forced circulation boilers are: 

(1) Smaller bore, and therefore lightci tubes. 

(2) Reduction in the number of drums required. 

* For a description of a La Mont boilsr recently installed at Glaapow see Engineering, 
October 7, 1938, p. 414. 
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(3) There is greater freedom for disposing of the heating surfaces, and hence 
greater evaporation for a given size, 

(4) Lighter for a given output. 

(6) The boiler can meet rapid changes of load without the use of complicated 
or delicate control devices. 

(6) If an external supply of power is available a very rapid start from cold is 
possible. Hence the boiler is suitable for carrying peak loads, or for stand-by 
purposes in hydraulic stations. 

Chimnev 



(7) Absence from scaling troubles, especially if storage drums are provided. 

Against these advantages must be placed the cost of the pumping equipment 
and the power required, and the fact that the safety of the boiler depends entirely 
upon it. 

The Benson boiler. 

At one time it was thought that the rate of heat transmission from flue gas to 
water was seriously impaired by the presence of steam bubbles in contact with 
the plate, and that the release of these bubbles caused the water circulation to 
pulsate; this in turn tended to initiate pr imin g*. 

• R. F. Daviea, "The physical aspect or steam generation at high pressure, and the 
problem of steam contamination,” Proc. Inst, Mech. Eng. vol. cxliv ( 1940 ), p. 198 . 
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Mark Benson, in 1922, argued that if the boiler pressure were raised to the 
critical (3226 lb. per sq. in.), the steam and water would have the same density, 
and therefore no bubbles would form; so that the previous defects would be 
absent. 

In the construction of this boiler many difficulties were encountered, but the 
major difficulty was discovered when operating it with anything but distilled 
water. Heavy depositions of salt occurred in the transformation zone from water 


Chimney 



into steam, and, because of the reduced value of entropy at the critical pressure, 
the steam rapidly became wet when expanded in a turbine, thereby causing 
erosion of the blading (see ]}. 494). 

To obviate erosion and provide a more moderate working pressure the steam 
was throttled to about 2000 lb. per sq. in. with temperature reduction of about 
80" F. 

The flow circuit of the Benson boiler is shown in Fig. 361, where it appears as 
a single tube of great length; actually the boiler consists of many parallel circuits 
which yield a thermal efiflciency of about 90 %. 
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Monotube boiler. 

The Sulzer monotuhe boiler is an example of a modern boiler using but one 
tube almost a mile long. There is no fixed surface of separation between the steam 
and water, the economiser, boiler and superheater being in series, and since the 
storage capacity of the coil is very small, accurate control of the fuel air and water 
supply is an absolute necessity. To facilitate control and remove some of the salts 
in suspension the coil is sometimes bled at an intermediate point. 

Experience has shown that for the best results with monotube boilers the ratio 

Tube l^gth ^ exceed 30,000. Even then the feed i)ressure must 

lube diameter 

exceed the steam jiressure in the boiler by about 40 % in order to overcome the 
resistance of the tube. 

Indirectly heated boilers. 

Anyone who has had experience of domestic boilers supplied with water from 
moorland or chalky districts will apjirceiate how quickly the heating capacity 
falls off, or how discoloured the hot water becomes in a very short time. To avoid 
these troubles indirect heaters (Fig. 362) were introduced many years ago. The 
boiler A and coil B are supplied with pure water from tank (7, whilst the impure 
water is introduced into cylinder D. 



In this arrangement the boiler may be of cast iron, and the heating cylinder 
of co])])er, an arrangement which entirely prevents corrosion, and, owing to the 
reduced temperature head across the heating coil, salts deposit less slowly and 
do not cake so firmly on the coil; in fact, they can be readily removed by heating 
and then quickly cooling the coil. 
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If such a procedure is necessary with boilers which heat but a few tons of 
water a year, how much more important must it be with boilers which evaporate 
hundreds of tons of water per hour into high-pressure steam which itself may 
carry destructive acids into the turbines. 

The “Schmidt” and tlie “Loeffler” are high pressure indirectly heated boilers 
which have been introduced to overcome these difficulties. 

Schmidt -Hartmann boiler. 

This boiler is very similar to an electric transformer, in that two pressures are 
employed to effect an interchange of energy. 

In the primary circuit steam at 1400 lb. per sq. in. is produced from distilled 
water, and, after traversing a separating drum, it enters a submerged heating coil 



which is located in the evaporator drum. The high-pressure steam in this coil 
possesses sufficient thermal head to produce steam at 850 lb. per sq. in. with a 
heat transference of 500 B.T.u. ])er sq. ft. per degree F. per hour. 

The steam produced from the impure water is usually removed to a superheater 
placed in the uptakes, whilst the high-pressure condensate, on its way to the 
water drum, is circulated through a low-pressure feed pre-heater, which raises 
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the feed water to saturation temperature; so that in the evaporator only the 
latent heat is supplied. 

Natural circulation in conjunction with high gas velocities are relied on for 
supplying the desired rate of heat transference, and by using unheated down- 
comers it is possible to produce circulating velocities of 1-6 to 2-5 f.p.s. for thermo- 
syphonic heads of about 8 and 33 ft. 

In normal circumstances the primary circuit will not require replenishment 
of its distilled water, but as a safeguard against leakage or the safety valve 
lifting a combined pressure gauge and thermometer is fitted. 

When the thermometer indicates a temperature in excess of the saturation 
temperature distilled water is transferred from the low-pressure to the high- 
pressure side of the circuit by closing valve B and opening valves C and D on 
vessel A ; this manipulation balances the pressure in A and allows water to gravi- 
tate to the primary separating drum. To replenish A valves C and D are closed 
and B opened, so that secondary steam condenses in the uninsulated storage 
drum A. 

Main advantages of the Schmidt boiler. 

(1) Since the highly heated components contain only distilled water they will 
not burn out due to internal deposits, neither will the circulation be interrupted 
by rust or other material. 

(2) The impure feed water is external to the heating coil, so that deposits can 
be brushed off on removal of the coil from the drum. The large-sized manhole 
necessary to pass the complete heating coils involves considerable thickening 
of the drum. 

(3) High thermal and water capacity of the boiler allows wide fluctuations of 
load without undue ])riming or abnormal increase in the primary pressure, when 
the load is suddenly increased or reduced. 

(4) The absence of water risers in the drum, and the moderate temperature 
difference across the heating coils, allows evaporation to proceed without priming. 

The Loeffler boiler. 

In this boiler the advantages of forced circulation and indirect heating are 
employed; but the most radical departure from modern practice is that steam is 
used as tlie heat carrying and heat absorbing medium. 

Ti) reduce the size and power of the turbo -circulating pump and of the boiler, 
and iiLso to improve the rate of heat transmission, the steam is circulated through 
the heating coils at a pressure of about 1700 lb. per sq. in., where it acquires a 
temperature of approximately 900° F. 

A portion of this steam is tapped off for external use, whilst the remainder 
passes on to the evaporator drum, where, by giving up its superheat to the water 
contained in this drum, an amount of steam is generated equal to that tapped off. 
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The nozzles which distribute the superheated steam throughout the water are 
of special design to avoid priming and noise; so that the boiler can carry higher 
salt concentrations than can any other type and is more compact than indirectly 
heated boilers having natural circulation. These qualities fit it for land or sea 
transport power generation. 



The Velox steam generator.* 

Research on high velocity gas flowf has shown that when the velocity of the 
gas exceeds the velocity of sound in the gas heat is transmitted from the gas at a 
much greater rate than an extended theory, applicable to moderate gas velocities, 
would suggest. 


From p. 332 the velocity of sound in a medium is given by and to 

N P2 

produce this velocity the pressure drop Pi ^ given by 


y 

Pi \r+i/ 


T'Zl 

y 


and 


Pi 


?! 

'pf 


492 '=’x^vii (1934), pp. 469-72, 526-9; Vol. CXLix (1940), pp. 24S. 


t In connection with gas turbines by Brown Boveri. 
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For air v = 1 ’4. 0-53. 

Pi 

Taking atmospheric pressure pg as 15 lb. per sq. in. 

pj —28-3 lb. per sq. in.; 

hence any pressure in excess of 30 lb. per sq. in. will inpart a velocity to air 
greater than the velocity of sound in air. 

In the Velox boiler air is compressed to 35 lb. per sq. in. before being supplied 
to an oil fuel burner. The object of this compression is to secure a very liigli gas 
velocity, and also a very great heat release (900,000 b.t.u. per cu. ft. of combustion 
space per hour), and although a very compact steam generator results, yet its 
size is limited to an evaporation of about 100 tons of water per hour, because, at 
this output, GOOO b.h.p. is required to run the compressor. 



Referring to Fig. 365, fuel and air are injected downwards into a vertical 
combustion chamber (2), which is walled by hollow evaporator tubes (3). Only 
one oil burner is fitted, and variations in load are effected by varying the jet area 
or, in the case of air injection burners j the fuel supply is throttled. 

On reaching the bottom of the combustion chamber the products of combustion 
are deflected upwards into the evaporator tubes by means of a spiral water coil- 
The evaporator tubes are detailed separately in Fig. 366, wliere it will be seen 
that they consist of an outer annulus through which 10 to 20 times the water 
evaporated is circulated at a high velocity. 
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The core of the lower half of the evaporator tube or element is occupied with 
a central pipe which supplies water to the outer annulus, whilst the upper half 
is occupied by U-type superheater tubes. In the space between the inner pipes 
and outer annulus, the flue gas rushes at a speed of about 
1000f.p.s. 

A ring main (4) collects the steam and water, and dis- =“:^= 
charges it tangentially into the separating chamber (5); 9^ \ 

a forced vortex is formed, which, by centrifugal loading 
on the water particles, allows a steam release, without 1--^ ^ 

jjriining, about two hundred times as great as in boilers p 

of normal design. The dry steam then passes up the 
central tube (G) to the superheater ring main, which 
distributes it to the various superheater elements. The 
separated water falls into a mud drum, from which it is 
extracted by means of a circulating pump that sets up - — - 

a differential jucssure of about 25 lb. per sq. in. )\ 

This pressure difference is used in creating a high \ 

water velocity through the evaporator tubes. \ ] 

After traversing the superheater, the flue gas, which ' 

is at about 31 lb. per sq. in. and 900° F., enters an IwWl , 

exhaust gas turbine that drives an axial tyj)e of air I J 

comjircssor, an alternative electric drive being provided ^ 

for starling and for carrying a small portion of the load ^ ^ 

in order to obtain a raj)id response to changes in boiler 
l()<ul. With the turbine driving the coin])ressor, and the 
com|)r(\ssor supplying the turbine, w^e have a conserva- 
ti\e system. ^ 

The turbine exhaust is passed through a counter-flow 
feed heater, where the gas tcni])erature is droj)ped by j 

about 200° F. in pre-heating the feed, wdiich is discharged ^ jW 
tangentially into the separating drum. No attempt is = 1 ^ jA 
made to extraet more heat from the exhaust gases by 
pre-heating the combustion air, since on compression Ail lit 
this air attains a temperature of about 300° F., and, to 
])re-heat the free air, would almost certainly involve 
compressor trouble. 

Although the efficiency of the compressor is about 70 %, and that of the turbine 
about 80 %, giving an overall efficiency of 56 %, which means that the com- 
pressor demands about 25 % of the power developed by the boiler, yet this is an 
internal loss, and will not affect the thermal efficiency of the whole plant. 

The Velox unit is a very compact steam generating machine of great flexibility. 
It is capable of quick starting, even though the separating drum has a storage 
capacity of about one-eighth of the maximum hourly output. 
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The control is entirely automatic, and a thermal efficiency of about 90 to 95 % 
is maintained over a wide range of load. 

At the present time only gas or oil firing is employed, becai;se it is thought 
that any grit suspended in the flue gas would have a sand-blasting action on the 
interior of the boiler. 

Revolving boilers. 

In the Velox boiler the hot gases moved rapidly over a stationary surface; in 
the revolving boiler both the gases and the surface move, in fact the boiler con- 
denser and power component form one highly compact rotating power unit 
which is well suited for the propulsion of aircraft. 

Fig. 367 illustrates the principle on which the boiler is constructed. A large 
number of U-tubes are welded to a hollow spindle, which is rotated in the com- 
bustion chamber. 



The effects of this rotation are: 

(а) To produce a rapid rate of heat transmission. 

(б) To dispense with the feed pump and feed regulator, the water being flung 
into the U-tubes by centrifugal force. 

(c) To prevent priming by applying a centrifugal force to the separation 
surface of the water and steam many times in excess of the gravitational pull. 

The main difficulties which arise with this type of boiler are: 

(а) The difficulty of maintaining mechanical balance in view of the creep 
of the tubes. 

(б) Erosion of the tubes. 

(c) The inability to vary both power output and speed independently. 
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If the trouble from mechanical balance could be overcome, this generator 
would be suitable for purposes where light weight and compactness are of prime 
importance, but close speed regulation is not required. 

Huettner rotary power unit. 

This prime mover, which is shown in Fig. 368, is of great interest because it 
represents a self-contained and completely automatic unit. 

The boiler (1) consists of finned U-tubes, and is integral with the turbine and 
condenser casing, which is geared to the turbine spindle so that the two revolve 
in opposite directions at different speeds. 



By this gearing a high relative velocity is produced for a moderate rotational 
speed and turbine diameter. The boiler speed is fixed by the desired working 
pressure (see p. 471), and having decided on this the turbine spindle must be 
lU ranged to run at a speed which will give the best velocity ratio (see p. 425). 

Rince the steam is unsuperheated, precautions have to be taken against blade 
erosion by providing drainage belts at each stage. These belts communicate with 
the water leg of the boiler, and are virtually bleeding points; so that the actual 
efficiency of the machine should approach that of the Carnot cycle. 

To condense the steam and remove any air in solution cooling water is intro- 
duced into the casing through pipe (2). 

Rotation of the casing flings the water through a nozzle ring into the steam 
^pace of the turbine, where rapid condensation takes place in chamber (3). 
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After CTOBsing this chamber the water and entrained air pass through divergent 
nozzles which raise its pressure to atmospheric. The surplus water collects in an 
annular ring (6) until it overflows a rim into a stationary catch ring which runs 
it to waste. 
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Pulverised fuel. 

Pulverised fuel may be defined as any carbonaceous material wliich has been 
dried and reduced to an extremely fine powder, and, after mixing with air, is 
burnt in a furnace. 

Apart from dust available from colliery screens, and some manufacturing 
processes, the coal must be dried, crushed and ground, at a cost which varies 
between 6 pence and 24 pence per ton. In view of this, pulverised firing must 
possess some distinct advantages over other methods of firing solid fuels. Briefly 
the advantages are as follows : 

(1) The surface area is increased in almost the ratio 400 to 1, so that high rates 
of combustion are possible, and a much smaller quantity of air is necessary than 
when fuel is burnt in lump form. 

(2) The smaller quantity of excess air, and more intensive mixing of the fuel 
and the air, produce a high furnace temperature with little smoke. 

(3) Fuels of high ash content may be burnt, provided the fusing point of the 
ash is not too low. 

(4) Increased rate of evaporation, and increased boiler efficiency. 

(5) Easier steaming, and greater capacity to meet peak loads. 

(6) Stand-by losses on banked fires are avoided. 
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Defects of pulverised firing. 

(1) The installation is expensive in first cost and repairs, and unless the 
calorific value of the fuel is less than 9000 B.T.tr. per lb., or the fuel is available in 
powdered form, it usually pays to instal mechanical stokers in preference to 
pulverised fuel equipment. 

(2) The high furnace temperature, and the fluxing effect of the ash and unburnt 
fuel, cause fairly rapid deterioration of the refractory surface of the furnace. 

(3) It is very difficult to remove, economically, the fine dust which is suspended 
in the flue gas. 

(4) Fine regular grinding of the fuel, and even distribution to each burner, 
are difficult to achieve. 

(5) The improved combustion means a higher thermal loss in the flue gas unless 
air heaters are fitted. 

(0) The system is not as reliable as hand firing, and skilled attention is im- 
])crative if danger from explosion is to be small. 

Operation of the system. 

(1) If the fuel exceeds one inch in diameter it must be passed through a 
j)rcliminary crusher. 

(2) The fuel is then passed over a magnetic separator in order to remove any 
iron which might be present, and which might damage the mill, cause the ash to 
fuse, or cause sparking in the pulveriser. 

(3) The coal is tlien removed to a bunker, which provides a reserve of fuel to 
meet contingencies. 

(4) From the bunker the fuel is passed to a drier, where the moisture content 
is reduced to about 2 %. Drying of the fuel is essential to reduce the effort to 
jmlv^erise it, to facilitate storage and conveyance, to minimise the risk of spon- 
tfineous combustion, and to reduce tlie amount of water evaporated in the furnace. 

(o) The fuel is delivered to the pulveriser, which reduces its size by the applica- 
tion of a shearing force. The mills are of three types: 

(a) The impact mill in which weights fall on to the fuel. 

(h) Roller or ball mills in which the fuel is supplied to a revolving drum 
containing rcjllers or balls. 

(c) Chopping or attrition mills. 

(fi) The fuel is drawn from the pulveriser and classified by a fan, which is often 
im or j) orated in the pulveriser itself. 

The fuel, when puffed up with air, will flow like a fluid, and, by correct adjust- 
ment of the velocity of the air, oversized particles of fuel fall out of suspension 
and are returned to the mill. 

4f> 
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The air w hich effec ts transj)(jitdtion of the fuel is known as Primary air, and 
It may vary in amount Irom 10 to 100 % of the air required for the complete 
f ombustion of the fuel. 

(7) The disposal of the air-borne fuel depends upon the system of firing 
employed. 

In the older Central system of firing the fuel is removed to bunkers placed 
over each boiler from which screw conveyors, operated by variable speed motors, 
convey the fuel to the burners 

Primary Air 



Fig. 369. 


In the Unit system, where each boiler has its own pulveriser, the air carries 
the fuel to distribution boxes which, by the use of adjustable knives, produce 
uniform mixing of the fuel and air, and distribute it to not more than four burners 
per distributer. 

(8) The kind of burner depends on the firebox. 

In boilers of the Lancashire type the small combustion chamber necessitates 
a burner of the turbulent type (Fig. 3G9), which spreads the fuel in the form of a 
helix between two layers of air. With this burner forced draught is essential to 
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produce sufficient turbulence to sweep away the gases from the fuel as it distils, 
and to complete combustion in the length of the furnace.* 

In the streamline type of firing the fuel and air are projected doMmwards at a 
velocity of about 100 f.p.s. into a large combustion chamber from apertures 
placed in the top. Secondary air is admitted through openings in the side wall 
(see Fig. 370), and thus, together with the chimney draught, deflects the flames 
upwards before they reach the water screen. The heavy particles of ash gravitate 
through the water screen, which chills them, prior to collection in an ash hopper. 



Fig. 370. Streamline firing of pulverised fuel. 

The small amount of draught, and the even distribution of fuel from the 
multiple burners, cause the incandescent particles of fuel to resemble falling snow. 

The principal objection to the U-shaped flame is the very large combustion 
chamber required; for this reason the tendency is to fit turbulent burners, an 
example of which is the Lopulco iS-type (see Fig. 369). 

In this burner the fuel and air are swirled by deep spiral ribs, which are fitted 
in a conical barrel. The secondary air is swirled around the primary, and its 
amount is controlled by dampers. 

Removal of dust from the flue gas. 

The suspended dust may be partially removed by one of the following methods : 

(1) Mechanical separation, in which the velocity of the gas is reduced so 
that the larger particles of dust fall out of suspension, or an acceleration is imposed 
upon the gas with the object of flinging the dust particles out of suspension. 

* The firat 70 or 80 % of the heat in a fuel is easy to liberate, since it comes mainly from 
the volatile constituents of the fuel; the remainder is difficult, since it comes from fixed 
carbon which is often associated with a high percentage of ash. 


40 i 
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In the Cyclone separator (Fig. 371) a volute casing is fitted round the base 
of the chimney, and into this casing is discharged tangentially the flue gas from 
an induced draught fan. 

A vortex is formed in the casing, and the grit is projected on to the outer plate, 
along which it swirls until it is caught by a lip which deflects the grit, and the 
carrier gas, into a secondary collector where the process is repeated. The cleaned 
gas passes through a longitudinal slot in the chimney, from which it escapes to 
the atmosphere. 



(2) Water separation (Modave process). This separator was introduced 
to remove the very fine j)articles of dust that escaped mechanical separation. 

In the “Modave” arrester, shown in Fig. 372, the flue gas follows a tortuous 
path between liollow vertical prisms, which are closed at the bottom and supplied 
with water at the top. 

The curved sides of these elements impose a centrifugal force on the flue gas, 
BO that the dust particles are projected into the descending fi lm of water, which 
carries them to a sludge pond. 
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By tliB addition of corrugated iron sheets, or a supply of carbonate of soda, 
tlso due gas can also be freed of sulphur dioxide. 

(3) Lodge-Cottrell electric precipitation. In this system the flue gas is 
passed through a network of wires, which are connected to the positive side of a 
60.000 volt D.c. supply. On the floor of the duct is placed a similar network, 
which is connected to the negative side of the machine. The ionised gas imparts 
an electrical charge to the dust particles, which are attracted to the negative 
wii’cs, from which they are scraped at intervals. 

Although this system is expensive, it is the most efficient of all, and will remove 
tar vapour as well as dust. 
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EXAMPLES 

1 - Enumerate the advantages claimed for pulverised fuel. To what extent are these 
claims based on sound theory? 

2. What are the essentials of a good combustion chamber and burner for pulverised 
fuel, and how are the two related? 
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3 . On what principles do the three main methods of dust separation operate ? Contrast 
the methods as regards performance on varying boiler loads, space occupied, first cost, 
and ability to remove constituents other than dust. 

4. Compare, from every aspect, unit and central systems of pulverised fuel firing. 

5. What are the objections to ash, moisture, and non-uniform grading in the use of 
“pulverised fuel” ? How may their effects be limited ? 

6. In what circumstances is it profitable to pulverise fuel for the purpose of power 
generation? Indicate the precautions that must be taken when pulverised fuel plant 
is installed. 


STEAM STORAGE 

An ordinary type of boiler has an overload capacity of only about 25 % above 
its normal rating, whilst peak loads may demand an overload of 100 %. 

It takes an appreciable time to change the rate of steam generation, but the 
demand for a considerable change of power may occur instantly, and even if the 
boilers could meet a sudden increase in load, there is always the problem of 
disposing of the steam once the peak has been passed. 

For these reasons it is now customary to supply heat accumulators to equalise 
the load on the boilers, and in this way they act as thermal flywheels. 

It was Dr Ruth, a Swedish technician, who introduced heat accumulators in 
1916, and his accumulators act in much the same way as electrical accumulators. 
They will give a large discharge over a short period, or a small discharge over a 
long period. 

There are two main systems of steam accumulation in use at the present time, 
the constant pressure system, and the variable pressure system. 

The constant pressure system. 

In this system the rate of firing of the boilers is maintained constant, but the 
quantity of feed is varied. When the demand for steam falls, an extra quantity of 
feed is circulated through the boiler, where the feed temperature is raised to that 
of the steam, after which the surplus water is passed into an insulated storage 
drum (see Fig. 373), where it accumulates until an increased demand for steam 
causes a slight diminution in boiler pressure. 

The reduced boiler pressure operates a regulator which slows down the feed 
pump, just at a time when normally more feed would be required. To meet the 
increased demand for steam a constant speed circulating pump supplies hot 
water from the storage drum, excess water being returned to the drum via the 
overflow pipe A. 
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The capacity of the drum must be sufficient to supply the entire feed during 
the time required for the boiler to take the overload, and it must be capable of 
receiving the feed should the demand for steam suddenly cease. 


Main Steam 



Fig. 373. Coiustant preasuro accumulator. 

The variable pressure system. 

In this system the surplus steam is passed through a reducing valve into a 
large closed vessel which is about 90 % full of water. Specially shaped nozzles 
surrounded by pipes are employed to discharge the steam silently into the water, 
and thereby bring about condensation. The more the pressure rises in the accumu- 
lator, the greater the thermal storage capacity, whilst a reduction in pressure 
results in evaporation, the steam produced being passed on to low-pressure 
turbines or process work. 



The installation of this system involves a substantial difference of working 
pressure between one steam consuming set and the other, and there must be a 
considerable demand for low-pressure steam. 

The system is widely used in mines and steel works where the reciprocating 
steam engines direct their intermittent exhausts into a low-pressure receiver 
which is placed in series with accumulators (see Fig. 375). Low-pressure turbines 
consume the steam supplied by the accumulators, and, should the supply of 
exhaust steam prove deficient, steam is taken from the boilers via a reducing valve 
or pass-out turbine. 
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The storage capacity of the variable pressure system depends upon the pressure 
range over which it operates. With a pressure drop from 300 to 200 lb. per sq. in. 
1 cu. ft. of water will yield approximately 1 lb. of steam, whereas a drop from 60 
to 10 lb. per sq. in. releases over 4 lb. of steam, so the system is best suited for 
low pressures, or where a large range in pressure is not objectionable. 


Dead Weight Atmospheric 
Relief Valve 



Comparison between the systems. 

If a supply of low-pressure steam is not available, or is not required, the feed 
storage system is obligatory. 

The main advantages of this system are: 

(1) Higher thermal efficiency. 

(2) Artificial circulation of the boiler water increases the rate of evaporation, 
reduces repairs, and gives economy in fuel. 

(3) By discharging the cold feed into the storage drum deposition of salts in 
the boiler is prevented. The system is best suited for prolonged periods of constant 
load followed by short periods of heavy overload. 

The variable pressure system is valuable where the storage periods are short 
and gulps of steam are available from intermittently working machinery such 
as winding or rolling engines. The installation of accumulators and low-pressure 
turbines will save some thousands of pounds a year on fuel. There is less danger 
of a complete stoppage of the plant due to failure of one of the machines, and the 
capital expenditure on the plant is more closely related to the mean load rather 
than the maximum. 
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EXAMPLES 

1 . Outline the objects of steam storage, and the principal systems employed. 

Make a diagrammatic sketch of any one system, and point out the advantages and 
disadvantages of that system as compared with others with which you are familiar. 

2 . A mining company is in possession of some old Lancashire boilers which it proposes 
to convert into heat accumulators for the reception of low-pressure steam from the 
ventilating engine, air compressor, and winding engine. 
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Fig. 376. 


By making use of the figure, obtain the water capacity of an accumulator which can 
deal with the steam from the winding engine alone, given: Temperature rise of the water 
in the accumulator = 5° C. Average total heat in exhaust steam = 635 C.H.tr, per lb. 
Average sensible heat in condensate = 102-5 c.ir.u. per lb. 

About what volume should be occupied by the steam, and is there any objection to 
providing a total volume in excess of that given by the calculations? 



CHAPTER XXI 


PLANT ECONOMY 


In the design of power plant the satisfaction of the fundamental laws of machines 
is but one aspect. For the plant to be a commercial success it must satisfy certain 
laws of Economics, which is the study of mankind in the ordinary business of life. 

A company director and his associates require plant which will perform certain 
duties with great economy (in some cases with absolute reliability) and generally 
with low first cost. 

To satisfy these requirements the plant and its details must be economically 
arranged, consistent with reliability and the length of life that is expected of it. 

As prices fluctuate over very wide limits from place to place and time to time, 
it is impossible to formulate general laws which control the economic design of 
power plant. The best that can be done is to suggest methods of attack. 


Factors associated with the cost of power. 

An industrial enterprise is ])romoted by some men of wide knowledge, ability, 
character and credit who, in these days, associate themselves with a number of 
others to form a limited liability company. 

The promoter and the enterprisers associated with him take the preliminary 
economic risk during the preparation of plans, and the raising of a loan by shares. 

The money raised is invested in land, buildings, and equipment, and later in 
the payment of the management and staff employed in construction before 
production commences. 

With the object of assessing profits the money which is sunk in the equipment 
is regarded as capable of producing a return of about 5 % if invested in some 
successful enterjirise. Accordingly, this Investment Cost is set aside. In addition 
to the investment cost monies are paid into a Sinking Fund, the purpose of 
which is to pay off the loan. 

The other charges on a company are Overhead Charges, which represent the 
cost of taxes, rates, permanent staff, etc., and cannot therefore be allocated to 
any one job. 

Age, use or abuse of the equipment cause Depreciation, the amount of whicli 
is charged to the profit and loss account. 

In power stations the Running Costs are due to fuel, labour, oil, and con- 
sumable stores, and repairs. These costs exercise a very pronounced effect on 
the choice of plant for a particular locality and purpose. They are a function of 
the load at which the plant runs, and to allow for this the Load Factor, whicli 


is the ratio 


Actual output of the power plant 
Total output at the most efficient load’ 


has been introduced. 
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Even the standing charges, when reckoned on the annual power output of the 
station, are dependent upon the load factor, thus; 

Let IC be the annual investment cost, and KW the kdowatt hours output per 
annum when the plant operates on the most economical load. 

IC 

Then the investment cost per kilowatt hour is ic = 

Let the plant now operate on a load factor (LF\ thereby raising the investment 
cost to (ic)i. Now, since the total investment cost is invariable, 


[ic\[LF)^KW = IC. (1) 

In the same way ( 10)2 = IC, (2) 

By (1) and (2). = . 


The investment and maintenance cost depends on the size of the plant, and 
the pressure and temperature limits. 

The effect of these quantities on the economic saving nf fuel is given by 

(Cost of fuel in shillings per ton) (Load factor) ^ 

/Calorific value on b.t.u.\ ^ ^ . 

I 107)00 / interest on investment cost) 

This is known as the Operation Factor. 

Ex, Before full working plant of a mine came into operation the cost of power from the 
fully completed powerplant was lei. perkilowatt hour, made up of production cost,()T)d., 
investment cost, 0-4rf., load factor Later, while the management remained the same, 
the load factor was increased to L If this increase was accompanied by a reduction of 
one-third in production cost, what was then the cost of power per unit ? 

With the load factor L 

Production cost = 0*6 x 5 = 04 
Investment cost = 04 x | = ()-2 
Net cost per b.t.u. = 0-6 pence. 

In considering any new project, therefore, it is fundamentally important to 
know the thermal efficiency of the plant, so that an estimate of fuel costs may be 
made. 

The selection of the plant of course depends upon the load factor, and whilst 
an expensive, though highly efficient machine, may be merited for base load work, 
yet such plant would be quite unsuitable for a peak load station. 

Due allowance must also be made for the reliability of the set, maintenance and 
capital costs, as well as for labour and the possible life of the machinery at the 
particular load. 

In general an increase in size of a unit is accompanied by a decrease in capital 
cost, weight, and space per kilowatt. 

* K. Baumann, “Somo recent developmenta on power station practice”. Lecture 
delivered to the Institute of Engineers of Australia, October 13, 1938. 
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Economics applied to the prevention of waste. 

For some years now large concerns have been in the habit of emplo3ring 
efficiency engineers, whose duty it is to eradicate waste and loss of output. 

This engineer’s attention is often directed to leaky pipes, badly aligned shafts, 
obsolete machinery, inefficient workmen, control of stores, and purchase of 
fuel — all of which have a pronounced influence on the cost of power, which is one 
of the most important components in modern civilisation. 


The economic generation of steam. 

Since almost 80 % of the power used in the world is derived from coal used in 
steam generators, the economic generation of steam is a subject of considerable 
importance. For the past twenty-five years little improvement has been made 
in the thermal efficiency of steam boilers; the major developments have been in 
the direction of maintaining this efficiency on low-grade fuel and of reduced 
labour and maintenance charges. Because the annual cost of fuel is often greater 
than the combined cost of the other expenses on boiler plant, great economy can 
be effected by prudent selection of coal, which should be purchased on its calorific 
value, since this allows for loss due to moisture and ash. 

Mechanical handling and firing of the fuel frequently effects considerable 
economies, whilst the provision of superheaters may increase the thermal effi- 
ciency by 5 % and that of economisers by 15 %, provided they are kept clean. 
Air heaters should only be provided if feed heating prevents the economiser 
from lowering the flue gas temperature below 350° F. 

Secondary economies may be effected by centralising the plant so as to reduce 
distribution losses. These losses depend upon the economic thickness of the 
lagging, and the cost of the pressure drop necessary to maintain a flow of steam 
along the pipes. 


The economic velocity for steam flowing along a pipe. 

In this problem an economic balance must be struck between the capital charges 
on the pipe line, and the monetary loss incurred by the pressure drop due to 
friction. 

Experience shows that the first cost of the piping is related to the diameter of 

the pipe by the equation ^ ^ ^ ^ 

^ ^ ^ ^ First cost = per foot, 


where d is the bore of the pipe in feet and A and n are constants. 

Annual capital and Maintenance charges may be reckoned as a percentage p 

V 

of the initial cost, i.e. Annual charges = 

If the pipe has to transmit ITlb. of steam per second having a specific volume v\ 

Wv 

The velocity in the pipe = f.p.s. 
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The pressure drop in a circular pipe line running full is given by Fanning’s 

( Volume per 3bc.\ ^ 


formula; 


d 2g 


2g 


^ _ 4/L MW Volume per sec.)* 


^9 




ft. head of fluid flowing. 


Pressure drop in lb. per sq. ft. = 


h 


h _ 4/ l^yLv 

V 2 , g \ 7T ) (P 


W'^ lb. per sq. ft. 


Pipe friction is equivalent to throttling the steam, and although this does not 
affect the total heat of the steam it reduces the subsequent adiabatic heat drop. 

Let the reduction in adiabatic heat drop per lb. of steam flowing per sq. in. fall 
in pressure, from the initial pressure, be H c.h.u., and the cost of 1 lb. of steam, to 
give an adiabatic drop of (a.h.d.) c.h.u., be C pence, then the monetary loss 
per lb. of steam per lb. fall in pressure, due to pipe friction, 


Monetary loss J3er second, 

h 1 
V 144 


\a.h.d./ 


C. 


xf--) 


— \cxw = y-i- 


4//4\2 1 Lv 


2f/\7r/ 144d^ 




\A.H.n./ 


The total annual charges on the pipe line, excluding radiation, are Annual 
cii])ital + Maintenance charges + Monetary loss due to friction. 

If the pipe is in continuous comniis.sion throughout the year of 

365 X 24 X CO- = 8760 x 60^ sec., 

the total all in running cost will be 


C = 


100 ^gynj 144^6 u.H.n./ 


dC 


The diameter which will make this a minimum is given by equating to 

d{d) 

zero, thus: 


dC 

d[d) 


nj)Ad^~^L 

100 


- 8760 X 602 x-^. 

^9\Tr 


4//4\* 1 5Lv 


144 


W^(-^) C, 
d ^ \a.h.d./ 
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npAd^ 4//4\2 1 5v„-_/ H 

^ = 8760 X 602 X / 1 - X — X — Tfa H 

2g\7T) 144 \A.H.D./ 


100 


/. ti = 


8760 x 602 ^ 1- 1 X-— X xC 


2gW 


144 A.H.D. 


npA 

Too 


1 

71+ i 


Ex. Estimate the economic bore of a steam pipe for conveying, continuously, 
40 tons of steam per hour at 300 lb. per sq. in. and 350° C. 

The cost in pence per foot of completely lagged pipe may be taken as 15d^ 
where d is the bore in inches. Capital and Maintenance charges may be taken 
as 20 % of the initial cost. 

The cost of producing one ton of steam at the above conditions is 28 pence 
and the turbine can expand this to 1 lb. per sq. in. Take / as 0 004. 

The specific volume of the steam = 2- 156 cu. ft. per lb. The adiabatic heat drop 
to 1 lb per sq. in. = 236 c.H.u. For 1 lb. per sq. in. fall in pressure the drop H is 
approximately 0*12 c.H.tr. This drop was obtained by plotting the a.h.d. on a 
pressure base and extrapolating, since the a.h.d. is not by any means proportional 
to the drop in pressure in this region of the H(ff chart.* 


Cost C per lb. of steam 


Steam flow IF in lb. per sec. = 


2^ 

2240 


= 0’0125 pence. 


40x2240 
-60»- - 


pA 

100 


d^ = 3(dxl2y-K 


pA 

Too 


= 97-6. 


d = 


"8760X 602x4x0-004 /4\2 1 
_T4 x‘97~6 X 2x 3'2T lii ^ 


5x2-15 


1 

/0-12\ ~\¥l 

x24-93(--J 0-0125] . 


whence d=^l foot and velocity of flow ^ 70 f.p.s. 


The economic thickness of lagging. 

The economic thickness of lagging depends on 

(а) First cost and Maintenance costs. 

(б) Annual value of heat loss, which depends on the Cost of producing the 
steam, and Thermal conductivity of the lagging. 


* Alternatively calculate the heat drop from 
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Amount of heat transmitted through a surface 

kAd 

= c.H.TJ. per hr., 

w'here k = coefficient of conductivity of materid in c.H.u. per ft. per ° C. per hr., 
i = thickness of conductor in direction of flow. 

Amount of heat entering an annular ring of unit length at radius r 


7 o 

= — k27Tr~^. 

dr 


.( 1 ) 


The negative sign prefixes the expression, since dOjdr is negative and we want 
a j)Ositive flow. 

Heat leaving at radius (r-\-dr) 


, dd d 




In the steady state, 

Heat leaving = Heat entering. 

and the quantity whose djdr is zero is a constant. 

1 c. dd , 

—k 27 Tr—=A, 
dr 

where A is an arbitrary constant. 

•••4^- 

jdd = B jj, e = £log,r+ c, 

where C is an arbitrary constant. When 

0 = r = T-j, 0 = 9^, T = r,. 

01 = £log,ri + C, 0J5 = B\og^r^+C. 

. ^ 

'2 

dd _B _ 9^-0^ 

dr r , r. 



.(3) 


.( 4 ) 


By (3) in (2). 
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By (4) in (1), 


Heat flow in c.H.u. per hr. = -\-k2v 


{0,-0,) 


Let C = first cost of lagging in pence per cu. ft., then cost of lagging for 1 foot 
length of pipe =TT(r\-r\)C. 

Let p be the percentage of the first cost that must be expended annually on 
investment charges and maintenance, and let L be the loss in pence due to a 
radiation loss of 1 c.n.u. per hr. 

Then for a pipe operating 8760 hr. per annum, 

Total hourly cost per foot of j)ipe C 

_ 2Tik(d^-0^) ■n(r\-r\)'K\ py.C 

, r, 8760 100 ’ 

log,' 

/■i 

01, 02 , L, p, C and are fixed, but may be varied to make C a minimum. 
To obtain this value of let r^jr^ = i?, then 

^ 27 ^( 19 ^ 

log^ii "^100 8760 ■ 

dO 27Tl:{0.-e^)L irr\j>C 

dR~ ' R{\u^,Rf ■'■100x 8760^^'^“® (for a ram.), 


whence 


(i?log, Rf = X 100 X 8760. 


J?lQg,iJ = - 


10 jkL(0i-02) 
r^N p X (7 


-0.,) 876O 


As a elieek on the dimensions of the above equation, 


, r.ii.u. Thickness 

^ , — 

Hours Area x Teni])erature’ 


^ Hours ^ _ Pence 

L = X Pence, C = . — : ■ 

c.H.u. Cubic feet 


The quantities make the right-liand side of the above equation dimensionless, 
w hi I'll agrees with the dimension of It, 

Ex. Determine the ecminniic tliirkiiess of lagging for a steam pipe 10 in. outside 
fliameter which is in eontiniinus operation, given; 

Cost of steam, 012 pence jier kVV hour; Cost of lagging, 75 pence per cu. ft.; Main- 
tenance cost, 20 % of the initial; Thermal conductivity of the lagging, 0-0218 C.H.U. per 
ft. per ° C.; Temjierature drop across the lagging, 320'^ C. 

iiwi 33,000x60 , 

1 kW hour = . X , , — = lS.)b c.H.u. per hr. 

746 1400 ^ 


Cost of 1 c.iT.u. per hr, = : 
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whence 


-Blog 


o 10 /0 02 

= 

12 'V 


■0218 X 0-12x320x8760 


1896 X 20 X 75 


i2:i^l-9 = 


(^ 2 -^i) =4i in. 


£x. Fuel supply to an isolated mine. 

On an isolated mine the fuel supply was obt-ained by drawing upon the hardwood 
that grew in the vicinity. 

Ifiywasthe weight of hard wood growing in tons per sq. mile, W the weight of hardwood 
consumed by boilers per annum, r the radius in miles from which the supply was being 
drawn at time t years, (Ar-\-B) the cost of purchasing, nutting and carting wood in 
£’s per ton, determine the total cost of fuel supplies up to any time t. 

Given Annual output = 5,847,750 kW hours; Fuel = 4 2 lb. per b.h.f. per hr.; Cost 
of purchasing and felling = B = Cost of transport per ton per mile = A = £iS\. 
In 15 years the Babcock boilers exhausted wood supplies within a radius of 12 miles. 
Find the annual cost of fuel between 14th and 15th year of the mine’s life. 

The cost per annular ring of fuel is 

dC = 27Twrdr(Ar-\- B), (1) 

We also have, for continuous operation of the plant, the rate of consumption = rate 
of removal of timber. Hence 

Wdt = w^nrdVf 



By (2) in (1), 


dC= Wdt(Ar+B), 


Alternatively by double integrals. 

"r r'iTr 


C = ( f wrdrdd{Ar-{-B), 

J 0 J 0 

where 0 and r are independent variables. 

Integrating first with respect to 0 and keeping r constant gives 

/*r lAr^ Br^\ 

C = 27rM; J (Ar^-\- Br) dr = 27 ru;l - — + — I . 
To express this in terms of t we have 

Wt = W7Tr\ 


■d) 


WU E 


■( 2 ) 

47 
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By (2) in (1), 




Total annual iiiel consumption in tons is 

1-34 X 6,847,760 x 4-2 
^ 2240 

In 16 years the fuel burnt = 220,000 tons. 

Area enclosed by 12 miles radius = 452 sq. miles. 

220 000 

Fuel distribution, u;, in tons per sq. mile = — — = 4B7, 

t 2 28 /l4 B7n 4 

"4^ Is) = 

Ex. Value of ash in coal. 

A power station is offered £P per ton of ash produced by its boilers and coal costs 
£ic/(x + c) per ton, where Ic and c are constants and x is the ash content of the fuel. If the 
cost of firing is proportional to the ash content of the fuel, find the best value of x so 
that the total outlay per ton of coal incurred by the power company shall be a minimum. 

Value of ash per ton of coal = xP, 

k 


Cost of fuel 
Cost of stoking 
Total cost per ton C 
dC -k 


x+c’ 
k 


dx (x + c)- 


+ -B-P = 0. 


-\-A-\‘Bz—xP, 
k 


x+c 
(x + c)2 = 


•( 1 ) 


B-P‘ 


For minimum, 




when P = P, then x = do, i.e. if we receive as much for the ash as the extra cost of 
stoking, we can have 100 % of ash in the coal. 

If P is negative, x is a minimum, since we must pay for disposal of the ash. 

The increased cost of stoking and ash disposal now offsetting the reduction in the 
price of coal, ifc = c*(B-P), 

and putting this value in (1) gives 

£C = -+4. 


Ash is advantageous in that it protects the firebars. 


Method of assessing the return on an economiser Investment. 

It is customary to calculate the gross annual saving guaranteed by the econo- 
miser makers, and to subtract from this certain annual charges in order to arrive 
at the net annual saving. 
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If wp divide the total capital outlay by the net annual saving, we have the 
number of 5 ^ears in which an economiser will pay for itself. 

Annual charges. 5% interest on capital raised for purchase. 10% for 
depreciation. % for maintenance. 

Annual saving. Against the outlay we must balance the saving, for if this is 
allowed to accumulate at 5 % compound interest, the total saving at the end of 
the life of the economiser will be considerable. 


Life of the economiser. The average life of a cast-iron economiser is 15 years, 
but there are cases where a life of 25, 30 and even 50 years has been attained. 

Taking 15 years, we find that with compound interest at 5 % on the initial 
capital the total cost can be written off in less than 15 years, thus: 

If, as the result of economies effected by the plant, an annual sum can be 
paid into the sinking fund on which interest is paid at p %, and the life of the 
plant is N years, then the t otal value of the sinking fund at ^he end of the following 
periods is: 

1st year: Pa. 

2nd year; + 

ardyew: + 

4th year: ^^( 1 +^) +^a(l + jfo) +^a(l + i|o) + ^4. 

and BO on. 

Hence the total sum S which accrues as the result of the sinking fund con- 
tribution for a life of N years is 

where a = (l-Hp/lOO). 

Sxa = + + + 

S(a-l) = PJ_a^-ll 


whence 


(a-l) 33/100 


Ex. The life of an economiser costing £5000 is 15 years and the guaranteed annual 
saving of fuel at full load is equal to £1500. Determine the total sum saved at the end 
of 15 years, if, at the end of each year, after paying 5 % on capital, 2 J % wear and main- 
tenance (on initial cost) and making an annual contribution to the “sinking fund“ 
(which is allowed to accumulate at 5 %), the remainder is re-invested at 5 % compound 

interest. ^ 

5 % on capital = £250 

% on capital = £125 

£^5 


47-a 
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Annual payment to ''sinking fund ", that is re-invested at 6 %, is 


5000 X 5 

“{(l + 0 05r-l}100 

= £231-6 

To Interest of Maintenance 

£375 

Total annual charges 

£606-6 

Saving on fuel 

£1500 

Total charges 

£ 606-6 

Net annual saving 

£ 803-4 


If this saving is re-invested at 5 % compound interest, the total saving in 15 years is 

Out of this saving we could buy a now economiser and start again. 


Ex. Subdivision of units. 

For a given output of ])ower, how is the size of an individual unit determined? 
Give, with reasons, the ideal subdivision for steam plant. 

The jDrime movers should be so chosen that they always run on their most 
efficient load, and that on this load their combined output will just equal the 
required load. 

For steam plant eight complete units have many advantages; since steam plant 
will carry continuously a 25 % overload, six sets can be working, one s[)are and 
one set dismantled. The safe rated load of such a station would be six units with 
a capital expenditure of the cost of eight. Capital invested in reserve power 
= 14-3 %. 


Ex. Power station site. 

Obtain an expression giving the rectangular co-ordinates X, F of a central 
power station in terms of the co-ordinates x, y of the main consumers, so that the 
power loss on the lines shall be a minimum. 

Let Pg, etc. be the power supplied to each consumer along lines of length 
Zg) i then the power loss = i’[Pi^i-l-P 2 Z 2 + ...]. 

But = ^X-xf + (Y-yf. 

Power loss L in terms of the co-ordinates 

L=n^Y), dL = ^dX + ~dY. 
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The power loss is a minimiim when the small changes in dX and dY produce 
no change in dL, i.e. when 

X-x^ 

Y-Vr 


dL _dL_ 


;+A- 


X—x, 




dX ^^CX-x,Y + (Y-y^Y" ^^(X-x,)- + {Y-y,r 


r=— A ... = 0, 


A-zp- 


+ P,-, 


y-y; 


^{^-^i)^ + {Y-yir \J(X-x.,)^ + (Y- y^r 


+... = 0 . 


Investigation of the most economical arrangements of pulleys and belts. 

The horse-power transmitted by a belt is given by the equation 



where fi is the coefficient of friction of the belt on the pulle}", 

0 is the smallest arc of contact in radians, 
e = 2-718, 

is the greatest tension in the belt, 

V is the velocity of the belt in f.p.s. and should not greatly exceed 60. 

For given pulleys at fixed centres, 6 is constant, and if P is the safe pull per 
unit width of the belt then the required width w is T^jP- 

If N is the r.p.m. of the pulley having diameter Z), then 

jj N ^ ttD 

On substituting these values in equation (1) 

r 1 ~\wP7tDN 

^ "33,000 ■ 

For constant speed and power 

Dxw — Constant. 

Hence the graph of w plotted against D is a rectangular hyperbola (see graph 
(1)) (Fig. 378). 

The price of the pulleys is a function of D and w, as showm in graph (2); whilst 
the price of the belt depends on its length and width, being directly proportional 
to its length, which is easily obtained from graph (1) that co-ordinates it with 
the pulley diameter, the centres of the pulleys being taken as fixed. It is customary 
to make the pulleys one inch wider than the belt. 

The price per foot of belts, having various widths, is shown in graph (4). By 
using this graph in conjunction with (1) the total cost of the belt, for any pulley 
diameter, may be obtained and is plotted in (3). 
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At the same time the cost of the pulley to be supplied (the assumption being 
that the other pulley is supplied with the machine to be driven) may also be 
plotted in quadrant (3) of the co-ordinate axes. The total cost of the arrangement, 
for any pulley diameter, is the sum of the coat of the belt and that of the pulley, 
and it will be seen from (3) that this curve goes to a definite minimum. 

Plottmg is facilitated by employing the co-ordinating rectangle. 



Plotting the characteristic diagram. 

The diagram sketched relates to power transmission between pulleys of equal 
diameter. To plot this diagram: 

(1) Select any diameter of pulley, and, by projecting on to theH.P. curve (1), 
obtain the width w of the belt. To this width add 1 in. in order to select the pulley 
curve (2). 

(2) Project the diameter vertically downwards on to the pulley width curve 
in order to locate a horizontal line which gives the price of the pulley in quadrants 
(2) and (3). The intersection of a corresponding vertical in (3) with this horizontal 
defines a point on the cost of the pulley curve. 
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(3) To obtain the coat of a Balata belt for thia diameter of pulley. From the 
H.p. curve (1) project horizontally the width w on to the coat curve (4), whence 
the coat C per foot ia obtained. Multiply thia by the total length L obtained from 
curve (1) and plot it on a diameter baae in quandrant (3). Thia definea a point 
on the coat of the belt curve. 

On adding the coat of the belt to the coat of the pulley a point ia located on the 
total coat curve. The proceaa ia repeated for other pulley diameters. 


EXAMPLES 

1 . Economics of power generation. Site of a power station. 

It ia required to develop 2000 h.p. at a power station which is situated 100 miles from 
the coal fields. 

If the calorific value of the fuel is 7800 C.H.U., compare the weights uf coal used in the 
two following systems: 

(а) Coal used at source in a steam plant to generate electricity at 2000 volts, overall 
efficiency of plant, 15-5 %. There is also a transmission loss ol 10 %. 

(б) Coal is carried by rail from the coal field to the power station in trucks holding 
10 tons; each truck weighs one ton. Frictional resistance to motion, 26 lb. per ton; 
overall efficiency of locomotive, 4 %. 

Voltage generated, 1800; plant efficiency, 15-6 %. 

Am. (a) 1-162 tons per hr. ; (6) 1-0626 tons per hr. 

2. Efficiency of a power station. 

A large power station burns about 1-75 lb. of coal per kilowatt hour. Assuming 
the coal to have a calorific value of 12,500 B.T.U. per lb., find the overall efficiency; and 
state approximately how the losses would be distributed between boilers, engines, and 
dynamos. 

Ans. Overall efficiency, 15-6%; D3mamo efficiency, 95%; Engine efficiency, 
20% (thermal on B.H.P. basis); Boiler efficiency, 75%. 

3. Power company’s charges. 

Enumerate the principle on which power company’s charges are made. To what base 
must these charges be reduced in order to compare the cost of purchased power with 
that generated locally? 

Am. Fixed charges of £4 per annum per kW of maximum demand. Charge of 
0-5 pence per b.o.t. unit. Coal charge, 0-03 pence per unit per shilling increase or 
decrease in the cost of coal per ton above the basic price of 12 shillings. Minimum 
annual payment about one-half of the anticipated annual payment. 

4. Economics of a power station. (B.Sc. 1913.) 

In a power station coal having a calorific value of 7250 o.H.U. per lb. is burnt in the 
boilers. It is found that in a shift of 8 hr. the number of pounds of coal burnt is 
C = 1 6,750 H-2-2X and the number ofpoundsofwater evaporated is IF = 11,900 + 16-5 JSl, 
where K is the number of kilowatt hours per 8 hr. shift. If the boilers generate steam 
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from 70“ C. at a pressure 220 lb. per sq. in. superheated to 400“ C. and the output of 

tlie station is 20,000 kilowatts, determine 

(1) The overall thermodynamic efficiency of the station. 

(2) The efBcifincy of the boilers. 

(3) The combined efficiency of tho engines and boilers. 


5. Conversion from steam to producer gas. 

On an isolated metalJiferniiH mine the fuel supply for the boilers was obtained by 
drawing upon the hard woods which grew in the vicinity of the mine, and over a period 
of 15 years this practice exhausted the supply within a radius of 12 miles. 

The management then decided to replace the steam plant by gas plant which would 
operate on the remaining soft woods (the distriV)ution of which can be taken as approxi- 
mately equal to the original distribution of the hard wood). 

From the following figures, determine the saving effected by this conversion in the 
16th year of the mine’s life: 

Total annual power output = 6,000,000 b.o.t. units. 

Fuel consumption, steam plant = 5-65 lb. per b.o.t. unit. 

Fuel consumption, gas plant = 3 0 lb. per b.o.t. unit. 

Cost of purchasing, cutting and transporting limber from a radius of r miles 

= (1 +0-7r) per ton. 

Total cost of suj)plying and erecting the gas plant = £14,000. 

An3. Annual fuel cost of steam plant drawn from 12 miles radius = £37,350. 
Fuel cost of gas plant drawn from 4/^7r miles radius at tho end of the first year’s 
working =£3820. Total annual saving £19,530. 


6. Conversion from gas to oil engines. 

Power is supplied to an isolated mine by four convertible gas engines operating on 
wood fuel gas producers, the fuel being drawn directly from the bush. 

The total annual output was 6,000,000 B.o.t. units. 

Fuel consumption = 31 lb. per kilowatt hour. 

Average distribution (i^?) of wood = 500 tons per sq. mile. 

Total cost of fuel from opening of mine to any time t years 

where W = total fuel consumed per annum in tons, 
ir = distribution of wood in tons per sq. mile, 

B = £ 1 “*!; (Cost of felling and replanting per ton of wood removed), 

A = £ChQ (Cost of transport per ton per mile). 

Determine the time when it is desirable to convert to oil at an additional cost of 
£1500, if the oil eonsuin])tion is 0-584 lb. per kilowatt hour and its cost is £5 per ton. 

Note that the conversion cost must be saved during the first years running. 

Alls. Convert in the 5th year. 

7. Site of a hydro electric power station. 

A metalliferous mine is situated at an elevation of 500 ft. Fifty miles away at an 
elevation of 1500 ft. is a lake that can supj)ly the power requirements of the mine, 
whether the generators are placed near the lake or near the mine. 
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Compare the two schemes as regards the total volume of water used per second and 
their overall efficiencies, making use of the following data: 

(а) Horse-power required at mine = 3000. 

(б) Available head when generators are at the lake end = 700 ft. When situated at 
mine = 1000 ft. 

(c) Diameter of pipe line = 5-0 ft. 

(d) Loss of heat in pipe lino in feet per mile = F^/2, where V is the velocity of flow in 
feet per second. 

(e) Combined efficiency of turbine and generator = 70 %, 

{/) Voltage generated at the lake end = 10,000. 

(^) Transmission drop per mile = 20-0 volts. 

What other factors must bo considered before deciding on the plant, or its site? 

Ans. W^ith the station at the mine : volume, D6-9 cusecs ; Overall efficiency, 27-35 % . 
With the station at the lake: volume, 60-2 cusecs; Overall efficiency, U3 %. 

8. Combination of Diesel engines and steam plant. 

The daily output of a certain power station is shown in curve (1), whilst the cost of 
fuel in pence per kilowatt hour for various load factors of both Diesel and steam plant 
are given by curve (2). 




Fig. 379. 
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Lm tb^» c»,v=. th. »»l of f»l » !««“ P“ 

(a) If steam plant alone is employed, 
fb) If Diesel plant alone is installed. 

(c) If an 8000 kW steam set works in conjunction with a 12,000 kW Diesf'l aet, 
The steam set is to work constantly at 75 % load factor, whilst the peak load is to be 
eariietl entirely by the Diesel engine. 

Suitable tabulation of results 


' ' n 

1 Load \ 

1 factor operation 

1 Output 

Fuel cost in 
pence per 
B.o.T. unit 
generated 
, 

Total Cost 
of fuel 
per day 

— 

/ / / 

' 1 

1 



9. '^^0 flJiowa the power variation on a mine during a period of one week. Deter- 
niinc the weekday power factor. 


Maximum Installed Power =1B0D H.P. 



Using gas power, give, with reasons, the size and number of engines and producers 
that would be suitable for this mine. 


10. Economics of steam generation. Monetary loss due to moisture in coal. 

If the calorific value of coal costing 305. per ton is 11,000 b.t.u. and the moisture 
rontent is 10%, find the loss in fuel value per boiler per annum in £’s due to the moisture 
if the fuel consumption per boiler is 2500 tons per annum. In view of this loss, what is 
the object of wetting some grades of coal before firing? 

Note the calorific value is for the dry fuel. Ans. £47. 

1 1 . Monetary loss due to dirty tubes. 

If an economic type boiler has an output of 6000 lb. of steam per hour for a fuel 
consumption of 760 lb. when the tube surfaces are clean, and by deposits on the tube.^ 
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half the heating surface has its conductivity reduced by 25 %, find the eulditional cost 
of the fuel due to the dirty tubes if the evaporation is maintained constant over a period 
of 50 weeks at 144 hours’ working per week. Take the coal as costing 30fl. per ton. 

Ana, £520. 


12. Radiation loss from a steam pipe. 

If 150 ft. of 8^ in. diameter steam pipe is exposed to the atmosphere, and there is an 
average loss of 3 B.T.U. per sq. ft. per ®F. difference in temperature between pipe and 
atmosphere, find the cost per annum if atmospheric temperature = 60° F. 

Steam at 150 lb. per sq. in. has temperature 360° F. Calorific value of fuel = 11,000 
B.T.U. Cost of fuel = 30 j. per ton. Boiler efficiency = 65 %. Ana. £250. 

13. Monetary loss due to leaky steam pipe joint. 

If in a main steam pipe the pressure is 150 lb. per sq. in. and thirty of the joints leak 
to such an extent that on an average 1 pint of water is lost per joint per hour, find the 
cost of the leaks per annum, given Total heat of steam at 150 lb. per sq. in. = 1193 B.T.U. 
per lb. Fuel = 30^. per ton. Boiler efficiency = 65 %. Ana. £36. IO 5 . 


14. Heat loss in flue gases. 

Flue gases having a temperature of 600° F., air temperature being 60° F., are passed 
from a chimney. Calorific value of fuel = 12,500 b.t.u. per lb. Weight of air supplied 
per lb. of fuel = 22. Calculate the percentage heat lost in flue gases. 

If 4 lb. of coal is burned per B.h.p. hour, what total saving per day would result in a 
800 H.P. plant, running with a load factor of 0-625, from the introduction of induced 
draught and economisers, which save 70 % of the heat in the flue gases'? 

Ana. 23-8 %; 16-6 %; with coal at 305. a ton £5-35. 

15. Forced draught and economisers on small plant. 

A company of fan makers claim that 1000 lb. of coal can be burnt at 1-5 in. water 
gauge for the expenditure of 4 B.H.P. Find the net saving in fuel by installing "Forced 
draught” and "Economisers” in a 200 h.p. plant if 

(а) The electric fan drive is 80 % efficient. 

(б) The economisers reduce the gas temperature from 500° to 350° F. Specific heat 
of gases = 0-25. 

(c) Fuel consumption = 5 lb. per b.h.p. hour. 

(rf) Air per lb. of fuel = 18 lb. 

(e) Calorific value of coal = 12,500 b.t.u. per lb. 

Ana. Net savings per hour 5 pence. 

1 6 . Scaling of boilers . 

How can the relation between the reduction R in heat transference due to deposits 
of scale in mine boilers during time i be obtained without special testing equipment or 
upsetting the routine of the mine 1 

If the relation is found to be J2 = At^, where R = reduction in heat transference in 
O.H.u. per hour, t = time in hours from last scaling, A and n are constants, show that the 
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total annual cost of running the boilers is a minimum if 



where F = monetary value of 1 c.ii.u. per hour when transferred across the boiler plate, 
8 = fixed scaling coat. 


17 . The fuel cost of a Lancashire boiler is proportional to the thickness of scale deposits, 
and for continuous working the thickness of scale is proportional to time. Find the time 
at which the boiler should be scaled if the total annual charge, including scaling, is to 
be a minimum. 


7 2 Scaling costs 
m 

to deposits at end of time x. 


Aris, Time in months x = J ^ where mx = Loss in £s per month due 


18. Most economical diameter of a chimney. 

The effective draught in inches produced by a vertical circular chimney of internal 
diameter D is given by 

where is the draught when there is no flow, 

H is the height of the chimney in feet, 

T is the absolute temperature of the flue gases in “F. 

W is the weight of flue gas, lb. per sec., 

D is the diameter of the chimney in feet. 

The cost of the chimney is given by C = KH^DK 

Show that the diameter of the cheapest chimney is given by 

Note the height of the chimney is determined by the values of h and T. 

19. Steam pipe lagging. 

Determine the economic thickness of steam pipe lagging so that the total annual costs 
(maintenance, investment and heat loss) shall be a minimum. 

20. Modernising Lancashire boilers. 

Discuss the respective economies likely to accrue from the installation of economisers, 
superheaters and mechanic‘al stokers to a battery of Lancashire boilers. 

Give a complete list of the equipment needed in a change-over from hand firing. 

21 . Comparison between mechanical stoking and pulverised fuel. 

The following figures represent the economics of a pulverised fuel plant: Heating 
surface = 7980 per sq. ft.; Normal evaporation per sq. ft. = 10-01 lb. per hr.; Number 
of operating hours per annum = 6500; Capital outlay = £53,050; Interest = 6%, 
Depreciation = 6 %; Insurance and taxes = IJ %; Annual fuel consumption = 35,700 
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tons fuel cost (pit-head) = 3ff. 9i.; Operating costs (labour, power maintenance) per 
annum = £5206. Find the total coat per 1000 lb. of steam produced. 

With mechanical stoking, capital outlay = £47,400, cost per annum = £25,207. 
Find return on additional capital expenditure with pulverised fuel. 

Ans. Total annual savings £6151. 

22. Air supply to blast furnace. 

The moisture content in the air supply to a blast furnace was found to be 5 grains 
per cubic foot. Find the saving in fuel per 350 working days of 24 hours’ duration if the 
moisture content is reduced to 1 grain per cubic foot, given: Cost of smelting coke, 
£1 per ton; Calorific value ef the coke, 13,000 n.T.u. per ton; Air blast temperature, 
1450'" to 1500° F.; Outlet temperature from furnace, 720° F.; Air supply to furnace, 
35,000 cu. ft. per min.; Specific heat of steam, 0-6; Latent heat, 970 ii.x u. per lb.; 
Atmospheric temperature, 60°. 

There are 7000 grains in 1 lb. Ans. £494. 

23. Exhaust feed heater. 

Find the weekly saving in fuel (in tons) eiTected by installini; an exhaust feed heater 
in a steam plant, given: n.ii.P. of engine = 100; Pressure of exhaiist stenin = 16 lb. per 
sq. in.; Steam consumption = 18 lb. per n.ii.r. per hr.; Latent heat in steam at 16 lb. 
per sq. in. = 968 n.T.u.; Temperature 216° F.; Duration of running = 60 hr. per week; 
Flliciency of heater = HO %; Calorific value of fuel = 12,000 b.t.u. per lb.; Dryness 
fraction of exhaust = 0-75. Ans. Apin’oximately 3 tons per week. 


MISCELLANEOUS EXAMPLES 

1. Belt and pulleys, 

Py making use of thefollowing data, determine the pulley diameter wliiehwill give the 
cheapest arrangement for transmitting 1 Oh.p. from one pulley on the shafting to an equal 
diameter pulley supplied on the maehine: Ilotational aj)eed = 192 r.p.m.; Coefficient 
ol friction = 0-4; Safe tension per inch width = 70 lb.; Centres of pulleys = 20 ft.; 
Price of “Balata” belting = 1^3 (width of belt in inches) shillings. Pulleys in aU cases 
to be 1 in. wider than the belt; one pulley and one belt to be supplied. 


Price, of cast-iron 'pnJhys in shillings 


r 

Width 

Diameter 

in. 

12 in. 

20 in. 

28 in. 

36 in. 

44 in. 

52 in. 

60 in. 

4 

7-5 

13 .5 

22 

32 

44 

57 



0 

8-5 

l.'i 5 

24-5 

36 

48 

61 

— 

8 

13-5 

20-5 

30-5 

43 

57 

72 

88 

10 

17 

25 

36 

50 

66 

83-5 

102 

12 

21 

30 

42 

58 

75 

94 

115 


Ans. 32 in. diameter. 

2. Economics of a motor car. 


From the published price of new and second-hand 12 h.p. motor cars, plot, on a time 
base, a curve of depreciation. If insurance, taxes and garaging amount to £44 per annum, 
plot, on a time base, a curve of total “Standing charges”. If, on the basis of 10,000 
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miles per annum, the running costs (petrol, tyres, oiJ and generaJ attentionj amount to 
£42 per annum, show that the total annual cost decreases with the age of the car, so that 
even allowing £40 for a general overhaul at the end of each three years of ownership, 
a sum ranging between £30 and £50 may be saved by repairing an old well- designed car 
rather than by buying a new one. 

3. Example on leakage of compressed air. 

In a compressed air plant it was found that with the discharge valves of the com- 
pressor shut and no pneumatic machines working the pressure in the air receiver, volume 
100 cu. ft., fell from 100 to 50 lb. per sq. in. in 10 min. Determine 

(а) The leakage of air in lb. per hour if temperature at 100 lb. per sq. in. was 60° F. 
and at 50 lb. per sq. in. was 55° F. 

(б) The loss of energy to whole plant in ft.-lb. per hour, if thermal eflficiency of com- 
pressor compared with isothermal compressor as unity was 85 % mechanical 
efficiency of compressor 85 %. Thermal and mechanical efficiencies of oil engine = 20 
and 95 % respectively. Take atmospheric temperature and pressure as 50° F. and 15 lb. 
per sq. in. 

(c) What is the lowest pressure to which the test could be continued, if, for a maximum 
weight discharged of any gas, the ratio of pressures at each side of orifice is 


n 



(d) What is the financial loss per annum of 300 working days each of 8 hours’ duration, 
if cost of oil fuel per ton = £8. IQs. Qd., and its calorific value = 19,500 b.t.u. per lb.? 

(e) In what type of plant would air leakage entail the greatest financial loss? 

Ans. {a) 154 lb. per hr.; (6) 644 x 10® ft.-lb.; (c) 28-4 lb. per sq. in.; (d) £38. IOj.; 
(e) Small power intermittent plants working on petrol. 

4. Electric motors. 

An electric motor costing £100 develops 10 b.h.p. continuously at an efficiency of 
84 %. A second motor costing £85 develops the same power continuously at 82 % 
efficiency. Which is the better motor to install if power costs 2d. per unit and interest 
on the investment cost is 5 %. State the annual saving. Ans. The first £14-75. 

5. Most economical vacuum to employ in a condenser. 

For a surface condenser, determine the most economical vacuum to be employed, 
allowing for the cost of circulating water, the cost of the condenser, and the loss of the 
available energy through the vacuum being less than the turbine could handle. 
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CHAPTER XXII 


JET FROPULSION AND THE GAS TURBINE 
Principles of jet propulsion. 

The successful application of jet propulsion to the design of high speed aircraft, 
cajDable of operating at great altitudes, has embodied a principle which has already 
been tried for the propulsion of ships, and the larvae of the dragon fly. 

The propulsive effort of a jet-propelled machine is derived from the reaction of 
a jet that is directed rearwards with considerable velocity, as for example in 
the case of the simple rocket in which the jet is obtained by the combustion of 
powder. For the efficient production of large powers fuel is burnt in an atmo- 
sj)here of compressed air, the products of combustion expanding first in a gas 
turbine which drives the necessary air compressor and second in a nozzle from 
which the thrust is derived. Paraffin is usually adopted as the fuel because of 
iis ease of atomisation and its low freezing point. 

Jet propulsion was utilised in the German Flying Bomb, the initial compression 
of the air being due to a divergent inlet duct in which a small increase in pressure 
energy was obtained at the expense of the kinetic energy of the air. Because of 
this very limited compression the thermal efficiency of the unit was low, although 
a power of about 600 H.p. was obtained. In the normal type of jet-propulsion 
unit a considerable improvement in efficiency is obtained by fitting a turbo- 
compressor which will give a compression ratio of at least 4:1. 

Principal features of a jet propulsion unit with gas turbine and rotary 
compressor. 

The essential features of this type of propulsion unit, which is shown diagram- 
matically in Fig. 381, are: 



(1) An inlet duct of diverging shape by means of which an increase of pressure 
energy (which may reach 25 % of the ambient air pressure) is obtained at the 
entrance to the compressor. 








on the front of the compresaor. 
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(2) A compressor of the radial or axial type which raises the pressure of the 
air and delivers it to the combustion chambers. 

(3) The combustion chambers, which are arranged radially around the axis 
of the turbine and in which paraffin is sprayed into the air. As the result of 
combustion at constant pressure the temperature of the air is raised. 

(4) The gas turbine, into which the products of combustion pass on leaving the 
combustion chambers, and in which they are partially expanded to provide the 
])owcr necessary to drive the compressor. 

(5) The discharge nozzle in which expansion is completed, thus developing the 
forward thrust. 

Fig. 382 shows the Rolls-Royce Derwent jet engine which employs a centrifugal 
comi)iessor, straight through combustion chambers, and a turbine of the impulse 
reaction type. The unit weighs 1250 lb. and the turbine develops 11,000 b.h.p. 
when providing 2 \ tons of air per min. which is necessary to maintain a speed of 
GOO m.p.h. 

Thrust boosters. 

Because of the high air/fuel ratio used there is a considerable excess of oxygen 
in the products of combustion leaving the turbine and the thrust may, therefore, 
bo augmented by burning fuel between sections 7 and 8 in Fig. 381, an increase of 
about 20 % being attainable by this means. The additional heat increases the 
arliabatic heat drop in the nozzle, but, as the specific volume of the air is also 
increased, the cross sectional area of the jet tube must be capable of variation. 

Although this method affords a simple means of obtaining increased thrust it 
is responsible for a considerable increase in specific fuel consumption, this being 
expressed in lb. of fuel per lb. of thrust. Increased thrust has also been obtained 
by Messrs Power Jets by means of the following methods: 

(1) the injection of water in the compressor, which not only improves the 
efficiency of compression, but by reducing the temperature of the air after com- 
pression increases the mass flow and permits of the combustion of a greater weight 
of fuel for the same limiting maximum temperature. An injection of 102 lb. of 
water per min. into the compressor inlet of a W2B engine increased the thrust 

by 18%; 

(2) the injection of ammonia (into the combustion chamber), which because 
of subsequent dissociation effected an increase in mass flow and hence an increase 
in thrust. An injection of 4-4 % of ammonia gave an increase in thrust of 22-4 % 
in a W2B engine. 

Difficulties encountered in the development of jet propulsion units. 

As the propulsive thrust is due to the residual energy in the gases after they 
have developed sufficient power in the turbine to drive the compressor, the overall 
efficiency of the plant will depend upon the efficiency of these units, and upon 

4S 


WHS 
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the efficiency of combustion. The principal difficulties encountered may be 
summarised under the following headings: 

(i) Rotary compressor. 

The early types of compressor were nf low adiabatic efficiency, whilst, because 
of their narrow operating range, difficulties were encountered in starting and 
running at part loads. 

At ])art loads the compressor may be unable to maintiiin the delivery pressure, 
lliereby causing a reversal of flow, and sometimes violent surgings. 

Fatigue failure of impeller blades occurred, especially when the number of 
blades on the imjieller was a multiple of those in the difl’user. 

High-S])eed shafts supported in three bearings are often a source of trouble, 
the difficulty being increased if mis-alignment due to thermal expansion occurs. 
The use of single entry impellers enables the third bearing to be omitted, while 
further improvements result from air cooling of the bearings and the use of a low 
viscosity oil suited to the high speed. 

Whilst on the basis of adiabatic efficiency the multi-stage axial compressor is 
RUjierior to the single stage centrifugal tyj)e, in practice the former is subject to 
certain disadvantages, of which the most serious is the difTerence betAveen its 
best running speed and that of the turbine. A high overall efficiency may not, 
therefore, be obtained from such a direct coupled plant. A reduction in air flow 
through an axial compressor may cause a rapid decrease in delivery (i.c. 
“stalling”), although this condition is unlikely to arise during flight because of 
the ramming effect of the intake air. 

A single entry centrifugal compressor may now be designed to give an adiabatic 
efficiency of 80%, but disc stress, with single stage turbines, limits the com- 
pression ratio to 4:1 and the delivery temperature to about 200° C. A double 
entry centrifugal compressor is smaller in diameter than the single entry type, whilst 
tlie impeller stress is lower, and the endthrust small. The ductingis, however, more 
complicated than with the single entry type, and the rotational speed higher. 

Due to the decreased adiabatic efficiency, caused by increase in the compression 
ratio, it is not economic to use a compression ratio higher than 7:1, whilst the 
increased air temperature, consequent upon decreased adiabatic efficiency, limits 
the amount of fuel which may be burnt for the same permissible maximum 
temperature (1000-1500° F.). 

At high altitudes the low pressure and temperature permit of both a fair 
compression ratio and a reasonable fuel consumption, the power output then 
being greater than at sea level. Higher compression ratios become possible with 
stage compression, axial or axial-centrifugal compressors being used, 

(ii) Gas turbine. 

The principal difficulties encountered in the design of the turbine were the 
provision of materials which would stand up to high temperature conditions, and 
the arrangement of the blades to obtain axial discharge. 
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Special heat-resisting metals, usually nickel-chrome steels, are employed for 
parts subject to high temperature, the turbine blades being made of a high-nickel 
alloys “Niraonic’’ which maintains its strength at elevated temperatures, and 
(‘fl'ectively resists corrosion and creep under these conditions. As the coefficient 
i)f expansion of a heat-resisting metal may be 50 % greater than that of mild 
steel, care must be taken to minimise heat flow and to make adequate allowance 
for expansion in view of the high-temperature differences which may occur over 
the parts affected. Bolts subjected to high temperature should be coated with 
zinc or a colloidal silver compound to facilitate removal of the nuts. 

If both undue friction losses and a torque reaction on the machine are to be 
avoided the gas must leave the turbine blades axially, and must possess the same 
velo(‘ity at all radii. This condition is obtained by using twisted blades which 
at the roots are mainly impulse and at the tips are mainly reaction, the 
angular momentum and the work done per lb. of gas being the same at all 
radii. 

The maximum speed of the turbine is determined by tlie rate of change of 
momentum of the gas, and the resistance offered by the compressor. When the 
pressure drop over the turbine nozzles reaches its critical value the maximum 
mass flow is obtained and the speed of the turbine is near its maximum. 

(iii) Combustion chambers. 

Because of the necessity of limiting the maximum temperature in the combus- 
tion chamber to about 1200° F. a large amomit of excess air must be supplied, 
the air/fuel ratio being of the order of 60: 1. As mixtures of this order are almost 
unignitable, especially if the combustion chamber bo large, the problem of ob- 
taining efficient combustion with a short and stable flame presented considerable 
difficulty. A further difficulty was encountered in early turbines due to the 
swirling discharge from the compressor, which caused the gases to stratify in 
layers of differing density, the low-density high-temperature gas being con- 
centrated at or near the blade roots with consequent overheating at this 
point. 

A solution to these difficulties was found by arranging several combustion 
chambers radially around the compressor and turbine, each being fitted with a 
perforated flame tube into which the fuel was sprayed. The air/fuel ratio in the 
flame tube was about 15:1, the remaining air passing over the outside of the tube, 
and thus being pre-heated before mixing with the products of combustion. 

(iv) Power output, 

Tliis is limited by the maximum permissible temperature and by the highest 
permissible blade speed, as the materials used cannot endure for long periods the 
severe working conditions obtaining at full load. The control of the power de- 
veloped by the jet tube is usually effected by varying the fuel supply. 

4B-a 
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Comparison of jet propulsion with other systems. 

Advantages of jet propulsion. 

(1) At speeds in excess of 500 m.p.h. and at altitudes greater than 30,000 ft. 
the efficiency of the jet is much higher than that of a propeller. 

(2) With a dynamically balanced rotor there is an absence of vibration, a 
condition which is not attainable with reciprocating engines and propellers. 
Greater reliability is thus achieved. 

(3) Combustion and delivery of power are continuous, whilst peak and 
fluctuating pressures do not occur. 

(4) The unit can operate over a large range of mixture strength and can burn 
most liquid fuels. The power is not limited by detonation, and thus may far 
exceed that developed by a reciprocator. 

(5) The power unit is easy to iristal and is smaller and lighter than a reci- 
procating engine of the same power, whilst it requires neither internal lubrication 
nor radiators. 

(6) There is no slipstream loss, the drag is reduced, and warm compressed air 
is available for cabin heating. 

(7) The arrangement of the unit permits of a better position of the pilot whilst 
the absence of a propeller permits of a smaller undercarriage. 

Disadvantages of jet propulsion. 

(1) Certain difficulties are encountered in the running of the propulsive unit 
(see pp. 754-5). 

(2) The low compression ratio and high proportion of excess air result in low 
thermal efficiency, this effect being particularly marked at low powers. At low 
altitudes, and at speeds up to 300 m.p.h., the fuel consumption is 2 to 3 times 
that of a reciprocator, the system is less manoeuvrable and the propulsive take- 
off so reduced that a thrust augmentor may be necessary. Under these conditions 
the range of the aircraft is limited. 

(3) The compression ratio is not constant as in the reciprocator, but varies 
approximately with the square of the rotational speed. 

(4) The power plant is very noisy, materials costly, and life short. 

Fuel economy is greatest with a combination unit in which the reciprocator 
deals with the high temperature part of the cycle, and the turbine with the 
exhaust gases. 

Air standard cycle for a jet propulsive unit. 

Basic ideal cycle. 

This is shown in Fig. 3B3, which is based upon the assumptions that the working 
fluid is a perfect gas of constant specific heats, that expansion and compression 
are adiabatic and that heat reception and rejection are effected by external 
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agencies, rather than by chemical action and exhausting. This cycle is identical 
with the Joule cycle described on p. 73, for which the air standard efficiency is 


A.S.E,=, = 1-^>=1- 


l\r-i 


u here r is the compression ratio. 


= 1 


y-l 



As r is difficult to assess for a rotary compressor, it is usual in this case to use 
the pressure ratio r^. 

Artual cycle. 

This is shown in Fig, 384, the operations in the cycle being as follows: 



V 

Fig. 384. pv diagram for jet propulsion unit. 


1- 2. Auto-compression in the inlet duct, some of the kinetic energy of the 

entering air being converted into heat which produces a small increase in 
volume. 

2- 3. Compression due to vortex motion in the impeller, further heating occurring. 
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3- 4. Transformation by the diffuser of some of the kinetic energy of the impeller 

discharge into pressure energy. 

4- 5. Heat reception at constant pressure in the combustion chamber. 

5- 6. Adiabatic expansion through the turbine nozzles and blades. 

6- 7. Reheating due to friction losses in nozzles and blades, 

7- 8. Adiabatic expansion in the jet tube. 


Distribution of work in a jet propulsion unit. 

(a) Ramming effect in inlet duct. 

Applying Bernoulli’s equation of p. 320 to sections (1) and (2) of the duct 
shown in Fig. 381, we obtain; 


In this case and since neither external work nor heat are given to the 

air, the equation reduces to 




and since, from the definition of total heat, JII = - + JC^T = 


Ff-Fj 

2.7 


= JC^{T,-T,). 


•( 1 ) 


This computation may be facilitated by using the Temperature Equivalent 
of Velocity* where 

72 


has the dimensions of temperature. Applying it to equation (1): 

= ( 2 ) 

Taking Cp for air as 0-24, we have from the definition of H^: 

V = '^^gJ CpH^ = Vg4-4 X 1400 X = 147 ft. per sec. 

This expression shows that 1° C. fall in temperature is equivalent to 100 m.p.h. 

As a result of the compression thus obtained the machine is subjected to a 
retarding force due to the reduction in momentum of the air entering and leaving 
the duct. If I/; lb. of air passes through the duct per sec. then 


Retarding force on machine = — (^i — ^ 2 ) lb. 

y 

• Sbb example “Gas turbine diffuser”, p. S53. 
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Ey. The entry duct to an engine is so shaped as to reduce the velocity of flow to a 
negligible value. If the machine is travelling at 500 m.p.h. at such an altitude that the 
air temperature at admission is —18° C., find the temperature after compression and 
the pressure ratio. 600x5280 

— 3600 ^ 

^r,. = 25“C. 

25 + (-18)^<j. 


Pi 


14 

/_ 25 \i-4-i-o , 

“(’+255) 


(6) Compressor work. 

When the index of compression n is less than y a reasonable estimation of the 
work done W on the compression cycle is given by 

71 — 1 

n - ' ' 


w 


n—\ 


- 


[&:) ■ -]• 


(p. 87) 


When n>y this equation gives an erroneous result, and an alternative method 
must be used. Applying Bernoulli's equation to points 1 and 2 of Fig. 27, and 
considering 1 lb. of air: 

- + ? + ^1 + Ti + J? + Tf = + /(?„ r,. 

Pi ^ Pi -9 

If the changes in kinetic and potential energy are small 


W = JCj,(Tz-Tj)-H per lb. of air. 

T 

Let the law of the compression curve be pv” = C, then since ^ = 
work done per lb. of air by the conventional equation is; ^ 


■( 1 ) 


the 


Tf = 


n 


RT^ 






■( 2 ) 


A comparison of equations (1) and (2) indicates that equality is obtained 
only when n = y and H = O.li there is no heat interchange during compression, 
as will occur in an uncooled compressor, and if n = y + A, then 




HI 
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As the numerator is less than the denominator this coefficient is Jess than unity, 
thus even when radiation Joss is ignored the worJf done as given by the conven- 
tional equation is less than the actual work done. 

The actual work of compression has been shown in Fig. 384, in which (l)-(2)' 
is an adiabatic passing through (1) and (2')-(4) an isothermal passing through (4), 
P 2 thus being the pressure to which the air must be raised by adiabatic compression 
in order that it may have the same temperature as after the actual compression. 



Fig. 385. 


Appl3dng the conventional equation to the equivalent diagram, the work 
done per lb. of air is given by 

r-l n-l 


= JC^(T,-T,). 

Thus if is the rate of air flow in lb. per sec. : 

, j . wJCjjTj^/T^ \ 

H.P. to drive compressor = — — 1^-1). (3) 

ooU \-^± J 

The power as determined by this equation depends upon the accuracy with 
which can be measured, and as must be the average temperature of a rapidly 
moving air stream its value is difficult to determine. The accuracy is further 
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limited by the assumption that there is no eliange in kinetic energy, and as this 
is mA the ease in an actual compressor an alternative assessment of the com- 
pressor pov/er is desirable. 

Unri sidering the flow of air to and from the impeller, we may write: 

Torque to be applied to impeller shaft = Rate of change of angular momen- 
tum of air. 



R„ g ‘ 




li.r. to be applied to impeller shaft = — Vw^B^) x 


V)(i) 


(Vw^B^-YwiBi). 


( 4 ) 


where Vw^ and Vw^ are the velocities of whirl at exit and entry to the impeller, 
the corresponding radii being Bq and 

In the compressor illustrated the air enters axially, hence Vu\ = 0. As radial 
blades are usually fitted to faciUtate manufacture, Vwq is equal to the tip speed 
Sq at exit. We thus obtain: 


Impeller h.p. = 


w 


27 tN\/ 27 tR^N \_ w /ttD^^NY 

OU / \ t)0 7 550y \ bO / ’ 


( 5 ) 


Allowance must also be made to cover the efl’ects of leakage and of frictional 
resistance to the rotation of the impeller. 


(c) Heat supplied in the combustion chamber. 

If the effects of changes inkinetic energy, friction, imperfect combustion, dissocia- 
tion and radiation losses be ignored, then the heat supplied in the combustion 
chamber, per lb. of products of combustion, is Cp(T^ — T^). Alternatively: 


Calorific value of fuel (c.v.) (wt. of air per lb. of fuel-h 1) Cp(Tf^-T^), 

( 6 ) 

Cp has a value of approximately 0-26. 

In jet propelled aeroplanes without heat exchangers it is uneconomic forTg 
to exceed 1100°K. 


c V fuel 

A more accurate expression is Cp{T^ — T^) = ^ — ^ where a allows 

for radiation, and imperfect combustion, and b for dissociation, m.s, = Mixture 
Strength. 


(d) Work done by the turbine. 

Applying Bernoulli's equation to sections 5 and 7 of Fig. 381, and disregarding 


radiation losses : 




ri 
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In this case work is done by and not on the gas, and the sign of W is thus negative. 
The expression may therefore be more conveniently rewritten as work done by 
turbine per lb. of gas = 

(e) Energy liberated in jet 

Applying Bernoulli’s equation to sections 7 and 8 of Fig. 381: 

If fuel is burnt to boost the thrust, H is positive, but if allowance is to be made 
for radiation loss in an engine without boost, H is negative. 

In the case of the ideal Joule cycle the gain in kinetic energy is represented by 
the area of the indicator diagram, and is given by 

Gain in k.e. = Air standard efficiency x J(7p( 2^3 — Tg). 

From equation 6, p. 761, 

r (T -T\ = c.v. of fuel 

® (wt. of air per lb. of fuel + 1)’ 

Ideal gain in k.e. = [l - (— ) ^ 1 — f • ^ rr • 

L Vp/ J (wt. of an per lb. of fuelH- 1 ) 


Propulsive force, work, and efficiency. 

Let the machine shown in Fig. 381 be flying horizontally at velocity 17 
in a quiescent atmosphere so that w lb. of air enter the inlet duct per sec. 

Let the air /fuel ratio or mixture strength (m.s.) 

Weight of air supplied per sec. (lb.) 

Weight of fuel burnt per sec. (lb.) ’ 


w 

whence, weight of fuel burnt per sec. = , 

M.s. 


Let V be the velocity of the products of combustion leaving the jet-tube, then 

wV V ^ 

Propulsive force or thrust F = - \ V —U -\ , 

gL M.sJ 

wur VI.. 

Propulsive work = f.tj. = V—U-\ , which is a maximum when 

^ L M.S.J 
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As this consideration does not involve heat quantities, the hydraulic or pro- 
pulsive efficiency (77^) is given by: 

_ Thrust work 

'^p Thrust work + Residual k.e. in jet relative to ground 



The propulsive force developed by either a propeller or a jet is due to the 
rearward discharge of a stream of air. The propeller discharges a relatively large 
mass of air at moderate speed, whereas the jet discharges a small mass of air at 
high speed. If losses due to blade profile, drag, slipstream and rotation be dis- 
regarded, the expression derived for ifp may be used as an approximation for 
the thrust due to a propeller. 

In the special case when M.S. = 00 



With rockets which carry their own propellant no air is supplied, so considering 
1 1 r 1 2Fr7 

only the terms which involve the fuel = p2_j_ j/a’ 

Thermal efficiency of a jet propulsion unit. 

As the combustion of the fuel is utilised to impart kinetic energy to the products 
of combustion, the thermal efficiency of the unit (rj^) may be expressed as: 

Kinetic energy, relative to machine, g ained by air 
“ Heat supplied per lb. of air 

- 

C.V. of fuel' 


M.S. 
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A more exact expression may be obtained by considering the machine to be 
flying in a quiescent atmosphere, when the available energy is the calorific value 
of the fuel plus the kinetic energy of the fuel. Hence: 

1 ■ Thrust work + Residual h.e. of jet (relative to ground) 

erma e ciency supplied by fuel + Initial k.e. of fuel (relative to ground) 


g |_ M.s.J 2g L M.s._ 

w - w 

X C.V. X J H — 

M.S. M.s. 2g 


217* 

1 1 

^ + — 

^ M.s.J 

|->] 


r--iT 

Lr; J 

T>+-1 

M.S.J 

„ ,c.v. 1 

[7* 


M.S. M.s. 


»1« = 


[©■-ilffl'-l] 


Overall thermal efficiency (t/q) = 


Thrust work 


Heat supplied + Initial k.e. of fuel (relative to ground) 

-J7rF-l7+--'l 

g L M.S.J 


w ^ w 

X C.V. X J H — 

M.s. M.s. 2g 


2m.S. 


i 1 H 

^ M.S.^ 

I-] 


■2gJc.\. . 

. 1/2 



In the case of a rocket, M.s. = 0, and this expression reduces to: 


■^0 = 




2gJc.V. 

1/2 


+ 1 


The overall efficiency reaches its maximum value when the temperature at the 
outlet of the combustion chamber is about 1100° K. Higher temperatures not only 
produce higher jet velocities with a corresponding reduction in propulsive 
efficiency, but are at present limited by metallurgical considerations. 
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Specific fuel consumption of a jet engine. 

As a jet engine on test develops thrust but not power, the specific fuel consump- 
tion is based upon the former, and is given by 

Fuel burnt per hr. (lb.) 

Net thrust (lb.) 

The equivalent b.h.p. to be developed by a reciprocating engine driving an 
airscrew of efficiency ij^ is given by 

ThruLst X Velocity 
550 X Tj^ 


Individual efficiencies of component parts of a jet propulsion unit. 

(a) Inlet duct. 


Efficiency (tj^) = 


Adiabatic compression work 
Input kinetic energy 


Tft2 


where temperature at the end of adiabatic compression and Tg the 

teni])erature at the end of actual compression, rjj may exceed 0-9. 

As the function of the inlet duct is to obtain a i)ressuro rise rather than a 
temperature rise, in which it is less successful, the ram efficiency is used, where 


Vn — 


P 2-Pi 

Pressure rise (all losses disregarded) as given by Bernoulli’s equation' 


(t) Compressor, 

Referring to Fig. 381, p. 751 (andp. 116), the adiabatic efficiency of the com- 
pressor is given by 

-.-T. 


Vc 


* «4 ~ 






-( 1 ) 


T, 


An adiabatic efficiency of about 85 % is now attainable with axial and centri- 
fugal compressors of good design provided the compression ratio is not high. 

To permit of the comparison of the performance of different types of com- 
pressors the polytropic efficiency* tj^ has been introduced. This corresponds to 
the stage efficiency of a compressor with an infinite number of stages in which 
the adiabatic temperature rise per stage is and the actual temperature rise 
is ST, and is given by 

^p=-sf- 


T + ST„ (p + dp\T^ 

P ) " ' 

* Or small stage efficiency. 


Now 
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Expanding by the Binomial Theorem, and considering only terms of the first order 

ST^ Sp 

T y p' 

y — 1 tJp T 

ST y—\Sp 
T ~ 7Vp P ' 

P ry J rp 

Integrating log,^ = — log„^, 

-^2 rVp P 2 

T 2 \p2/ 

whence by (1): -y_i 

and T]^ 

Let polytropic compression take place according to the law pv"^ = c, then 

71—1 y — 1 

-* = (?*] ” = 

^2 \Pi} \J^2/ 




It should be noted that whilst the adiabatic efficiency of a compressor decreases 
with an increase in compression ratio the poly tropic efficiency may remain 
constant. In the above expressions the pressures and temperatures should be 
taken as the mean total head values and not the static. For a compression ratio 
of 4-5 to 1, 7 /^ = 87 % and tj^ = 84 %; the reverse of what is obtained due to 
reheating in a turbine. 


Burner efficiency. 

Actual temperature rise in combustion chamber 
~ Theoretical temperature rise 

n-T, 

^ “c.v. of fuel" 

_Cp(M.S. + l)_ ■ 


Because of the power required to drive the compressor the pressure drop 
through the combustion chamber is of greater importance than the burner 
efficiency. The pressure drop is about Ijlb. per sq. in. at sea level but decreases 
with altitude. 
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Turbine efficiency. 

►Since the carry-over from the turbine is available for increasing the kinetic 
energy of the jet the turbine efficiency may be regarded as 

_ Shaft work+ Carry-over per lb. of gas 
Adiabatic heat drop 
Tf^ ^ 0 - 85 . 

Jet pipe efficiency. 

Since the carry-over kinetic energy is available for increasing the kinetic energy 
(d'liie jet, the jet efficiency may be expressed as 

Final kinetic energy in the jet 
Adiabatic heat drop in jet pipe-H Carry-over from turbine 

Y1 

where is the temperature equivalent of velocity. 

The value of is approximately O-D. 


Balance of turbine and compressor work. 

Under stable conditions the work done by the turbine is exactly balanced by 
the work done in the compressor. Allowance must, however, be made for leakage 
past the turbine blades which results in a decrease in the mass flow through the 
blades. 

If the leakage loss past the blades is J %, we have 


/, 1 \/100-A^ 


rp fV — 


gas(^5 ^7) ~ ^)' 

(T,-T,) 




■'jj gas 


No correction is necessary for loss due to fluid friction in the turbine and 
compressor, as energy thus expended reappears as heat and thus influences the 
temperatures and T^. 


Turbine blades. 

The conventional method of determining the profile of turbine blades is based 
on the assumption that the working fluid issues from the guide blades as jets, 
and in the case of an impulse turbine there is no pressure difiFerence over the rotor 
blades. 
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Where the blades are long the inlet angle is varied to allow for the change in 
blade speed with radius, see Fig. 386. 

For full peripheral admission it can be shown that the previous assumptions 
are unjustified, the flow from the nozzles being of vortex form, so that there is 
a j)ressure and velocity gradient over the radius, the velocity of whir l being 
inveisely projuuliunal to the radius. 



Vortex flnw is extremely stable, especially if an axial clearance of at least one- 
quarter of the blade chord is allowed between the fixed and moving blades, and 
an annular channel is provided around this clearance to control the vortex. 

Obviously the importance of vortex flow is most marked on long blades, but 
a substantial gain in efficiency can be obtained by providing for it on blades 
whose length is only 8 % of the mean diameter of the blade ring. 

The necessary provision for vortex flow, in the case of constant axial velocity, 
1^, is made by varying the blade angles with the radius according to the relations 

V JiV V V 

tana = ^' = -^‘, tan/? = ^. tanr=^. 

Variation in ^ may be effected by twisting the blade and keeping its axial 
width constant, or tapering so that the leading edge is inchned from the plane 
of rotation. 

For multi-row velocity compounded wheels only the last row of blades is ar- 
ranged to have an axial discharge. At previous rows the angular momentum of 
the fluid in the space between the fixed and moving blades is uniform, as is the 
work done per unit length of blade. 
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Apart from consideration of the turbine, to avoid a torque reaction on the 
aeroplane and to utilise fully in the jet tube the carry-over from the turbine, it is 
desirable that the absolute velocity of discharge from the blades should be axial 
at all radii. Fig. 386 shows that if this object is to be achieved the blades must be 



so shaped that they are mainly of impulse form at the roots and of reaction form 
at the tips. The best diagram efficiency is obtained when the velocity ratio at 
the blade root is slightly greater than Under these conditions; 

F, X S 

Work done per lb. of gas flowing per sec. = (see p. 419). 


Compressor performance curves using non-dimensional parameters. 

The eonventional method of representing the performance of a given compressor 
operating under constant intake conditions is shown isx Fig. 387. A plot of this 
form does not take into account variation in intake conditions nor does it permit 
of a comparison of the performance of similar compressors of diff'erent sizes, and 
as in the case of aircraft these factors are of great importance it is of great value 
to use a plot which will take account of them. This method will enable the 
performance of a compressor to be predicted from that of a geometrically similar 
model provided that in each the fluid motions are dynamically similar, i.e. the 
flow pattern is the same in each. 

The principal forces which control the flow pattern are: 

(i) inertia forces due to accelerating particles of fluid in straight or curved 
lines; 
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(ii) forces due to viscosity effects; 

(iii) elastic forces due to compressibility which cause deformation with change 
in density of the fluid; 

(iv) gravitational forces. 



Compression Ratio 

Fig. 3BH. Compressor performance. Axial- ciim-centrifugal or two stage. 


Consider an elementary volume Sv of fluid of density p, and let this element 
undergo an acceleration due to change in either or both of the magnitude and the 
direction of the velocity F. 

Inertia force = Svxpx acceleration. 

~ = L-p^^ = L-pVK ( 1 ) 


The viscous resistance to flow is given by the product of the shearing stress and 
the area sheared, where 

— — 


dV 

where p is the coefficient of viscosity and— the velocity gradient. 


Vi^oou. resistance = ;.^x are. 

dy 


M L ML 
^ LT^ L ~ ~ 


(2) 
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The ratio of the two forces is dimensionless and from (1) and (2): 


L^pV^ 

~ilVL 



IV^ 

Kinematic viscosity 


( 3 ) 


w here 2 is a typical dimension of the compressor. 

The ratio in (3) is Reynolds’ number R. If it is the same for two fluids then for 
eaeh fluid the ratio of inertia force to viscous force must be the same, whence it 
follows that the flow patterns must be similar. 

When the average velocity of the body of fluid approaches the velocity of sound 
in the fluid the effect of compressibility of the fluid (i.e. the volume strain produced 
hy change of pressure) becomes highly important. At subsonic speeds the fric- 
tional resistance is dissipated as heat, but at supersonic speeds frictional resist- 
ance sets up waves which produce a sudden increase in pressure and temperature 
with a corresponding reduction in the velocity of flow. The change in tlie type of 
flow, and the rapid increase in resistance which accompanies it, is indicated by 
the ratio 


But 


Inertia force L^pV^ 
Elastic force p x 

Velocity of sound in fluid = Vg = 




( 4 ) 

( 5 ) 


By 5 in 4 


Inertia force 
Elastic force 


rP 

vy 


V . 


On the assumption that y is constant the ratio ^ is a measure of the change 

in type of flow, and is known as the Mach number M. 

If and M be expressed in terms of quantities of which measurement can be 
made, non-dimensional parameters can be obtained. In the case of a compressor 
the measurable quantities are: the rate of flow (w), the pressure p, the temperature 
T, the rotational speed N , and the shaft power i^. 

As the velocity of flow will be related to the impeller velocity I — 

r /o\ V / 


we 


may write from (3) 


DI27rDN\ 

60 j' 


ND^. 


whence it follows that the parameter — ^ is dimensionless, the impeller diameter 
P having been used as a typical compressor dimension. 


V 27 rDN X Constant , ■ • lu a 

M = — , where p is m lb. per sq. It. 

• ml^ 

V p 


49-2 
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ND 


3\it pIp = RT so in terms of the measured variables JIfoc This is a most, 


important quantity since the variables in both the engine and compressor are 
sensitive to it. 

10 

The non-dimensional expressions involving rate of flow are - 


or^^^, the 


pJVD^ D^p 

dimensions of temperature T being (LjT)^ andp is expressed in absolute units. 
The complete non-dimensional equation may be written as: 


p JT I _ 1 

T, ^ lU; J LVw^T, ND 1 
pi’Tj p, jLi)Vi’ 


Z) may be omitted since it is constant in a given engine. 

Obviously in test work it is possible to work on only one dimensionless para- 
meter at a time, so if the flow parameter is taken as abscissa, plots of 

PiJ 

pjpij and the power ratio may be made on this base for a given value of . 


By varying in reasonable steps, a family of curves may be plotted as shown 

in Figs. 389, 390 and 391, the curves being limited by the surge point on the 
left, and the minimum pressure ratio towards the base. 



Fig. 389. 


As an example on the use of the graphs we usually know p^, D and w 
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These quantities may be referred to Fig. 389 to locate point A. Knowing the 
position of point A the speed N, which is the primary variable in centrifugal 

compressors, may be interpolated from the speed compressibility parameter . 



h 

Fig. 390. 

Having obtained the speed, the discharge temperature Tg obtained 

from Fig. 390, and the power from Fig. 391. 



IV 


Fig. 391. 

Dimensionless plots are of little value to those who desire to know the effect 
of variation in one particular term. 
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For this purpose corrected values are much better and are obtained thus; To 
correct the speed to standard inlet conditions 


For mass flow 


Also 


yiT 


Pi 

Pi 


Pst 

= — and 

Pst 


w^T 

P 

Pi 


T 

TJ 


EXAMPLES 

Flying Bomb. 

It has been stated that for the consumption of 950 lb. of petrol a “Flying Bomb” 
had a range of 160 miles, an average speed of 360 m.p.h., and a propulsive force of 
600 lb. Taking the calorific value of the fuel as 18,500 b.t.tj. per lb., the maximum 
temperature rise in the combustion chamber as 1600“ F., the diameter of the discharge 
orifice as 1ft., the altitude of flight as 2000 ft., and (7^ for the exhaust gases as 0-25, 
determine: 

(i) the air-fuel ratio; 

(ii) the approximate temperature of the exhaust gases and their velocity relative to 
the bomb. 

(iii) the propulsive efficiency and overall thermal efficiency of the power unit. 

Let w = weight of air supplied per lb. of petrol (lb.). 

18,500 = (t^;+l)x 0-25x1500 

w = 48-3, i.e. air-fuel ratio is 48-3:1. 


Let F = Velocity of jet relative to the machine. 

17 = Forward velocity of the machine. 

Then, assuming the machine to be flying in quiescent air: 

1 . ^ Air in lb. per sec. Fuel in lb. per sec. „ 

Propulsive force = ^ (F — (7) H F. 

9 9 

150 

Duration of flight = „ — x 60^ = 1500 sec. 

3bU 

950 

Fuel consumption per sec. = = 0-633 lb. 

J. ouu 


■( 1 ) 


Air consumption per sec. = 48-3 x 0-633 = 30-6 lb, 


Substituting in (1): 


f7 = 


360 X 5280 
602 


= 528f.p.s. 


600 = — [30-6(F-528)-h0-633F]. 


Whence 


V= 1134f.p.8. 
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-jx l*x 1134 

Specific volume of the exhaust gases = — — - = 28-5 cu. ft. per lb. 

(3u-6-|-0-633) 

At an altitude of 2000 ft. the barometric pressure is 13-7 lb. per sq. in. abs. Hence 

rr 4. r u 4. 13-7 X 144x28-5 

Temperature of exhaust gases = = 1053 R. 


53-4 




Propulsive efficiency y~^ (see p. 763). 

2x528 


1134 + 528 


= 0 - 636 . 


If allowance is made for the change in momentum of the fuel: 

600x528 

31*233 

P,.p»I.iv. .mricn.; ,, . (,| 34 _ 5 a 8 ). |i(,o^s28 " 

64-4 ■*’ 

Overall thermal efficiency - = 3-44 % . 


Jet Plane. 

The following data refer to a jet-propelled aeroplane which develops a propulsive 
horse-power of 1000 when flying at 30,000ft. with a speed of 450m.p.h.: 

InttTnal efficiency of turbine, 0-85; efficiency of compressor, 0-85; efficiency of jet- 
tube 0*9 ; inlet pressure and temperature, 4-35 lb. per sq. in. abs. and 410° R. ; temperature 
of irases leaving combustion chamber, 1700° R., pressure ratio r^, 5; calorific value of 
fuel, 1 8,500 B.T.TJ. per lb.; velocity in ducts constant at 600 f.p.s.; for air, Cj, = 0-24, 
y = 1*394, R = 53*2; for combustion gases, Cj, = 0*26; for gases during expansion, 
= 0*270, 7 = 1*33. 

Determine (i) overall thermal efficiency of the machine, (ii) rate of air consumption, 
(iii) ihe power developed by the turbine, (iv) the outlet area of the jet tube, (v) specific 
fuel consumption in lb. per lb. thrust. 

2M..S. [J(l + 

Overall thermal efficiency t/q 

I 

The various quantities in equation (1) may be evaluated as follows: 

(a) Mixture strength (m.s.). 

c.v. = (m.s. + 1)xO*26x(T 5-T4) (see p. 761) 

P-765) 

y-^ 

r and - T*, = 410° R. 

0 394 

= 410(5)1 3U4 = 650° R. 


( 2 ) 

(3) 

W 


M.S.; j 


(see p. 764) (1) 


+ 1 


where 
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Whence on substituting in (.3): 


Substituting in (2): 


whence 


(M.S. + I) X 0-26 X (1700-692) = 18,500. 

M.S. = 69-6. 


(&) Velocity of machine (Z7). 

450x5280 

G Qfii— ^ esof.p.s. 

(r) Discharge Velocity (F). 

Tins cannot be determined from the thrust equation as the rate of air flow is unknown, 
but may be determined from the expression for jet efficiency: 


JC,{T,-T,,) + 


— (see p. 707). 


It is thus necessary to evaluate T, and T„j, since F, is given as 600 f.p.s. 




j) air ( ^4 — y 2) 




(see p. 767). 


1700-T - 

^’“0-276 , 1 


= 242. 


hence T-j = 1458® R, 

Let rg^ = expansion pressure ratio in turbine, i.e. 

Let Tgj = expansion pressure ratio in jet tube, i.e. r^j =^^> 

Pi 

Then r-,,xr-„ = — x — = r, = 5. 

Pi Pi Pi 


Internal efficiency of turbine = 


T,-T, 




m rp 'T ■ 

6 -^07 I _a7 

T, 


1468 = 1700 1-0-85U-- 


-r' 


whence 


= 2 085, 



J et Propulsion and the Gas Turbine 


111 


and 


2085 

S’a, = = 1172'R. 

Cl A-r 


r,i y 2-44-03 

Substituting values of and T(,b in (5): 


0-9 = 


Y1 

^9 


whence 

(d) Overall thermal efficiency (^p). 


778 X 0276(1458 - 1 172) + 

F=2073f.p.s. 


From (1): 






64-4x7'^x_18,500 

6502~ 


0 142. 


+ 1 


(e) Rate of air flow (w). 

This may be determined from the thrust equation: 

1000 X 650 


mi. X Ftt tt ^ T 1000 x 650 D.-i, 

Thrust = - 7-17+ = — = 847 lb. 

g |_ M.s J 650 


w = 


847x32-2 




650 

= IB 781b. 


(/) Horse-power developed hy turhine. 

If change in velocity ia disregarded, we may write from equation at top of p. 762; 


H.P. developed by turbine = 




550 


18-78 ( 1 + X 778 X 0-276 x (1700 - 1458) 
\ 69-b/ 


560 


= 1800. 


With air as the working fluid the H.P. would be 2070, the diff^erence being due to the 
higher specific heat of the combustion gases with a corresponding reduction in T^. 

(^) Outlet area of jet tube. 

In order to determine the density of the gases in the jet tube, their temperature must 
be estimated. Applying Bernoulli’s equation to sections 7 and B of Fig. 3B1: 

7=*- 7? 


JC,(T,-T,) = 


1468 -Tb = 


2g 

2073" -600* 


w^hence 


« 64-4 X 778 xO-276’ 

78 = 1173"R. 
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Let p = density of exhaust gases in lb. per eu. ft. 

1 


Then 


_ V _ 4-35 X 144 _ 

^ ^ 53-2x1173 ^ loo’ 


Discharge of jet tube = w = AY p Ib./sec. 

••• 


. 18-78 X 1-0144 xlUO ^ 

A 0 919,,. ft, 

(h) Specific Jud consumption. 

18-78 1 

Specific fuel consumption in lb. per hr. per lb. thrust = — ^ ^ x 60* x ^7^ = 1'146. 


69-6 

As a check on the overall thermal efficiency we may write 

Heat equivalent to propulsive h.p. 
Heat from fuel 


“847 


1000x550 


1 8-78 

---X 18,500x778 
u9b 


= 0 1415. 


Thrust Boost. 

Calculate the additional thrust and the modified overall efficiency of the unit when 
100 mere fuel is burnt at the entrance to the jet-tube of the engine of which details 
were given in the previous example, assuming that re-heating takes place at constant 
pressure and the various pressures remain unaltered. By what percentage should the 
outlet area of the jet be increased if (7^, = 0-26? 

18,500 = (M.S. + 2) X 0-26 x [T - T^). 

18,500 = (69-6 + 2) X 0-26 X (T- 1458). 
whence T = 2452" R. 


C, = (7,-^ = 0-26-^ = 0-1915. 

0-26 , ,, 
r = ^ — = 1-36. 


0-1915 

Temperature after adiabatic expansion in jet tube = 


2452 

[TiTh 

2-4136 


, = 1945” R. 


From the jet efficiency equation: 

0-9 = 


72 


64-4 X 778 X 0-26(2452 - 1945) + 600*’ 
whence V = 2500 f.p .5. 

Th™.l . [2500 (1 -4 jlj) - 65o] . 1 120 lb. 

220 847 \ 

— j x 100 = 32-2. 



J et Propulsion and the Gas Turbine 


779 


Because of imperfect combustion, lower jet-tube efficiency and different specific 
heat the actual value would probably be less than this. 


Modified overall efficiency = 


1120x650 


18-78 


= 0 094. 


69-6 


X 2x18,500x778 


Considering sections 7 and 8 of Fig. 381, 


2452-7’,= 


2500* -600“ 


whence 


“ 64-4x778 X 0-26' 

r* =2002"R. 

4-35 X 144 1 

Density of exhaust gases, p = ggT^^OOl ^ fTO***' 


Discharge of jet-tube = w = AVp Ib./sec. 


A = 1-316 sq. ft. 


^x25q0 
170 


( 1*316 — 0-919\ 

0^19 I ^ Vp- 

In practice this increase in area is obtained by means of an adjustable spear similar to 
that used for varying the nozzle area of a Pelton wheel. 


The gas -turbine -propeller propulsion unit. 

As an alternative to deriving the propulsive thrust solely from the turbine 
exhaust discharged as a jet, the turbine may be designed to develop power in 
excess of that required by the compressor and may then be coupled through 
gearing to an airscrew or to a low-pressure compressor fitted in a duct from 
which the propulsive thrust is derived. In each case the thrust is augmented 
by about 20 % by the thrust due to the turbine exhaust, resulting in improved 
thermal efficiency at moderate speed and altitude as compared with the normal 
jct-propulsion unit. A plant of this type is smaller in size and of less weight than 
a reciprocator of equal power and with further metallurgical development of 
suitable materials it should offer the additional advantages of longer hfe, increased 
reliability and easier maintenance. 

As the power delivered to the airscrew is the excess of the turbine power over 
that required to drive the compressor, and is small compared with these powers, 
the power available for the airscrew is very sensitive to changes in efficiency of 
the turbine and the compressor. The upper hmit of speed is governed by the 
airscrew and is limited to about 500 m.p.h. 

The turbine is very inefficient at low power, thus to maintain operating 
efficiency over a wide range multiple power units should be installed to give the 
required maximum power, the number in use depending upon power require- 
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ments. As the output of the turbine decreases with altitude the power at low 
altitude is excessive in a machine designed for high altitude, but the improved 
efficiency of the airscrew at low altitude enables it to absorb the extra power 
without difficulty. (An airscrew that can absorb 2000 H.P. at 30,000 ft. can 
readily absorb 3800 H.P. at sea level.) Compared with the reciprocator, the unit 
offers the advantages of increased rate of climb, increased speed, increased range 
and increased cargo-carrying capacity. 


Overall efficiency of the gas -turbine -propeller unit. 

If the ramming effect at inlet to the compressor and the thrust due to the turbine 
exhaust are both neglected, the overall efficiency of the unit may be written as 

Work done by turbine — Work absorbed by the compressor 


^0 = 


Heat supplied in combustion chamber 


The turbine work may be obtained either from the expression on p. 762, or 
from the expression for internal efficiency Thus: 

Actual shaft work . . _ _ . 

Adiabatic heat drop ^ 

From the T0 diagram of p. 781 


Vi = 


Ts-T, n 

rp rp rp • 

-^3 -*a4 1 04 

X 

y-\ 


From Fig. 393 


' -4i- 


T, = T^\l 


By ( 2 ) in ( 1 ) 

Work absorbed by the compressor per lb. of air compressed 


whence 




Heat supplied by combustion per lb. of gas = ^,,(^3 — ^ 2 ). 

1 1 + C^p(eip.) - — C'3,(Blr) (^o* - ^ 1 ) 


% = 




■( 1 ) 

•( 2 ) 

.(3) 

.(4) 

■(5) 


■(6) 



CuMPREssDR I Heat Supplied 
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Neglecting the variation in (7^ and also the increase in products of combustion 
due to the fuel , ^ m t 




7o = 


r^y 


Vc 




Vc 


■( 7 ) 


By taking = 620° R. (60° F.) and Tg = 1960°R. (1500° F.) as representing 
practical limits of temperature, this expression may be used to estimate thv 
relationship between the variables involved. 

Using these values of temperature and taking = 5, the value of rj^ can bo 
determined for given values of t/q and whence characteristic curves each 
representing a constant value of may be plotted against tj^ and tj^, as in Fig. 394. 



Fig. 394. Variation of overall efficiency i/p with Tjt and 


Fig. 395 shows the variation in with J\ for = 5, rj^ = = 0-85, and Tj 
constant at 1960° R. A similar curve shows the variation of ?/□ with for Ti 
constant at 520° R. Since t/q increases with increase of and decrease of Tj, a 
gas turbine should be efficient at high altitude. 

Fig. 396 shows the effect of variation in the pressure ratio on the nett work 
and on 7/p. By equation (1) p. 780: P 

Shaft work per lb. of gas = t/^C^Tq 1 - 

T r Izl 

Compressor work = Cp—\ y — 1 












784 


Jet Propulsion and the Gas Turbine 

The curves of Fig. 396 have been plotted using 

Tj. = 7 !^ = 0-85, = 520“ R., = 1960“ R., y = 1-398, and = 0-2412. 

Noteworthy features of these curves are the large power required by the com- 
pressor and the low overall efficiency notwithstanding the high values of 
and Tg. 

Fig. 397 shows the effect of turbine inlet temperature and of compression ratio 
on the specific fuel consumption in lb. per H.P.-hr. 



Fig. 397. 3<]ffoct of compression ratio and turbine inlet tomperaturo on 
the specific fuel consun^tion. 

The curves indicate that there is little advantage in exceeding a compression 
ratio of about 8:1. In practice the reduced efficiency of the compressor with 
increased compression ratio would make the optimum compression ratio even 
lower. It would also appear from the curves that the simple gas turbine cannot 
compete successfully with other prime movers in the field for cheap power. 

Compounded gas turbine with heat exchangers. 

The performanee of a gas turbine unit may be substantially improved by the 
adoption of the following modifications: 

(i) Stage compression and intercooling, which effects a considerable reduction 
in the power required to drive the compressor, and in the temperature after 
compression. 

(ii) Multiple expansion in the turbine with re-heating between stages. 

(iii) Use of the turbine exhaust to pre-heat the air prior to combustion, but 
after delivery by the compressor. 
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The gain in efficiency due to the provision of heat exchangers and intercoolers 
is achieved at the expense of increased weight and increased cost. The elements 
of a plant of this type are shown in Fig. 398. 

The work of compression is a minimum when the interstage pressure = yJpiP^ 
(see p. 98) and for this condition the changes of temperature and of entropy are 
equal ill each stage. By means of compound expansion and reheating, the reverse 
eflect is achieved in the turbine, such that and 



Fig. .3 ns. CompoundBd gaa turbine with heaters. 


If variation in specific heat, and the increase in weight of the combustion gases 
due 1 0 the fuel be both disregarded, and if the heat exchanger be assumed perfect, 
the temperature of the air will be raised, at pressure pgj from to whilst the 
exhaust gas will undergo a similar reduction in temperature. The combustion 
air will be further increased in temperature from Tg to in the combustion 
chamber, after which the gas expands in the h.p. turbine to the intermediate 
pressure before being reheated to = T^. Expansion in the L.P. turbine 
causes the temperature to fall to = T^, the exhaust then passing to the heat 
exchanger in which the temperature is reduced from to = T^. 

Neglecting radiation losses and changes in kinetic energy, we have; 


trhere 


and 


Work done in turbine, per lb. of gas = — (see p. 702) 

= ^C^7i,(T^-T,,) ( 1 ) 


Work done in compressor, per lb. of gas = 2Cj^[T^ — T^) 





Overall efficiency 9 ^^ = 1 — 





(4) 

(r)) 


WH E 
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•P 

Fig. 399. Compounded gOiB turbine cycle on diagram. 


( 6 ) 


For the case of a simple gas turbine fitted with a perfect heat exchanger in its 
exhaust system the corresponding expression would be: 

<’) 


A comparison of equations (6) and (7) shows that the efficiencies of the com- 
pound and simple units are equal when the compression ratio of the former is the 
square of the compression ratio of the latter. Compounding is therefore more 
effective with high compression ratios, whereas a heat exchanger is most effective 
for low compression ratios. Fig. 400 shows a comparison of the specific fuel 
consumption for the three types of plant. The heat exchanger becomes ineffective 
when applied to a simple turbine operating with high compression ratio because 
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of the high discharge temperature from the compressor, these conditions favouring 
the compound machine. 

Effectiveness of heat exchangers. 

Since a temperature difference is necessary to establish a flow of heat, a heat 
exchanger of the tubular type cannot effect a complete transfer of heat, and is 
less efficient than a rotary regenerator of the Ljungstrom type. The performance 
of a heat exchanger is represented by the ratio: 

Heat lost by heating fluid 

Heat which would be lost by heating fluid if cooled to the inlet temp, of the heated fluid 

Temperature drop of heating fluid 

” Inlet temperature of heating fluid — Inlet temperature of heated fluid' 

By assigning various performance values to the heat exchanger of a simple gas 
turbine plant, the specific fuel consumption was computed for various compres- 
sion ratios and the results are shown in Fig. 401. Increased efficiency of the heat 
exchanger results in decreased specific fuel consumption and decreased com- 
pression ratio. 



12 4 B 12 16 2D 


Compression Ratio 
Fig. 400. 

Fig. 402, which is based upon the values of temperature and efficiency used in 
constructing Fig. 396, shows the variation in i]^ and in the net work of a com- 
pound machine fitted with a heat exchanger which is largely responsible for the 
improved efficiency. 

With an infinite number of stages and heat exchangers the increments of heat 
added in the various reheaters are given at approximately constant temperature, 
while the increments of heat removed in the intercoolers are removed at approxi- 
mately constant temperature. The cycle thus corresponds to the Ericsson 


50-2 
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Regenerative cycle which gives the same efficiency as the Carnot cycle. The 
full lines in Fig. 403 show the Ericsson cycle. 



Compression Ratio 

Fig. 401. Simple turbine with exhaust heat exchanger. Effect of variation of performance 
of exchanger and compression ratio on s.F.c. 
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In preparing the curves, friction losses in the combusticn chambers and heat 
exchangers have been disregarded, whereas in practice these losses may be 
considerable. (It has been stated that the heat exchangers of a 2500 H.P. set 
contained 8^ miles of streamlined nickel tubing.) Notwithstanding the additional 
w eight and complexity of compounded engines, the Bristol Aeroplane Company 
are developing the “Theseus” engine on these lines, the compressor and pro- 
] seller being driven by separate turbines so as to obtain the most suitable 
lotational speed for each. 

11 is predicted that at temperatures in excess of 600° C. the compounded gas 
turbine will have a higher thermal etficiency than a large steam plant, and that 
at temperatures over 1000° C. the thermal efficiency may exceed 50%. The 
increased capital and maintenance costs of such units may, however, ofiFset the 
saving in fuel cost consequent upon higher thermal efficiency. 


Cas turbine with closed cycle. 

The following advantages are claimed for the use of a closed cycle in which the 
same working fluid is repeatedly used: 

(1) A gas with physical properties superior to those of air may be used. 

(2) External heating permits the use of any fuel, as in the case of hot-air 
engines. 

(3) The system may be charged under pressure, the increased charge weight 
thus permitting of a much higher power output than with a low-pressure open- 
cycle j)lant of similar size and speed. 

(4) The power output at constant speed may be varied by adding or abstracting 
working fluid, thus altering the charge weight. 

(5) The velocity diagrams are the same over a wide range of speed, since the 
pressure ratios and the temperature drops are independent of the general level 
of pressure. 

(6) The rate of heat transmission is improved. 

(7) The fluid friction loss is reduced because of the higher Reynolds’ number. 

These advantages are offset by the additional complexity of the plant, w^hich 
must comprise an externally fired heater, a gas cooler, and various heat ex- 
changers. Because of the poor conductivity of gases the heating surfaces must be 
considerable and/or the velocity of flow high, both of wliich requirements result 
in increased fluid friction loss. 

Comparing the plant with a steam plant, the externally fired heater corre- 
sponds to the boiler, the gas cooler to the condenser, and the compressor to the 
feed pump. The efficiency of the gas turbine plant may be higher than of steam 
plant notwithstanding the large power absorbed by the compressor. 
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Ideal cycles. 

Whilst any cycle applicable to hot-air engines may be employed in a hot-air 
turbine, not all such cycJea Jend tbemselves G(JUB.Uy well to tho Ciiaractoristics of 
this machine. 

Since the thermal efficiency of the Carnot cycle depends upon the ratio of 
adiabatic compression (see p. 6S), the cycle is unsuited to the gas turbine 
because of the low efficiency of rotary compressors at high compression ratios. 
If the adiabatic operations of the Carnot cycle be replaced by constant pressure 
operations, the Ericsson cycle is obtained (invented about 1840 by J. Ericsson, 
a Swedish-American engineer). Fig. 403 and Fig. 404 show respectively thepti 
and Tif) diagrams for the cycle. By the provision of regenerative heat exchangers 



the heat rejected between 4 and 1 is stored and is returned to the high-pressure 
air between 2 and 3. Heat interchange between the charge and external agencies 
occurs only during the isothermal operations. 


Heat supplied per lb. of air = 

Heat rejected = 

Heat converted into work = -Rlogp7'(T^^3^ — ). 


Thermal efficiency 


T —T 

max. min. 

T 


Although this is the same as the Carnot efficiency, it does not depend upon the 
expansion ratio r. 

As compression in a rotary compressor is not isentropic, much less isothermal, 
the isothermal operations of Fig. 403 may be approached only by stage inter- 
cooling and stage reheating, as shown. Whilst the efficiency increases with the 
number of stages adopted, the resulting mechanical complication usually limits 
the number of stages to three, and in the majority of plants there are only two. 
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Fig. 406 shows a two-stage plant in which the maximum and minimum pressures 
were respectively 343 and 851b. per sq. in., giving a pressure ratio of about 4. 
The heat balance is indicated in the figure. 


3 ♦ 



0 

Fig. 404. 



Fig. 405. Closed cycle gas turbine. 
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Future prospects. 

The thermal efficiency of any heat engine is a function of the temperature 
ratio which it can usefully employ. 

In this respect a turbine is severely handicapped since the maximum tempera- 
ture it can handle is about 700° C., whereas a reciprocating engine can deal with 
momentary temperatures of 2500° C., but can make little use of temperatures 
below 1500° C. 

For high thermal efficiency, therefore, the reciprocator should exhaust to a 
turbine, which in turn could drive a blower for supercharging a simple port 
operated two-stroke engine. 

The power output of the turbine would be well in excess of the requirements of 
the blower, and it is estimated that the brake thermal efficiency of the plant 
would exceed 40 %. 


EXAMPLES 

(1) Air at 10 lb. per sq. in. abs. and 40°F. enters a centrifugal compressor whieh 

increases the pressure to 60 lb. per sq. in. aba. with an adiabatic efficiency of 75 
Determine the final temperature of the air. Am. 486"' F. 

(2) An aircraft travels at SOOm.p.h. at an altitude at which the pressure is 81b. per 

sq. in. abs. and the temperature is 0°F., the calorific value of the fuel burnt being 
18,500 B.T.u. per lb. On the assumption that the inlet duct converts the entire kinetic 
energy of the air into pressure energy, and that the adiabatic efficiency of the compressor 
is 80 % when the pressure ratio is 5, calculate the air-fuel ratio if the maximum tem- 
perature must not exceed 1600° F. Take as 0-25. Arts. 61-4:1. 

(3) A jet aircraft travelling at 500 m.p.h. utihses 2000 lb. of air per min. The air-fuel 
ratio is 60:1, the compression pressure ratio is 6:1, and the calorific value of the fuel 
is 18,500 B.T.u. per lb. Neglecting all losses, calculate the thrust, the specific fuel 
consumption, and the propulsive efficiency. 

Ans. 2270 lb.; 0-881 lb. per hr.-lb. thrust; 40 

(4) Show that the gain in kinetic energy per lb. of air passing through a jet engine 
which operates on the Joule cycle is given by 



y-1 

/_ \ 

r r-il 

\ - — 


p-e:)'J 



If T’l = 520° R. and Tg = 1500° R., show that the optimum compression ratio is 
6-4:1. 

(5) A jet-propelled aircraft requires 2000 H.P. at 400 m.p.h. The fuel consumption is 
0-7 lb. per propulsive H.P. per hr., the calorific value of the fuel is 18,500 B.T.u. per lb., 
and the temperature rise in the combustion chamber is limited to 1150° F. Taking 
for the products of combustion as 0-25, determine the air/fuel ratio, the velocity and 
reaction of the jet, and the propulsive and thermal efficiencies of the power unit. 

Ana. 63-3:1; 2993 f.p.s. relative to machine; 1873 lb.; 0-328 and 0-1963. 
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(6) It has been stated that the Jumo 004 jet propulsion engine develops a static 
thrust of 19801b. at sea level (15° C\, 30in. Hg) with a specific fuel consumption of 
i-4 lb. per hi. -lb. thrust, an air consumption of 43 lb. per sec., a compression ratio of 
3:1, a jet speed of approximately 1400f.p.s., and delivery temperatures from the 
foiiipressor and from the combustion chamber of about 150° C. and 700° C. respectively. 
Abt)ut 5 % of the air is used for cooling. 

C3ierk the information given: 

Ans. For the static thrust given the air consumption should be about 45 lb. per sec., 
and compressor efficiency is 0-798. Neglecting radiation, the calorific value of the fuel is 
only 7800 c.h.tj. per lb., which is too low and indicates either that combustion is very 
imperfect or that the specific fuel consumption is too high. 

(7) The following data refer to an early Whittle turbine, for which the pc diagram is 
given' 

Turbine efficiency 9/^, 0-7; compressor efficiency 0-8; jet efficiency ijj, 0-9; pressure 
ratio, 4-1 : 1 ; inlet pressure and temperature, 14-7 lb. per sq. in abs. and 288° K ; Cj, for 
air, 0-24 and for products, 0-25; y for compression, 1-4 and for expansion, 1-379; gas 
constant for air, 96-5; calorific value of fuel, 10,500 c.n.u. pci lb.; latent heat of fuel, 
75c.h.u.; air consumption, 261b. per sec; fuel consumptinn, 0-3635 lb. per sec.; 
velocity through the combustion chamber, 200 f.p.s.; axial velocity at turbine exhaust, 
800 f.p.s. 

2 3 



Fig. 406. 

Determine the static thrust at sea level, the power to drive the compressor, and the 
condition and velocity of gas at the points 1, 2, 3, 4, 5 and 6 in the cycle. 

Ans. 1310 lb., 3020 h.p. 


State point 

Pressure 
lb. per sq. in. 

Temperature 

°K. 

Specific 
volume 
cu. ft. per lb. 

Velocity 

f.p.s. 

1 

14-7 

2BR 

13-11 

0 

2 

64-6 

478 

4-56 

200 

3 

64-6 

1053 

10-9 

200 

4 

231 

794 

23-1 

2425 

5 

23-1 

844 

24-4 

900 

6 

14-7 

759 

34-5 

1600 


(8) B.Sc. (1939). 

An internal combustion turbine works on a cycle in which the air is compressed 
afiiabaticaUy from the atmospheric pressure of 14-7 lb. per sq. in. and temperature 
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20° C. to a pressure of 40 lb. per sq. in.; beat is added at constant pressure and the hot 
ffas expands adiabatically to atmospheric pressure. If the maximum temperature ls 
550° C., find: 

(а) the heat discharged in the exhaust, per lb, air; 

(б) the ideal efficiency of the cycle. 

Take C, as 0 238 and as 0‘169. Ans. 77-5 c.H.u.; 24-B %. 

(9) B.Sc. (1941). 

A gas turbine is supplied with gas at 800° C. and 75 lb. per sq. in. and expands it 
adiabatically to a back pressure of 151b. per sq. in. 

If, owing to internal losses, the efficiency of the turbine relative to frictionless adiabatic 
operation is 80 %, and the mean values of and for the temperature range 0-249 
and 01 83 respectively, estimate: 

(а) the H.F. developed per lb. of gas per min.; 

(б) the exhaust gas temperature. Ana. 315; 501° C. 

B.Sc. (1943). 

(10) The criterion of the thermodynamic efficiency of piston compressors is isothermal 
compression, while that for rotary compressors is adiabatic compression. Discuss the 
reasons for this, pointing out, in the two cases, why practical machines fall short of these 
criteria. 

In a comparison of two rotary compressors, A and B, for raising the pressure of air 
from 15 to 25 lb. per sq. in. it was observed with A that the final absolute temperature 
was 1 -2 times the initial value while with B the increase of pressure took place at constant 
volume. 

Find the values of the adiabatic efficiencies of A and B under these conditions. Take 
7 = 1-4. Ana. 0-785; 0-2355. 

(11) Centrifugal aupercharger 

Show that in a centrifugal supercharger the pressure ratio of compression 



where 17 = adiabatic efficiency of compressor, 

V = blade tip speed, 

S = slip factor, 

T = suction temperature in degrees absolute. 

A centrifugal supercharger has an adiabatic efficiency of 65 %, an impeller tip 
speed of 1200 ft. per sec. and the slip factor is 0-95. The intake pressure and tem- 
perature are 14 lb. per sq. in. and 10° C. respectively. Calculate the density of the air 
delivered. (7^ = 0-238. If the mechanical losses are 5 % of the work done on the air, 
calculate the horse-power required to drive the supercharger per lb. of air per minute. 

Ana. 0 1252; 1-36 h.p. 

(London, 1953.) 

(12) Centrifugal compreaaor 

Explain why isothermal compression is used as a standard of comparison for 
reciprocating air compressors, while for uncooled rotary compressors adiabatic com- 
pression is usually regarded as the appropriate standard. 
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Tlte following data refer to a test on a centrifugal air compressor: 

Ambient temperature and pressure, OS'" and 14-6 lb. per sq. in. respectively; mean 
static pressure in the delivery pipe, 32 lb. per sq. in.; mean velocity head in excess of 
static pressure in the delivery pipe, 5-7 lb. per sq. in.; delivery temperature (as measured 
by a thermocouple rceording static temperature 4- whole of the temperature equivalent 
of the velocity), 277° F.; cross-sectional area of delivery pipe, 0-42 sq. ft. 

Working from ambient inlet conditions to total head outlet conditions, calculate the 
adiabatic efficiency of the compressor and estimate the power required to drive the 
machine if its mechanical efficiency is 0-95. (C'^ = 0-24, (7^ = 017.) 

Alls. 0-774, • 2412 h.p. 

B.fic. (1943). 

(13) An oil-gas turbine installation consists of a reaction compressor, a chamber into 
which oil is injected and in which combustion takes place at constant pi^jssurc, a set of 
nozzles and an impulse turbine. The air is taken in at 15 lb. per sq. in. and at 27° C. 
and is compressed to GO lb. per sq. in. with an adiabatic efficiency of 85 %, Heat is 
added by the combustion to raise the temperature to 572° C. The combined efficiency 
nf the nozzles and impulse turbine is 82 %. The calorific value of the oil used is 10,000 
c.u.u. per lb. 

Find, for an air flow of 180 lb. per min., (tz) the air/fuel ratio of the turbine gases, 
(6) the final temperature of the exhaust gases, (c) the net H.r. of the installation, (d) the 
overall thermal efficiency of the installation. 

Up to the point of entry to the nozzles take (7^ — 0-238, C^^ = 017; after that point 
take 0^ = 0-251, C; = 0-19. Ans. 111-5:1; 374° C.; 71-7; 10-49 %. 

(Durham, 1948.) 

(14) ReJiPat 

In a gas turbine plant, air at pressure and absolute temperature is compressed 
adiabatically to pressure and then lieated to absolute temperature T^. The air is 
then expanded adiabatically in a two-stage turbine, reheating to temperature Tg 
taking place between the stages. 

The second turbine exhausts at pressure pj and the efficiencies of the compressor and 
hf)th turbine stages, relative to iseiitropic processes, are and respectively. If rp^ 
is the intermediate pressure between the stages, show that for given values of Tg, 
^i» R the work output per lb. of w^orking substance will be a maximum when 

r = ^IR. 

If this division in pressure drops is now maintained, show that: 

(а) If R is varied the work output will again become a maximum when R is given 

(б) If all the available heat in the exhaust is transferred to the air immediately after 
compression by means of a heat exchanger, the overall thermal efficiency of the cycle 
IS given by 

rrJ r 1 
IR +lj 

It is assumed that the working substance is a perfect gas having a ratio of specific 
heats equal to y and the mass flow throughout the cycle is constant. Pressure losses 
may be neglected. 
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CHAPTER XXIII 


VARIATION IN SPECIFIC HEATS 


Computation of efficiencies of internal combustion engines allowing for 
variation in specific heats. 

The thermal efficiency of an internal combustion engine depends on the cycle of 
operations, the working fluid, and the temperature range; which, among other 
things, is dependent on the specific heat of the working fluid. 

From pp. 39 and 799, it will be seen that the true specific heat of gases is also 
a function of temperature, so that the total heat is given by : 


J KpdT, and the entropy by j Kp^. 


Total heat is defined as the sum of the pressure energy and the internal energy 


and = ~ -l-i.E., so per mol of gas this becomes 

u 


1-985T+I.E 


-j: 


KpdT = I-OSSTh- 


j: 


K^dT. 


.( 1 ) 


The total heat per lb. of gas is the total heat per mol divided by the molecular 
weight of the gas. 

In internal combustion engines, or gas turbines, we are concerned with a 
mixture of gases A, B, G, etc., and if % %%> percentages 

by volume of the gases which have volumetric heats X^q, etc.; then 

the internal energy of the mixture is given by: 


I.E. 








X^^dT + etc. 


( 2 ) 


This equation may be plotted on a temperature base to give an internal energy 
curve. Fig. 408. The change of entropy of the mixture, at constant volume, is 
given by 


P ~ 100 T ^ 100 T ^ ■ 


( 3 ) 


To obtain the total heat, automatically, from the internal energy curve 
(Fig. 408), it is necessary only to incline line OA at 1-985T to the temperature 
axis, and measure the intercept AB, as suggested by Prof. W. D. Goudie.* As 
an example on the application of this diagram to the solution of a practical 
problem, suppose the maximum temperature attained at constant volume or 
Constant pressure combustion in an internal combustion engine is required. 

* See bibliography. 
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First we must know the initial temperature and the heat released per mol of 
the products of combustion. Set off this heat horizontally from point 1 to 1', 
and through 1' erect a vertical to intersect the internal energy curve in point 2, 
whence may be scaled off. 



Fig. 407. 

Had this heat addition been made at constant pressure^ then, to obtain the 
final temperature Tg, draw through 1' a line parallel to OA to intersect the curve 
in point 2' ; alternatively, for a temperature rise T^ — T^ the heat which must be 
supplied at constant pressure is given by C2. 

Of course each mixture of gases has its own internal energy curve, but fortu- 
nately the preponderance of nitrogen causes to be much the same before 
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combustion as after combustion; so it is usually sufficient to consider only the 
products of combustion. 



Fig. 40B. 


Three or four internal energy curves will also cover the range of mixture strength 
in each type of internal combustion engine or gas turbine. 


Isentropic expansion referred to an energy diagram. 

By a trial and error method the work done during isentropic expansion 2 to 3 
may be obtained from the internal energy curve thus: 

Mechanical work done = — Change in I.E. 

To obtain the change in internal energy we must know temperature as well 
as 7\. An approximate value of Tg may be obtained from the equation 



provided a value is assumed for y, and the expansion ratio r is known. 
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Refer this value of to the internal energy curve, and from the change of 
internal energy compute the mean volumetric heat for the range Tj thus: 

Change in i.E. = X^niBan (^3 “ 

-^pmean = ■K^vmean+ 


Table I 


— 

Goa or 
vapour 

Equation for true sporific heat Kj, 
in B.T.u./lb. mol “ h\ 

Tomperaturo 

range 

° F. abs. 

0 . 


540-5000 

5000-9000 

N, 

r- n 3-47x10’ MBxlO* 

A, = 9-47 y 

540 9000 

CO 

„ , 3-29x10’ 1-07x10* 

A, = 9-46 y + 2,, 

540-9000 

H, 

— 

0-578r 20 0-33(T-4000) 

1000 

640-4000 

4000-9000 

H,0 

597 7500 

A.= „.86-^+-^- 

640-5400 

COj 

„ 6-53x10’ 1-41x10’ 

^,= 16-2 y 

540-6300 

Methane gas 

CIT, 

A', = 4-52 + 0-00737r 

540-1500 

Ethylone gas 

(yi. 

A, = 4-23 + 0-01177r 

350-1100 

Fdliano gas 

A, = 4-01-f 0-0163Gr 

400-1100 

Potrol 

njT,, 

A, = 7-92 + 0-06012' 

400-1100 

ParaHin 

CnH,, 

= 8-68 + 0-08892’ 

400-1100 


Tilblo prepared by K. L. Sweigorb and M. W. Beardsley, The Georgia School of Techno- 
logy, Atlanta, U.S.A. 


A bettor value of y for this temperature range is therefore given by— 

nan 

Using this value of y recalculate and repeat the process to obtain a more 
accurate value of the work done. 




Variation in Specific Heats 801 

This trial and error process may be good enough for the solution of odd problems, 
but for rapid and accurate solutions it is worth while constructing a temperature 
entropy diagram. 


Entropy diagram. 

If allowance is made for variation of specific heats the plotting of a complete 
entropy diagram as shown on p. 190 involves considerable work, and for the 
solution of most problems eonnected with internal combustion engines this is not 
merited, a single constant volume curve often being sufficient, since all constant 
volume lines have the same shape. 


] Vom p. 186, d(j) = Per mol of gas^ = when iT is in ° C. 


r. r^’* (IT 
= l-985log,, A'„ J. 

'’i J T. J 


■( 4 ) 


In the case of rotary machines 1 ^ 2 / is not known, so it is more convenient to 
work in terms of pressure thus: 


(IT 

02- {'a = l-'')85log,7),/;)2 + J^ Kj, y. 


.(5) 


These equations allow an isentro])ie operation to be split into two equivalent 
f)perations, a constant volume operation in (4), or a constant pressure operation 
in (o), followed by a constant temperature operation given by the first term in 
bolli expressions. 

During an iscntropic operation ^ 


rr, dp 

=-l-!)85log,T;>,. 

If, therefore, the isothermal operation is sot off from point 1 (Fig. 409), a vertical 
through the end of this line will intersect the constant volume curve at tempera- 
ture The intersection of the isotherm with the constant volume line 
gives point 2 which is vertically below 1, as for the direct isentropc. 

Since when the pressure is constant 

rr, dT 

= J + 1 ■ log, TJT, 

the constant pressure curve may be established from the constant volume curve, 
by the addition of the increment 1-985 log^T^jT^ (T^ being the arbitrary zero of 
temperature). 


w II E 


51 
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The complete T0 diagram is shown in Fig. 4J 0, and is applicable to all problpjog 
ia conneotioD with interaaJ combustion engines whether reciprocating orrotsij\ 



Fig. 409. 



Fig. 410. Energy entropy diagram. 


Considerable variation in mixture strength may be allowed for by plotting 
additional curves, but the labour involved is great. Dr E. W. Geyer has published 
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tables for the construction of these charts (see Bibliography), and has given 
examples on their use. 

The application of the chart to the Otto cycle is shown in Fig. 411, and from 
values obtained from the diagram the ideal thermal efficiency is given by 


Work done on expansion — Work done on compression 
Heat from fuel 


Heat rejected 
Heat from fuel’ 


Internal Energy 



With a compression ratio of 6, and 20 % excess air, the ideal efficiency is found 
to be 0-363 compared with 0-473 for the air standard efficiency. 


Diesel cycle referred to energy entropy diagram. 

The Diesel cycle is shown in Fig. 412, which was constructed by first splitting 
the adiabatic compression into two equivalent operations, constant volume 
heatingl-2', and followed by isothermal compression 2'-2; so that the change in 
0 was zero. 

This gives the temperature Jlj, and locates point 2 on the constant pressure 
curve, which is shown dotted, and is drawn parallel to the constant pressure 
reference curve. 


51-2 
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To obtain through 2", on the energy curve, draw a parallel to the total heat 
axis, and from this set off a horizontal distance equal to the heat released by the 
fuel per mol of products; so as to intersect the energy curve in 3'. A horizontal 
through 3' intersects the dotted constant pressure curve in 3, whilst a vertical 



through 3 intersects the constant volume curve in point 4, and thus completes 
the cycle. A horizontal through 4 ostablishcs the corresponding point 4' on the 
energy curve, and enables the heat rejected to be obtained. 

The thermal efficiency is given by 

^ Heat rejected 
Heat from fuel ’ 

In the case of an engine supplied with 50 % excess air, and having a compression 
ratio of 13-5 to 1, the thermal efficiency from the energy chart is found to be 
42 % compared with an air standard efficiency of 53 %. 


Calculation of the heat input to the products of combustion. 


Before the energy entropy chart can be applied to obtain the ideal eflieieney 
of an actual engine the heat input per mol of cylinder charge must be known. 

In the case of an unscavenged gas engine let c.v. be the higher calorific value, at 
constant volume, per cu. ft. at n.t.p. and be the aspirated volume of gas pei 
stroke also referred to n.t.p. 

The heat input per stroke = x c.v. 


V X C V X Jlf 

Heat input per mol \\r eight of air + gas -h residuafs in lb. per stroke 


■( 1 ) 


where is the equivalent molecular weight of the products. 
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From equation 4, p. 598, charge volume 




, . I vXI 

^-1 J’ 


'I' 273 


By 7 and 8 


[ 358 / 14-7 Jl ' 


/m.S. + 1\ 
358 ) 




when referred to N.T.P. the charge volume beeomes 

(3) 

If is the equivalent molecular weight of the mixture, then the weight of the 
mixture per stroke 

+ 7>^^i73 m 

358 14-7 T/ 

Weight of residuals = x x 

By (4) and (5) total weight of mixture + residuals 

rA Vs ^ M Ti j ^.s Vf'^c Hp ”1 .pv 

V 358 h4-7^ T, ”‘L + ^ 

V 

But — = M.s. the mixture strength. Vg = clearance volume. 

I'o + V, = (M-S. + I)v (7) 

AI = r, 


So from (2) and (10) 


By (9) and (11) in (6) 


.L.hT.\ 

I VsT'J 


= M (^*^'r-l\ 

”'\PcTs 1 

1) in (6) 

T.t^ weight - ... V„ r 1 

— r — 1 


(12) 
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806 

By (12) in (1) 

Heat input per mol = 


c.v. per cu. ft. 


/m.s. + 1\ Jlf„ 

[l 1 

1 358 ) Mj, 

Vv-I 




.(13) 


For an average gas engine operating at fiiU power on town gas c.v. = SOOb.t.u. 
per cu. ft. r = 6, = 860° K., T, = 373° K. p, :== p, and with m.s. = 4. 

^= 1 - 06 . 


Scavenged engine. 

With perfect scavenging v, = 0 and (13) reduces to 

C.V. 

Heat input per mol = ^ 

^ ^ /m.s. + 1 

\ 358 

It should be observed that M.S. refers to the mixture inside the cylinder and not 
that obtained by metering the gas and air. 

The most reliable method of estimating the M.s. is to take a sample of the post 
combustion gases before the exhaust valve opens, although even this sample is 
contaminated with residuals. 



Heat input per mol of products in a petrol engine. 

Imagine the petrol completely vaporised so that the charge behaves as a 
perfect gas. 

^ ^ - Volume of vaporised fuel referred to n.t.p. „ 

Weight of fuel per stroke = Mfib., 

ooo 


where is the molecular weight of the fuel. 

, Volume of air aspirated referred to n.t.p. ,, 
Weight of air per stroke = ^ 


where is the equivalent molecular weight of the air. 


M.s. by weight = 


Vol. of air at n.t.p. 

Vol. of fuel at n.t.p, ^ Mf 


= M.s. by Vol 



Since the charge was regarded as gaseous this value may be inserted in equation 
(13) given above. 
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Heat input per mol of combustion gases for unscavenged engine 

c.Y. of fuel per lb. Mf 


807 


|m.s. by wt.^+lj 




1 + 


MJM„ 




r-l 


To obtain the heat input per lb. of products divide this value by Jfp. 
With perfect scavenging the heat input per mol 

c.v. of fuel per lb. Mf 


|m.s. by wt.^+lj 


if- 


Charge weight and heat input per mol In an unscavenged oil engine. 

Heat input per mol of post- combustion gases 

Weight of fuel injected per stroke x 
~ Weight of air + residuals -h fuel 

From equation (2) (p. 804) charge volume of air referred to N.T.P, 


-—-X — V 

14-7 71 


r-l 


Weight of air K) per stroke = ^ x 


r- 


fX 

fX^ 


L r-l J 


2731), 


if- 


Weight of residuals = x — ^ 

Wr _ P,y,ifpDc(r-l) 






ifpL p.r. J 

Total weight of products = Air + Residuals + Fuel 


By (1) in (2) W = m 


W = W^ + Wj. + Wf = 


1 + M.3. 1 + 


( 1 ) 

(2) 

( 3 ) 
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Let c.v. be the calorific value of the fuel measured at constant pressure, then 
heat input per mul of post-combustion products 


l-fM.S. 


C.V. X 



With perfect scavenging equation (4) reduces to 


..(4) 


c.v.ilfp 
1 + M.S.’ 


Gas turbine cycle referred to energy entropy diagram. 

With turbines it is the pressure ratio in the compressor which is known, not 
the volume ratio, so use is made of equation 5, p. 800, for obtaining Tg from the 
entropy diagram by taking during isentropic compression. 

Tlirough point 2 a curve is drawn parallel to the constant pressure reference 
curve, and through 2 " a line parallel to the total heat axis. From this line set oif 
the heat added by the fuel to locate point 3' on the energy curve. Extend the 
horizontal through 3' to cut the curve in point 3. 



Drop a vertical through 3 to 4 to represent isentropic expansion. An isotherm 
through 4 then locates point 4' on the energy curve, and enables the heat rejected 
to be obtained from this curve. 

The thermal efficiency is given by the equation 

_ Heat rejected 
^ Heat from fuel' 
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Jt will be found that this value does not differ materially from the value ob- 
tained on the assumption of constant specific heat, but the increase of specific 
heat allows more fuel to be burnt for the attainment of the same maximum 
temperature. This in turn results in more power being developed than is predicted 
by exjjressions which disregard variation in specific heat. 


Ex. on Joule Cycle. 

From 500° R. to 2000° R. the specific heat equations given in Table I, p. 709, may be 
represented approximately by the linear relationships: 

= 6-5 + j^for 0 ,; 6-5 + for Nj; '^ + 0^5^01’ H2O and 8 + |J^,for CO2. 

Using these values obtain the ideal efficiency of a Joule cycle in which the pressure 
ratio IS 5 to 1, the temperature limits 500 to 2000° R. 

The analysis of the fuel oil may be taken as 86 % C, 14 % Hg and its calorific value 
18,500 13 .T.u. per lb. 

Comjiare the efficiency and net work done per lb. of air witl the air standard values. 

By volume air contains 79 % of Ng and 21 % of Og, so from p. 32 the volumetric heat 
of air is given by / T \ / T \ 

iC,.0.70(06+j,3j + 0.2l(G.0 + j^„), 

(*'^ + 1247 )’ 

(■' 

[•2' fV 1 

- “■'“”8-Soo+1247l’'-“"> 

It is unnecessary to plot these curves since the temperature at the end of compression 

0 _4 

may be estimated from the equation — 500(5)1-4 = 793°i?. A better value may be 
obtained by trial and error from the equation for isentropic expansion, see p. 800. 

1-985 log,5 = e-Slog.^+TT^CJ’-SOO). 


The equation is almost satisfied with T = 783. 

Compression work = + 783 — 3350 = 1985 b.t.u. per mol. 

To obtain of the products we must know the air/fuel ratio, and this may be estimated 

as follows: 

Heat released by the combustion of a; lb. of fuel per mol of air 

[ 7^2 -12000 

• X = = 0-501. 

18.500 
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Equivalent molecular weight of air = 28-97, 

. _ , 29-97 

. . air fuel ratio ^ ^ = 58. 

The products of combustion from lib. of fuel and 581b. of air are; 



lb. 

Ib./M. 

% volume 

CO, 

3-15 

0-0716 

3-50 

H,0 

1-26 

0-0700 

3-42 

0. 

9-92 

0-3100 

15-13 

N. 

44-66 

68-99 

1- 5944 

2- 0460 

78-00 

100-05 


The specific heat of the post combustion products is given by: 


Kj, = 0-035 


(b.. 




E = 6-5694r+ 


+ 0-78 

rpi 

26^' 




1333/ 


6-5684+ 


T 

1333’ 


0,. [6-5684 log. 


(3) 

(4) 


To check the accuracy of the estimated heat release we have heat absorbed by 

[ ^2 -12000 

6-5684T + - — = 9320, which agrees well with the previous 

2d6u J783 

figure where air was assumed to be the working fluid. 

To estimate the temperature at the end of isentropic expansion the average for 

9320 

the temperature range in the combustion chamber = 2^0 — 7^ ~ 7-666. 

^ 64181 

S’! 1320' R. 

5r35 

The exact value of is given by 

-l'9851og,6 = 6'56841og,^p + j^(r*-2000). 


0-4351- 


T, 


= 1 

1000x8-77 ^^'’lOOO' 


The equation is almost satisfied when = 1328° R. which may be checked by the 
same method as it was estimated. 

Total work done on expansion cycle per mol of air supplied 


58 


[ rpi -12000 


= 5350B.T.U. 


Total work done in compression per mol of air = 19S5B.T.n. 
Network *3365b.t.u. 
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Alternatively net work done = Heat supplied by fuel + heat from atmosphere — Heat 
rejected to atmosphere. Per mol of air supplied this becomes; 

|?«9320 + 3350-|x 1328 [65684+^] = 3370..I.ir. 


Thermal efficiency = 


3.370 

^x9320 

UO 


= 0-355. 


K-l 


The A.s.E. = 1 - ^ =0-369. 

59 

Work done per mol of air supplied = 9320 x ^ x 0*369 = 3500b.t.ij. 

os 

This problem could have been solved more easily by the method given on p. 79B, since 
the equations are more tractable. 


EXAMPLES 

Explosion vessel. (B.Sc. 1941) 

(1) An explosion vessel is charged with a mixture of CO and air in the chemically 
correct proportions for combustion, the pressure and temperature being 50 lb. per sq. in. 
and 100° C. 

The mean molecular specific heat of CO 2 and of diatomic gases between 100° C. 
and t"* C. are as follows: 


c. 

1500 

2000 

2500 

3000 

3500 

for COa 

10-08 

10-6 

10-83 

11-0 

11-1 

for diatomics 

5-5 

6-75 

6-0 

6-3 

e-66 


The calorific value of CO is 68,300 c.h.u. per lb. molecule. Estimate, from an internal 
energy temperature curve, the maximum temperature which should be reached after 
combustion is completed, and deduce the corresponding maximum pressure. 

Why would you expect the values of temperature and pressure actually recorded to 
be lower than your results! And. 3060° C.; 380 lb. per sq. in. 

Diesel Engine. (B.Sc. 1942) 

(2) In a Diesel engine combustion is assumed to begin at the inner dead centre, and 
to be at constant pressure. The air/fuel ratio is 28:1, the calorific value of the fuel is 
10,000 c.H.TT. per lb., and the specific heat of the products of combustion is given by 

C^ = 0*17 +4*5 xl0-^r°K. 

If the compression ratio is 14:1, and the temperature at the end of compression 
800° K., find at what percentage of the stroke combustion is completed. Ana. 10*92. 

Adiabatic expansion 

(3) Show that if (7^ = and (7„ = the adiabatic expansion of the gas 

is represented by = C- 
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Ideal efficiency of gas engine. 

(4) A gas engine having a compression ratio of 5 to 1 is supplied with gas of calorifir 
value 500 B.T.u. per cu. ft. at n.t.p., the air/gas ratio being 8:1 and the condition at 
the end of the suction stroke 100° C. and 14-7 lb. per sq. in. 

The adiabatic index of compression = 1-38. Contraction on combustion 3 %; true 
Ky of the products of combustion 5'25 + 0 0012^° C. 

Obtain the maximum temperature and pressure, the work done per cu. ft. of charge, 
the ideal efficiency, and the A.s.e. 

Ans. 2095° C.; 453 lb. per sq. in.; 16,870 ft. lb.; 0-39; 0-475 


Jet Engine. 

A jet engine is to produce a thrust of 750 lb. to maintain a speed of 500m.p.h. nt 
50,000 ft. altitude where the pressure is 1-677 lb. per sq. in. and the temperature 
216-5° K. 

After auto- compression in the intake the compressor quadruples the entry pressure 

T 

of the air, for A\hich Ap may be taken as 6-615+ — (where Tisin °K.);fucl of calorific 

I 80 

value 10,600 c.ti.tj. per lb. produces a maximum temperature of 700° C. 

Neglecting all losses, and taking the axial velocity through the compressor and 
turbine as 200 f.p.s. calculate: the pressure at entry to the compressor, the air/fui-l 
rntio, the exit velocity, temperature and area of the jet, the mass flow of air per second, 
the power developed by the turbine, the power developed by the engine and the specific 
fuel consumption in lb. per hr. per lb. thrust. 

Am. 2-39 lb. per sq.in.; 64:1; 2444f.p.s.; 354°C.; l-415sq.ft.; 13-79 lb.; 983; 1000, 
1-032. 
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B.Sc. 1945, Volume of air receiver. 


A single-acting air compressor is connected to a receiver which feeds a pipe- 
line. The compressor, which runs at 300 r.p.m., has a stroke volume of 2-5 cu. ft. 
and takes in its charge at 13 lb. per sq. in. and S0°F., com])ression fallowing 
pv^’- --= constant. 

Assuming that the piston has simple harmonic motion and that the tempera- 
ture in the receiver remains constant at 70° F., while the mass of air per sec. 
j)as^iii!i: from the receiver to the pipe-line is constant, fiiul the iiccL^sary volume 
t)l receiver, if the pressure is to be kept within the limits of 78 and 82 lb. per sq. in. 
X[‘glect the clt^arancc volume of the com])ressor. 

Lcl r be the volume of the receiver and be the weight of air contained in it 
at tlic commencement of the delivery stroke and 11^ at the end, then 


78 X 144x7= W; 7^530. (1) 

82 X 144 X 7 = ir27Jx530, (2) 


iq/ir. = 78/82. (3) 

Tr,-TFi = excess of delivery into the receiver over the discharge from it. 

Delivery into receiver per stroke = — ^ "lb. 


, . ]3xU4x 2-5x 300„ 

Hate ol discharge from receiver = „ . lb. sec. 

7i‘ X 5 to X 00 

To obtain the time of the delivery stroke let r be the crank radius, and oj be 
iLs angular velocity; then the fraction of the stroke occupied by delivery 

1 

1— cosoj^ ^ 

27t X 300 , 

ta = — — — IOtt. 

(iO 

whence t = 0-0314 sec. 

Weight accumulated in the reeeh er during delivery stroke 

= Tr,-Tr, = ' '’[1-5 X 0-0314]. 

2 "1 iJx 540 '■ ■' 


By (3) in (4) 
By (5) ill (2) 


1 3 X 144 X 2-5 
-7^x 540- 


F = 


13 X 144 X 2-5 X 0-843 x It x 5 30 x 82 
yi^540x^xl44xlt 


■W 

.( 5 ) 


Volume of receiver = 6-72 cu. ft. 
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Charging the starting air bottle of a Diesel Engine. 

The capacity of the starting air bottle of a Diesel engine was 22 cu. ft. and to 
permit of internal inspection the air was blown to waste. Determine the number 
of air cylinders, each containing 150 cu. ft. of free air, if charged to 1500 lb. per 
sq. in. gauge that are required to recharge the bottle to 1000 lb. per sq. in. gauge. 
Take the temperature in the bottle the same as in the air cylinders and atmospheric 
pressure as 15 lb. per sq. in. 

LetpiViT be the state of the air in the cylinders, pg '*^ 2 ^ state in the bottle, 

prior to coupling the cylinder, and be the common pressure after coupling. 


p^v^ = w^RT. (1) 

p^v^ = w^RT, (2) 

After coupling + ^^ 2 ) = [w^ + w^RT, (3) 


By (1) and (2) in (3) 


p9 = 1 

1^1 + ^2 + 


When the second bottle is coupled up p^ is replaced by pg and p^ by p^ giving 


Pl'^l . P3'^2 

tp = 1 _ 


By (4) in (5) ^p^ v, + 1 ), (i;^ + v^f (i;i + ’ 

In general after the application of n bottles 


„ Px‘»i . ■ I ^ /_^V 

Vi + Va (Vi + (vi + v^Y' + vj 


1 . rl^— l\fh term v™ « x ^ 

Ratio ot hr= — -I, ^ = — = Constant, 

\iV^- 2/th term + 


BO, with the exception of the last term, the series is in geometrical progression, 
and on summation gives 



Whence 


n = 



To obtain 


Appendix 
150 X 15 = 1500^1 

Vj = 1-5 and = 22. 


815 


log| 

a5oo-iooo\ 

^ 1500-15 } 

log| 

22 ^ 

1 

ll-5 + 22j 


n = 16-5, i.e. 17 bottles and at the normal price of is. 6d. the trotal cost of 
recharging is £3. 16^. 6d. 


B.Sc. 1945. Variable specific heats. 

Derive the formula = constant for the adiabatic expansion of a gas, 

\fCp = a + ST and = b-\- ST where a, b and S are constants and T is in ° F. abs. 

Find the work done if a quantity of gas weighing 2 lb. ard originally occupying 
2 cu. ft. at 600 lb. per sq. in. expands adiabatically until its temperature is 
500° F., given that a = 0-227, b = 0-157 and 8 = 0-000026, 

For an adiabatic operation 

0 = ^+{b + ST)dT. (1) 


pv, = BT. 

Differentiating (2) with respect to v. 


•( 2 ) 


By (2) and (3) in (1) 


dp jjdT 

^ P L 

Multiply through by iZ = (G^ — CJJ = {a-b)J giving 

0 , 

a— + b—+^(pdv,+v,dp) = o. 
V, p R 

pdVg+Vgdp = d(pv^). 


(3) 


(4) 


But 
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Making this substitution and integrating 

a logj Vg + 6 log,p + ^pv, + C = 0. 


tS 

log,ph^ = -^pv,-C. 

= e ^ 

Con&tant. 


To eliminate p write 


RT 

p = . 

IRTV^ 

— -j = Constant- 

Constant. 


Work done on adiabatic expansion = — The change in internal energy. 

/'DGO 

= -2 (h + ST)dT. 

T , m 000x 144x2 

Initial temperature T = — = - — =158^. 


Work done 


0-000025Tni"^7 

= 2 0 157T + 

- Juco 


= 236-7 B.T.u. 


Mixing of gases. 

One cu. ft. of air at atmospheric pressure and 278° C. is mixed with 4 cu. ft. 
of air at the same pressure but 27° C., the total volume remaining unaltered. 

Neglecting losses show that the resulting temperature is 58° C., and that the 
pressure increases by about 0 3 %. 

= 4-5 + 0 001T°C. M = 28-85. 


Since refers to 1 mol of air the actual volumes must be expressed as fraction 

of a mol thus: 

1 X 273 

Volume of high temperature air reduced to n.t.p. = 


4 X 273 

for the low temperature air — - — = 3-64 cu. ft. 

uUU 


551 


= 0-496 cu. ft. and 


On mixing the total heat of the air remains unchanged. Initial total heat 


0-496 


i; 


(6-485 + 0 001T)dr + 


^C4 
“358 J, 


(6-485 + O-OOIT) dT. 


Final total heat = 


O' 496 + 3-64 


-j: 


(6-485 + 0-001T) dr. 


358 



Appendix 

Integrating and equating the energies gives 

T2 + 12,9707-4,395,000 = 0. 

This equation is almost satisfied by T = 331, i.e. 58° C. 

rpi • • u wRT 

ine pressure is given by p = , 

Percentage increase in pressure = 


5 1 


u\R X 551 


100 . 


4x551 ^ ^ 

— = — Percentage increase -0-3. 
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300 


B.Sc. 1943. Closed vessel experiment. 

A mixture of Hg and Og in the proportions by weight 1 : 24 was placed in a 
closed vessel fitted with an observation window. 

The mixture was ignited and afterwards allowed to cool very slowly, and it was 
observed that the first sign of condensation occurred first after the temperature 
passed below 141° C. 

Calculate the total pressure in the vessel at temperatures of 141, 100 and 

75 ^ 0 . 

Find what proportion of HgO is in liquid form at 76° C. 

R for Hg = 1390 ft. lb. per lb. per ° C. 

Foi the proportions given the reaction equation will be 

2H2 + 302 = 2Hg0 + 202. (1) 

4 96 36 64 


From p. 20 mi Partial pressure 

Total pressure = %Vol. of gas/lTo’ 

Partial pressure of steam at 141° C. = 54 lb. per sq. in. and the percentage by 
volume may be obtained from the coefficients on the r.h.s. of equation (1) as 50%. 
Hence if steam obeys the gas laws the 


Total pressure at 141 




■nr»¥* □ n 




64 X 100 


1081b. per sq. in. 


To allow for the actual jiroperties of the steam the proportions of steam to 
Og by weight are 9:16. 


3z 


WH E 
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Volume displaced by 9 lb. of dry saturated steam at 141° C. = 9 x 7'922 cu. ft., 
and this volume is shared by the oxygen, the partial pressure of which may be 
computed from pv = wRT. 


„ 2x1390 

* 3 ^ 


Partial pressure of 0^ 


16 X 2 X 1390 X 414 
32x 9x7-922 X 144 


= 56-1 lb. per sq. in. 


Partial pressure of steam = 54-0 

Total pressure = 110-1 


56*1 X 373 

Partial pressure of 0^ at 100° C. = — = 50-5 

Partial pressure of steam at 100° C. =14-7 

Total pressure = 65-2 lb. per sq. in. 


Partial pressure of O 2 at 75° = 


56 1 x348 

ili 


47-1 


Partial pressure of steam at 75® =5-6 

Total pressure = 52-7 Ib. per sq. in. 


Specific volume of steam at 75° is 66*12 cu. ft., and since this must be contained 
in the space originally occupied by steam of specific volume 7*922 cu. ft. per lb. 

7*922 

the dryness fraction at 75° C. = -;r 77 ; = 0-1198. 

6u*12 

Hence the weight of liquid per lb. of mixture = 0 - 8802 . 

As a check regard the steam as a perfect gas. Initially PiV^ = WiRTi, Aftei 
condensation p^Vi = w^Rl\, 

Proportion of steam condensed = ^ ^ 


P2?i , 5-6x414 

PxT^ 54x348 


0 8765 . 


£x. in partial pressures.* 

Show that the constant R per lb. of gas in the lawjjv = RT is inversely proportional 
to the molecular weight, and that in a mixture of two gases 

Pi ^ 
p 

where Jfi and Jlfg are the molecular weights of each constituent, ti7i and their weights, 
P 2 i^ the partial pressure and p^ the total pressure. 

In distilling oil steam is blown in and the outlet from the still runs 10 % water and 
90 % oil by weight, the process being carried out at atmospheric pressure. If the boiling 


* Examples in Heat and Heat Engines. FeeL Cambridge University Press. 
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j)nint of the oil is 270° C. at normal atmospheric pressure and is lowered uniformly 
C. for each lb. per sq. in. fall in pressure show that distillation occurs at 238° C,, 
assuming the vapours behave as perfect gases. M for oil = 212 and for steam IS. 
Total pressure = = p. 

wR^T 

- Pi ^ ^ 

P Pi-^P2 '^iR\T ^ w^R^-\ w^R^' 


But 


V 

R = 


V 

2780 

M " 




J^i. 

14-7 


09x18 

0-9x'l8 + 01x212 


0-433, 


= 6-3C6. 


Fall in pressure = 14*7 — 6-366 = 8-334. 

Distillation temperature = (270 — 8-334x3*8) = 238° C. 


Partial pressures and diffusion.* 

A mixture of gases contains w^W), of a gas having constant i?i, lb. of gas 
having a gas constant and so on. Assuming Dalton’s Law, show that R for 
the mixture is 

••• 

A rigid closed vessel of 1 cu. ft. capacity contains, separated from each other by 
a thin partition, 0-21 cu. ft. of oxygen, and 0-79 cu. ft. of nitrogen, each gas 
being at 14*7 lb. per sq. in. and 15° C. The partition is removed without escape 
of gas, and inter-dilfusion of gases takes place. Show that if no heat is supplied 
to or withdrawn from the gases, when diffusion is complete the pressure and 
temperature of the gases will bo the same as those of the gases before mixing. 

Find the gain in 7=1-4. 

By Dalton’s Law p=Pi-^Pz-^P^ (1) 

In general p = • (2) 

T and v are common to all the gases in the mixture, hence by (2) in (1) 

wR = WiRi-\-w^R 2 + w^R^. (3) 

• Examples in Heat and Heat Engines, Pool. Cambridge University Press. 


5Z-2 
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But «; = Wi+m ’2 + m’3-” 


^ WiRi+w^R^+w ^Bj 

~ Wl + Wg + Wj 

Before mixing pi(0-21v) = and pi(0-79v) = Adding these 

\raJues together 

PlV = (WiJti + W2Ji2)J[. ( 5 ) 

By (4) for the mixture 




( 6 ) 


Partial pressure of Og after mixing = 0-21 
Partial pressure of Ng after mixing = 0-79pi 

Total pressure = (0-21 + 0-79) = pi 


and this is the same as the initial pressure of the individual gases before 
mixing. 

Substituting this value in (G), and comparing with (6) it will be seen that 

Ti = T. 

Vo 

Change in ^ = -rlog^— + C!„loggr 2 /^i> where the subscript (1) refers to the 

1/ V-^ 

initial condition, and (2) to the condition after mixing. 


Change in for 0^ = 
Change in j4 for 


M)l 


273 0'21 




273 0-79 

'288 ^ “3^ ^ 


28. 


R, 


2780 


i?2 = 


2780 


Total change in 0 = 


21 

358x288 



0-79 log, 



= 0 0027. 


Lond. B.Sc. 1942. 

The percentage analysis by volume of the gas supplied to a gas engine w^as: 
CH 4 19-5, CsHb 1-6, CO 18 0, Hg 44-4, Og 0-4, 131, CO^ 3 and the dry exhaust 

gas analysis was COg 9-4, Og G-0, Ng 84-5. 

Estimate the air/gas ratio by volume on the basis of (a) the Ng balance, and 
(6) the O 2 balance, and find the percentage of excess air supplied. 
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Combustion of lOOou.ft. 


Cunsli- 

tueiit 

% by 

vul. 

CnmbustiDii oqt. 

0 , 

reqd. 

VdI. 

H.O 

:)f prod. 

CO 2 

— 

CH* 

lD-5 

CH, + 20, = CO, + 2 H ,0 

3!) 

— 

19-5 

— 

C 3 TIB 

1-6 

2 CjH 5 + UO 3 = eco, + 6 H ,0 

7-2 

— 

4-8 

— 

CO 

18-0 

2 CO + 0, = 2COj 

9-0 

— 

18-0 



H, 

44-4 

2H, + 0, = 2H,0 

22-2 

— 

— 

— 

0 , 

0-4 


— 

— 

— 

— 

Nz 

13-1 

— 

— 

— 

-- 

13- 1 

CO, 

3-0 

— 

— 

— 

3-0 1 

— 


lUO-O 77-4 45-3 

_0-4 

Og roqd. = 77*0 


Ng as^onialrd with air supply = x 77 = 2^0 

Na in gas = l.'M 

Total Ng in exhaust = 303- 1 


N 2 + CO 2 in minimum product = 348-4 = 
348-4 X 6-0 


21 - 0 , 


( 21 - 6 - 0 ) 


= 139 3 


Minimum air = 77 x— - = 366-6 
21 

Total air supplied = 505-9 
Air/gas ratio = 5*059 to 1. 


On the Ng basis. 

%N 2 in exhaust gas = 


Volume of Ng in exhaust 


minimum product + ‘ 

Volume of Ng = Ng in combustible gas + Ng in minimum air + No in excess air. 
Ng in gas + 0-79 X minimum air-hO- 


%N2=(^ 

%N2 




>79 


X 100 


joo + “ gas + 0-79 rainunum air + 0- 70 

0/ N. 

minimum air - ' v^^,. 


^ gas + 0-79 mi 
(Ng in gas + 0-79 X minimum air) x 100- 


(%N2-79) 

30310- 84-5 X 348-4 _ 870 
84-5-79 ^ 

: 15B cu. ft. 

Air gas ratio = 5-22 to 1. 
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Nj in air supply = 0-79 x 505-9 = 399-4 
N, in gas supply =13-1 % 

Total N,, = 412-5 84-8 

O 2 in excess air 0-21 x 139-3 = 29-3 6-0 

COj in exhaust gas = 45-3 9-3 

487-1 100-1 


Calculation on GOj basis. 


%CO. = nT::; 


CO 2 in product 


= 


Minimum product + Excess air 
CO 2 in product x 100 


xlOO, 


%C02 
45-3 X 100 


— minimum product 


9-4 


-348*4= 134*2. 


Air to gas ratio = 6*0 to 1, 

The value computed on Ng will be the least reliable as denominator involves a 
fairly small difference. 


Ex. Show that for a fuel rich in carbon a linear relation exists between the COg content 
and the Og content of the flue gas. 

The maximum % CO^ = 50^ p. 510. 

Actual % COa = CO2 in gas 


For a fuel rich in carbon the CO2 maximum replaces the O2 in the air, therefore, 
is equal to the minimum air whence 


By ( 2 ) in ( 1 ) 


maximum % COg _ actual air 
actual % CO2 ~ minimum air’ 


But % Og = 


21 ^,, 

^inp~^^ea 


21 -% 0 .- 


maximum % CO^ ^ 
actual %CO, ^21 — ”/(,Oa’ 


Actual %C 02 = 


% COj maximum 

n 


( 21 -% 0 .). 


( 1 ) 

( 2 ) 


This relation is useful for checking the gas analysis from a fuel rich in carbon. 
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B.Sc. 1942. Calorific values of benzene. 

Explain carefully why the calorific value of a fuel measured in a constant 
volume bomb calorimeter may differ from the calorific value realised on burning 
the fuel at constant pressure, the initial and final temperatures being the same 
in both cases. 

The combustion of 1 lb. -molecule of liquid benzene at constant volume and 
18° C. is represented by the equation; 

C 6 HB(liq.) + 7-5 02 = 6 C 02 + 3 H 20 (liq.) + 780,000 c.H.u. 


The latent heats of benzene and steam at constant pressure and 18°C. are 
8138 and 10,500 C.H.U. per lb. -mol respectively. 

Determine the heat of combustion of benzene at 18° C. under the following 
conditions; 


(i) CBHB(vap.) + 7-502 

(ii) CaH8(vap.) + 7-502 

(iii) C.H.(liq.) + 7-502 

(iv) C|jHB(vap.) + 7-502 


6C02+3H20(Uq.) 1 

6 CO 2 + 3H20(vap.) J 

6C02+3H20(liq.) 1 
6CO2 + 3H20(vap.) j 


at constant volume, 
at constant pressure. 


See p. 539. 

Latent heat of steam per lb. mol ■= 10,500 

14.7 X 144 291 

Pressure energy at 18° C. = — ^ 2^ ^ 

Internal latent heat = 0922 


Latent heat of benzene 
Pressure energy at 18° C. 
Internal latent heat 


= 8138 
= 578 

= 75G0 


Case 1. 

Calorific value = 780,000 + 7560 = 787,560. 

Case 2. 

Here the calorific value is reduced by the presence of 3 mols of steam 


= 78,756 - 3 X 9922 = 757,794 C.H.U. 

Case 3. 

At constant pressure the change in volume = 6 — 7-5 = — 1-5. Hence from p. 539 
780,000 = - 1-5 X 1-985(273+18) + c.v. at (7^. 
c.v. at constant pressure = 780,867. 
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Chanf];c in volume = D — 8-5 = 0-5 

c.v. at constant pressure = (\v. at constant volume — 1- 985^7 

= 757,794- 1-985 X 0-5x291 
= 757,505. 

B.Sc. 1942. Charge temperature in aero-engine. 

An aero engine of compression ratio 7 :1 operates at an inrluctinn pipe pressure 
of 17-2 lb. per sq. in. and at an exhaust back pressure of 9-3 lb. per sq. in. The 
charge temperature, after picking up heat from the induction system but before 
mixing with the exhaust residuals, is 87° C., and the exhaust temperature is 
850° C. Assuming the inlet valve to remain open during the mixing of fresh 
charge and resitluals, and scavenge to be negligible, show that the mixture 
temperature at the beginning of coinj)ression is about 111° C., and estimate the 
ratio of llie mass of ri^siduals to fresh charge. Take the ratio of the speeiiic heat 
(k'j,) of residuals to that of fresh charge as 1-2, and assume E to be the same for 
both g:i«es. 

Iroiii p. 593 = — = . fll 

^ ' 17-2(850 + 273) 2080 ^ ^ 


Charge volume = V + v„— ^ 


To obtain equate the heat lost by the residuals to the heat gained by the charge 
Wj / ' ( 1 123 - TJ = wfiAT, - 360) (3) 


13y (1). (2) and (4) in (3) 




Ml 2080 




= 1 - 2 . 


2080 / T \ 

By (0) in (5) = 

This equation is satisfied by T, = (111 + 273). Taking the density of the 
residuals the same as of the fresh charge the mass ratio is given by 


9-3iv X 383 
1*7-2 X 1123 
9^3 38j 

=“i7.2^^cX iiYa 



Apptndix 825 

fJ.Sc. 1942. Supercharging a petrol engine. 

In wliat circumatancea ia it juatifiable to assume the indicated horsepower of 
a petrol engine to be proportional to its air consumption? 

An unaupercharged engine develops a gross l.M.E.P. of 145 lb. per sq. in. when 
niiiniug on a mixture strength 20 % richer than chemically correct, the pumping 
I M.E.P. being 5 lb. per sq. in. The charge pressure and temperature at the 
l)( ginning of compression are estimated to be 13*7 lb. per sq. in. and 100° C. 
I’L spcctively, and the mean pressure during the induction strol^c is 13 lb. per sq. in. 

When supercharged by a blower of adiabatic efficiency 70 %, the charge after 
delivery by the blower has its temperature raised 50° C. during its entry to the 
rvlinders, and suffers a pressure drop of 1 lb. per sq. in., the cliargo pressure in 
the cylinders being maintained at 20*7 lb. per sq. in. during the induction stroke. 

Estimate the percentage increase in the net l.M.E.P. due to supercharging. 
Xeglcict the effect of residuals, assume atmospheric conditions of 14-7 lb. per sq. 
in. and 15° C., and take y = 1-40. 

When the mixture is rich, since then all the air should be burnt. 


Charge weight unsupercharged = . 

HI 2 

p 1 ' i> 

Charge weight suT)crcharged = 

III 2 

The ratio of the charge weights will be the ratio of the gross l.M.E.P ’s. 


20-7 x 373 
~13-‘7Tr“ 


To obtain TJ* temperature on delivery from the supercharger must be 
estimated from o 4 


Va = 0-7 = 


TJ2iiS-l 


.•.ra = 330-5 and T' = 33G-5 + 50 = 380-5. 


Ratio of i.M.E.r. = 


20-7 373 

3^ 


1-458. 


Cross l.M.E.P. supercharged = 1-458 x 145 = 211-4, and from this must be 
subtracted the pumping l.M.E.P. which is 5 lb. per sq. in. for the unsuj)crcharged 
and —(20-7 — 14-7) for the supercharged. Nothing is said about the method of 
driving the supercharger so this cannot be allowed for. 


Net l.M.E.P. supercharged = 211-4 + 6 = 217-4 
Net l.M.E.P. unsupercharged = 145-5 = 140-0 


Increase in i.m.e.p. 

77-4 X 100 

Percentage increase = — ^ — 


77-4 

55-3 
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To show that supeicharging improves the mechanical efficiency of the engine 


(b h p ) 

For normally aspirated engines V' ' ‘ ^ ^ . 

For supercharged engines ^ 

^ ^ ^ (B.H.P.)a+(F.H.P.), 

F.H.P. 1—^7 


B.H.P. 




The friction of film lubricated bearings is independent of the load on them, 
hence F.H.P, will be the same for both engines whence 


Vs 


1 

^-Vn \ (B.H.P.)^ ^ 
/(B.II.P.), 


With 7 /^ = 0-75 and (B.n.p.)a = 1-6(b.h.p.)^, = 0*818. 

Actually this would not be realised owing to the heavier piston friction in a 
supercharged engine. 


Charts of refrigerants.* 

The Institution of Mechanical Engineers now publishes charts in which the 
various properties of refrigerants are plotted to pressure and total heat co- 



ordinates. This plot has the advantage of simplifying the cycle, and as a further 
simplification the total heat at 0° C. is taken as 100 C.H.U,, and the corresponding 
value of 0 unity. The example from p. 304 is referred to the new chart in Fig. 414. 
* See also example "Charging a refrigerator", p. 849. 
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Total heat at a 
Total heat at e 
Heat extracted per lb. of CO, 

Circulation of fluid 

Heat added to refrigerant per lb. as 
the result of work done on it 


Heat rejected per lb. of CO, 

16-3 

Heat rejected per sec. = 55-83 x-— 


= 143-7 
= 99-8 


= 43-9 
716 

= = 16-3 lb. per min. 

4ij' 


194-3 

16-3 


11-93 


= 143-7 
H^= 155-63 
99-8 
= 55-83 


- 15-17 C.H.U. 


Triple expansion marine engine. 

Patterns are available for a marine engine having cylinders 23-38-65 x 42 in. 
stroke. 

It is estimated that 1600 i.n.P. will have to be developed by this engine when 
revolving at 62 r.p.m., and when supplied with steam at 220 lb. per sq. in. gauge. 

Overall diagram factor with zero back pressure on l.p. 0-552; reduction in 
this factor due to bleeding 6 %. 

Determine the back pressure in each cylinder and the power developed by each. 


Overall ratio of expansion. 

Equations (1) and (2) (p. 258) are sufficient to determine the overall expansion 
ratio R thus: 


I.H.P. = 1600 = (M.E.P.)g 


TTX 65^x42x2x62 
4x 12x33,000 “ 


H.P. cut off. 


/. (m.E.P.)p = 36-7 lb. per sq. in. 

36-7 = 0-552 X 0-94 x 235 j 

R = 11 - 45 . 

Volume of l.p. _ — 11 45 

~ Cut-off volume of h.p. \23/ 

Expansion ratio of h.p. = rap. = 1-437. 

1 

1-437 


Cut OS’ = 


-0 7 . 
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Back pressure and power developed by the H.P. 

A diagram factor of 0-788 is general for the h.p. cylinder of an engine of this 
type 

, , , 7r X 23* X 42 X 2 X 62 

(■•H P )" ' - (”■“■)-■ 4 X 1-2 JSWOO- 

(M.E.r.)j,p = 0-183 (i.ii.p.)hj. 

0-183(i.h.p.)hp = [^235 X 0-7 0-788. 

p, = 223-l-0-2322(T.ir.P.)H.P.. (1) 

A further equation connecting the power developed by the n.P. and the back 
pressure obtained from a consideration of the power developed by the 

combined I.P. and l.p. cylinders, thus 


is given by 


M.E.p. of I.P. and L.p. referred to the l.p. 

^ , ,71 X 65^ X 42 X 2 X 62 

1COO-(I.H.P.)„,. = 43-58(m.e.p.). 


M. 


( 2 ) 

j.E.P. = Diagram factor ^^(1 +loger 2 )-j)[,J . (3) 

The diagram factor may be taken as 0-57 whenp;, is regarded as zero, and with 

( 05\ 2 I 

ss) 0^ ^ ^ 

By (1) in (3) 

M.E.p. = 0-57|^{223-l-0-2322(i.H.P.)Hj}j^^^'^— jj. 

Substituting this value in equation (2). 

1600- (i.h.p.)hj. = 43-58 X 0-57(223-1 - 0-2322(i.h.p.)hjJ 0-0485. 

(i.h.p.)h,. = 603. 

Substituting this value in equation (1) gives 

P 2 = 83-1 lb. per sq. in. abs. 

Back pressure and power developed by I.P. 

nx 38*x 42 x 2x 62 


(l.H.P.),p,= (m.e.p.)l,. X - 


4x12x33,000 


-W 


(i.H.P.),j. = 14'92 (m.b.p.)u,_. 
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Taking the i.P. cut-off as 0-52, diagram factor 0-64 and back pressure p, 

(M.E.P.),.p. = 0-64 1^83-1 X 0-52 |l log.^j -Pa] (6) 

By (4) in (5). 0 1047(i.n.r.)x.r. = 71-5 -Pa- (6) 


A further equation connecting the power developed by the i.p,, and the back 
j>rcssure pj may be obtained from a consideration of the power developed by 
the L.P., thus: 


L.P. horse power = 1600 — 603 — (i.h.p.),^ = 997 — (i.h.p.)„.. 

, 77x652x42x2x62 

997 -(r.H.r.)„.-(M...r.).. ,, .a, 33.000 ■ 

997 - (I.II.P.)„ = 43-58(m.E.P.)i,,_. 


(7) 


For simplicity regard as zero then the appropriate diagram factor for the 
L.P. = 0-614 with cut-off 0-55. 

(M.E.P.)i,.p.= O-Ouj^PaX 0-55 ^1-1- log, = 0-54pa (8) 

By (6) in (8), (m.e.p.)i,.p. = 0-54L71-5-0 1047(i.h.p.),p.]. (9) 

By (9) in (7), 

997 - (i.ii.P.),p. = 43-58 x 0-54[71-5 - 0-1 047(i.H.P.),p] 


(T.H.P.)xr. = 468. 

Rubstituting this value in (G) p;ives ^3 = 22-5 lb. per sq. in. abs. 

Tower developed by L.r. = [)G7 — 468 = 529. 

To secure a better balance of power the i.P. cut-off should be made earlier. 

This, however, creates difficidties if the conventional Stephenson Valve Clear 
is to be used. A better solution is to reduce the size of the h.p. cylinder and to 
increase the ii.p. cut-off, which would thus ensure a higher pressure in the i.p. 
receiver. 

Itc-working the problem with an n.P. bore of 2Hin. and cut-off 0-8, the powers 
become h.p. 532, i.p. 495, l.p. 573. 

The excess power of the l.p. is desirable, since this cylinder usually drives 
the pumps. 


Reheated reciprocating marine engine. 

A triple expansion marine engine ha\ing cylinder sizes 23-5, 38, 65x45 in. 
stroke was fitted with a reheater on the h.p. exhaust as shown in Fig. 415. 

The following results were obtained during a trial: 

Boiler pressure 230 lb. per sq. in. abs., temperature 750° P. 

Steam pressure at stop valve, 227 lb. per sq. in., temperature, 635° F. 
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Fig. 41 
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Steam pressure in H.P. chest, 222 lb. per sq. in., temperature, 620° F, 
Steam pressure in M.p. chest, 72 lb. per sq. in., temperature, 560° F. 

Steam pressure in L.P. chest, 21 lb. per sq. in., temperature, 338° F. 

Steam pressure in l.p. exhaust, 2 lb. per sq. in. 

Horse power developed by each cylinder, H.P. 550, l.P. 600, L.P. 650. 

Steam consumption for main engines and bleeding 18,000 lb. per hr., pressure 
drop through reheater 51b. per sq. in., bleed 1400 lb. per hr., dryness fraction of 
L.P. exhaust 0*97. 

Show the steam cycle on a chart, and obtain the efficiency ratio of each 
c}liiuler. 

Heat equivalent of work done in the n.P. cyUndcr per lb. of steam flowing 


550x33,000x60 
~778x 18,000~ 


77-Bb.t.u. 


Adiabatic heat drop for h.p. = 106 b.t.f. 


77*8 

Efficiency ratio = - 

106 


= 0 734. 


cd = 77*8 B.T.TJ., and the vertical projection of de represents the radiation loss. 

Heat given up by the H.P. steam in the rehcatcr between points a and f) = 60 b .t.u. 
and, neglecting radiation, this is available for reheating the H.P. exhaust. 

18,000 X 60 = 16,600 x Heat gained per lb. 

/. Heat gained per lb, of steam = 65 b.t.u. 

This heat is set up vertically from point e to locate point / on the appropriate 
pressure line. 

Heat equivalent of work done in the I.P. cylinder per lb, of steam flowing 

600 x 33,000 X 60 _ ^ 

778 X 16,600 

Adiabatic heat drop for I.P. = 120 b.t.tt, 

92-2 

Efficiency ratio = = 0-768. 

fg is set off to represent 92*2, and point h located from the test data. 

Heat equivalent of work done in l.p. cylinder per lb. of steam flowing 


X 92-2 = 99-8. 

600 


Adiabatic heat drop for l.p. = 163 

99*8 

Efficiency ratio of l.p. = = 0-612. 
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Regenerative feed heating employed on a triple expansion marine engine. 

In 1910 U. B. Morison suggested the use of the exhaust steam from tlir* 
auxiliary engines, and the leak-off from the evaporator for increasing the tern 
perature of the feed with a corresponding increase in the thermal efficiency of the 
plant. 

A later development was to tap steam off from n.p. exhaust to effect a further 
increase in feed temperature. 

To cope with occasions when there is an excess or deficiency of auxiliary 
exhaust steam, over the requirements of the feed heater, the auxiliary exhaust 
is run to the L.r. cylinder steam chest as shown in Fig. 417. 

The alternative arrangements of heater are; 

(1) A direct contact heater arranged in series with a surface feed heater which 
receives steam from the h.p. exhaust. 


Martin and Andrew dr 



Fig, 417. Rogonorativo feod hoating on triplo expansion engine. Most usual 
arrangement with siuface heaters. 

To enable the hot feed to be pumped from the direct contact heater to the 
surface heater it is necessary to place the direct contact heater at a considerable 
elevation above the feed pump. 

(2) Two surface heaters arranged in series as shown in Fig. 417. 

lo avoid throwing thermal potential to waste the drain from the secondary 
heater 1 should be cascaded to the primary heater 2, but an alternative route, 
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\uvct to the hot well, should be provided to deal with the cxjntingency of defective 
beater tubes. 

In the case of regenerative heating employed on a steam turbine, see p. 477, 
it iri i)ossible to adjust the position of the tapping points to secure the maximum 
Iherinal efficiency, but with a reciprocating steam engine these points are 
li)[ ated on the steam chests. This restriction limits the improvement in thermal 
efliciency and also causes dissimilarity in the size of the heaters. 

For the arrangement shown in Fig. 417 the equations corresponding to those 


given on p. 480 are: 

+ U'2 + tt’3 — u\ (i) 

= wh, (2) 

(3) 

= w[h.^-h). (4) 


In equation (4) wh as well as is unknown, so eliminate it by equations (1) and 
(2) giving 

W}l2^ — ['^^ 1^1 + “ ''^’ 2 ) ^' 3 ] 


= 


H^-h^ 


.(5) 


Ideal thermal efficiency of two stage plant. 

Work done per unit time 

= w{H - H^) F{w- w^) (//i - //g) + {w -Wi- v\) (TL, - TI^). 

The heat terms within the brackets are the actual heat drops per cylinder. 
Alternatively the work done may bo regarded as : Heat supplied to engine — Heat 
to feed heaters — Heat to condenser. 


Thermd .fficioncy - «>« 

In the case of a single heater on the i.F. exhaust 

~ w(H — Aj) 


( 6 ) 

( 7 ) 

( 8 ) 


To show that the thermal efficiency of a regenerative engine is always greater 
than that of an engine operating on the straight Rankine cycle, regardless of the 
position of the tapping point, take as 1 lb., and from equation (7), express 
as 

W II II 


53 
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Substituting this value in equation (8) 

Or 

Efficiency of straight Rankine 

H — II 3 

H-IJ 3 - 'U-'iiH 2 -^j) _ H-Ih 

Vi-Vi„- H-h^-v'iiHo-Ih) U-K' 

We must sliow that this difference is greater than zero. 

Let ll-lh = x, H-h, = y, 

'U'2,(H 2 — II s) — '^i(Il2~^h) — 


then 


iC — (t tX/ . -1 

Vi—Vi — 1 — tobc>0. 

It I's y-l, y 

. V(x-a)-x(y^ tobe>0. 

tobe>0. 

y{y-^i) 

To satisfy this condition bx-ay must be > 0, and y-6 positive and finite. 

hxxiy and y>h. 

Or (II-lI,)>tr,(II,-H,)(H-h,). 

This condition is satisfied for values of < //. and y is always greater than 6, 
so that bleeding always improves the thermal efficiency of an engine, especially 
when the tapping point is towards the end of the expansion. 

Ex. Regenerative triple. 

A triple expansion marine engine was supplied with steam at 200 Ik per sq. in. abs. 
and 0-97 dry back pre.ssure on n.r, piston 78; on i.r. 20 and on L.r. 3-5 lb. per sq. in. a s. 
The efficiency ratios of the cylinders were found to be: ii.r. 0-8, Y' , 

for feed heating was bled from the l.r. and L.r. steam chests, and the heater 'Jrams coul 
be led directly to the hot well. Estimate the correct amount of steam to be bled at eai h 
tannine point per lb. of steam supplied to the engine, the percentage reduction in the 
liower de^veloped, and the percentage increase in thermal efficiency. For what reasons 
is the actual efficiency likely to be higher than the estimatedl 
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Vr 

A.H.D. 

IJf, A.H.D. 

H.P. cylinder 

0-8 

74 

59-1 

I.P. 

0-76 

94 

71-4 

LP- » 

0-56 

104 

r)8-2 



Total 

work = 188-7 B.T.u./lb. 


18R-7 

17-8 %. 



’‘'“1175-115“ 




Fig. 418. Regenorfttiv 0 feed heating. 


First heater. 


at 78 lb. per sq. in. 

280-1 

//j at 78 lb. per sq. in. 

1117 

at 20 lb. per sq. in. 

1961 

at 78 lb. per sq. in. 

280 


840 


H37 


per lb. of steam supplied to the engine = = 0*1 lb. 


Second heater. 


196 _ [2S + 196i£; 2+ (1 - O'l - w^) 115] 
1042- 196 ^ ’ 

Uj, = 00696 lb. 

Steam flow through i.p. = 0-9 Ih. and through l.p. = 0-8304 Ih. 


J3-2 
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On the aBBumption that bleeding does not affect the preasures or efficiency ratios. 



A.H.D. 

Steam flow 

Net work 

H.P. cylinder 

69-1 

1-0 

69-1 

I.P. 

71-4 

0-9 

64-2 

L.P. 

68-2 

0-8304 

48-3 


Total work = 171-6 B.T.u./lb. 


( 1 88'T 1T1’6\ 

fgg'T 1 ~ 9-08. 

171-6 X 100 

^*•“ 1175-280 “ ’ 

■n X 19-18-17-8 

Percentage increase = = 7-76. 

Suitably placed tapping points can act as steam dryers so that cylinder condensation 
may be reduced, smaller steam flow will involve smaller friction losses and the drains 
could be cascaded. 


Ex. on Combination system. (Bauer-Wach type). 

A triple expansion marine engine is supplied with steam at 200 lb. per sq. in. abs. 
and 0*97 dry, back pressure on n,P. piston 78, on l.P. 20 and on L.P. 3-5 lb. per 
sq. in. abs. 

The efficiency ratios of the cylinders were found to be n.P. 0-8: i.P. 0-76, L.P. 0-66, 
when calculated on the i.ii.P. basis. 

Determine the specific steam consumption and the overall efficiency ratio of the 
engine. 

By the addition of an exhaust turbine which had an efficiency ratio of 0-62 the back 
pressures were found to be ii.P. 78; l.P. 24; L.P. 7-5 and the turbine 0 (35 lb. per sq. in. abs., 
and the efficiency ratios H.P. 0 8, i.p. 0-77 and L.P. O-GS. 

Estimate the percentage saving in steam consumption of the combination based on 
the steam consumption of the unmodified engine. 

Fig. 420 shows the problem referred to an from which the following results were 
obtained: 




Vr 

A.H.D. 

TJf A.H.D, 

H.P. 

cylinder 

0-80 

74 

69-1 

I.P. 

VP 

0-76 

94 

71-4 

L.P. 

VP 

0-56 

104 

68-2 


Total WDrk= 188-7 B.T.u./lb. 
Btraight Rankine drop = 268. 

Overall efficiency ratio = 0-704. 



For the combination set: 
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Vr 

A.H.D. 

17 |. A.H.D. 

H.p. 

0-8 

74 

59*1 

I.P. 

0*77 

81*5 

62*7 

L.P. 

0*65 

76*0 

49-4 

Turbine 

0G2 

1330 

82*5 


Total work = 253*7 B.T.u./lb, 



Fig. 419. Combination dotted, triple fuU llnea. 

Specific steam consumption of the unmodified engine 
33,000x60 2546 

- - iSP - r" 

2546 

Specific steam consumption of the combination = — = 10 03- 

Percentage saving = I 1 100 = 23*7. 


Ex. on Compressor. (Gotaverken typo). 

A triple expansion engine was supplied with steam at 1 90 lb. per sq. in. abs. ; 0-96 dry; 
back pressure on H.P. piston 74; on i.P. 23*5; and on l.p. 2-4 lb. per sq. in. abs. 

The efficiency ratios of the cylinders were found to be: H.P. 0-81; i.P. 0-79; l.p. 0-54, 
when calculated on the l.H.r. basis. 

Determine the specific steam consumption of the engine and the overall efficiency 
ratio. 

A similar engine took steam at the same initial condition and was fitted with a 
turbo- compressor which took the L.P. exhaust, whilst the compressor took the h.p. 
exhaust. 
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A dryer removed 90 % of the moisture from the steam before it entered the compressor 
which had an adiabatic efficiency of 56 %. 

By making use of the previous data, together with the tabulated values, determine 
the specific steam consumption of the combination, and the percentage saving of steam 
based on the unmodified engine. 


Cylinder 

Pressures lb, per aq. in. abs. 

Efficiency 
ratio tIj. 

Forward 

Back 

H.p. 

180 

54 

0-81 

I.p. 

— 

24 

0-82 

L.P. 

24 

4-3 

0-74 

Turbine 

4-3 

0-57 

0-75 


The following results were obtained from the H(j> chart for the reciprocator alone: 


Cylinder 

17r 

A.H.D. 

A.H.D. TJr 

H.p. 

0-81 

69 

55-9 

I.P. 

0-79 

B1 

63-9 

L.P. 

0-54 

133 

718 


Total work = 191-6 B.T.u./lb, 

2546 

Specific steam consumption = — ^ = 13*2 lb. 

When the compressor is in use the a.h.d. of the h.p. cylinder is 91 b.t.f., and the 
reheated dryness fraction at the end of expansion 0-907. 

Let w lb. of water be separated from each pound of n.P. exhaust steam, then as the 
separator can remove 90 % of the water in the steam 


w 

1-0-907 


= 0-9. 


w = 0-0837 lb. 


Dryness fraction of steam entering the compressor = 


0-907 

1-0-0837 


0-99. 


This condition can be applied to the Hij) chart on the 54 lb. per sq. in. line. 

Before the condition of the steam at the compressor discha.’ge can be obtained the 
energy input to the compressor must be known. 

To obtain this the condition of the steam, at entry to the turbine, and the weight of 
steam passing through the turbine per lb. of steam received by the h.p. cylinder must 
be known. 

These values cannot be obtained directly, but as a tentative value we may consider 
that the dryer on the turbine produces a dryness fraction of 0-99, and because of the 
superheat in the l.P. cylinder possibly about 0-06 lb. of water will be removed by the 
dryer compared with 0-0837 lb. from the compressor dryer. 

Per lb. of steam supplied to the H.P. cylinder (1 — 0 0837) (1 — 0 06) = 0-861 lb. will 
flow through the turbine in which the a.h.d. = 122 b.t.U. 
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Work done in compression per lb. of steam supplied to the h.p. cylinder 
= 122 X 0-861 X 0-76 = 78-6 b.t.u. 

But only 0-9163 lb. of steam are compressed, hence the equivalent work done on 1 lb. 
78-6 

of steam - Q.g j 53 “ ® 

This heat is set up vertically from point 3 on the chart to locate the constant total 

heat line A 4. 



The final pressure after compression is determined by the adiabatic efficiency of the 
compressor thus: The adiabatic work = 0-56 x 86 = 48-1, and this energy is set off 
vertically from point 3 to give a compression pressure of 94 lb, per sq. in. abs. The 
intersection of this constant pressure line with the total heat line A 4 gives the super- 
heated condition of the steam entering the l.P. cylinder. 

From point 4 the expansion may be continued for the i.P, and L.P. cylinders. 

It should be observed that the l.P. expansion line is mainly in the superheated field, 
and this is largely responsible for the improvement in the efficiency ratio. 

Because of this some engine builders resort to reheating the steam by boiler steam 
rather than fitting a compressor. 

To obtain a more exact solution let w be the weight of water separated from each 
pound of L.P, exhaust steam of dryness 0-944 then 


w 

1- 0-944 


= 0-9. 


w = 0-0504. 


Dryness fraction of steam entering the turbine = 


0-944 

1-0-0504 


0-995, 
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Using this dryness the problem could be reworked from point 3 onwards. 
Summary of results for combination: 


Cylinder 

Vr 

A.H.D. 

Weight W 
of steam 

7,.X A.H.D. X W. 

H.p. 

0-81 

91 

1*0 

73-7 

l.P. 

0B2 

112 

0-9163 

S4-3 

L.P. 

0-74 

117 

0-9163 

79-4 


Total work per lb. of steam supplied = 237*4 b.t.u. 


Specific steam consumption = ^ = 10-72 lb. h.p. per hr. 

( 2^7.4_ 1 Qi .fi\ 

2374 ) %■ 

It should be observed that the l.P. power is increased, but the force or the l.P. must not 
exceed that on the li.P., as Classification Societies base the diameter of the crankshaft 
on the force on the h.p. 


Irreversible expansion of a saturated vapour. 

Show that the continuous irreversible expansion of a saturated vapour in a 
turbine having a constant stage efficiency is given by 


+ = Constant. 

and the reheat factor by 


(n-n) 

V 

~x^Li^Tl r 
_ Tl 

(!-’/) 

{T^-T,)\ 




Let the temperature fall by dT and the increase in ji due to unconverted heat 
be dtf). 


Work done = 7jdT(^ — fj)J), (1) 

Keheat = (1 — ly) — 0^^) = — Td^. (2) 


The negative sign is affixed since dT is negative in itself. 


By (2) 


d(j) _ 

dT T 


p TW* 


Or 
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This differential equation is of the form -^- + Py = Q, the solution of which is 


(T,Y-v_q 

Or 1^] + 1^] Constant. 



The work done for an elementary drop dT in temperature T 



^dw = 


■KW 



= 

{lT,Y-^x,L 

mW ?i 

"^1-y 

[(r 


]dT. 

W = 

UT\ix^L^ 

nW V 

'■4i[ 

■rpi-riT-n 

. V 


I" 

It, 

= 

jn-nx,L, 
TJ V 

1 ^ (T"^ 

n)- 

^-v 

TF = 


yl-,, 

1-yl 

1 (?\- 
( 1- 

T,)y 

■n 
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When 1 ] = \ this expression should give the adiabatic work. To determine the 

J7l-^ irp _rp\y. 

value of the indeterminate expressions (Tl—Tl)^ \ — 

1 —7J 1—71 

when 7/ = 1 let 1 — = a, 

r m /'(“) 


then 


ti-yO 




= T,-T,(^J-{T,-T,)(l-a) 


To differentiate (TJT^)^ with respect to a, let 
when™ 

Writing a = 0 this reduces to — T 2 log^TJT^ + T^ — and W becomes 

This is the A.H.D., hence the reheat factor 

(liV i'^\~^2)V 

+ — 1— 

Ex. Blade stress. 

Obtain an expression for the maximum stress in turbine blading due to centrifugal 
action, and show what effect this has in limiting the power output that can be obtained 
from a turbine running at a given speed. 

Let the cross-sectional area of the blade bo a, and the stress at radius r be/; then for 
equilibrium of an elementary block of density p 

^f=-l^rdr. 


f=A 


when r = fj, / = 0. /. A = 

p(i)^ 


2? ■ 


p(i)-r^ 


/ = (^3 — »■?) = (mean radius) length of blade. 
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Power developed by a. turbine using steam of density p, 

_ ^pX^Fp.XA.H.D.X J 

550 

Annular area for flow A = 2n mean radius x blade length 

p(i)^ ’ 

Substituting this value in the expression for power it will be seen that the power de- 
veloped is proportional to the allowable stress in the blade. 


B.Sc. 1943. Durham. 

One expansion of a reaction turbine running at 3000 r.p.m. has a rotor 25 in. 
diameter. The steam consumption is 56,000 lb. per hr., and the velocity ratio is 
to be 0-71. If the average specific volume of the steam is to be 20-3 cu. ft., and 
tlic cumulative heat is 31 b.t.u. per lb., calculate the blade height and the number 
of stages required using normal blades with a discharge angle of 20°. 

For a given drum diameter the blade height is controlled by the mass flow 
A Vp which is constant. 


AVp = 


7r(Di-h) h 56,000 


12 1220-3 


602 


lb. sec. 


S 


Axial velocity sin 20° = 

7r(7) + A) 3000 
60 • 

By (2) and (3) in (1), 

fniD + hn^h 3000sin20° 56,000 

J l2^ 60x0-71 20-3 “ 60>“ ’ 

Z) = 25in. (25 + A)* = 2300. 

Whence blade height Ji = 2-95 in. 


...( 1 ) 

...( 2 ) 

...(3) 


Heat drop utilised per pair 


g J9 \ 


cos 


oc - ij . 




12 


60 


365-82 / 2 \ 

/. Heat drop utilised = cos 20° - ij = 8-85 b.t.u. 


31 

Number of pairs = — - = 3-5. 
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This computation does not allow for friction which may be considered as 
destroying the carry-over, hence heat drop per pair 


F? 365-82 

0-712x778x322 


10-59. 


Number of pairs = 


31 

10-59 


= 3. 


Calculation of capacity and pressure change in a steam storage accu- 
mulator. 

Let the total weight of water in the accumulator, at any instant, be TFlb., 
h be the sensible heat, and L the latent heat at that instant. Then, if the accumu- 
lator is regenerating, the heat required to evaporate dW lb. of water will be irflF, 
and the fall in temperature will be dT\ so that 

LdW = -{-sW dT 


where s is the specific heat of the water. Separating the variables 

W L ' 


( 1 ) 


L in terms of T is given very nearly by the equation 

L = 610-22 -0-712(T- 273) c.H.u. 


By (2) in (1), 


dL = -Q-l\2dT. 

r^’dW_ s C^’dL 

J^. W " 



= loge 




W, \lJ ■ 


( 2 ) 


(3) 


From this equation, if T1^, W 2 and are known, can be estimated on the 
assumption that 5=1. Having obtained the approximate value of s may be 
calculated from the steam tables for this range, and recalculated. Knowing 
tlie final pressure pg obtained by reference to steam tables. 

Ex. 1 , A steam accumulator contains hot water at 80 lb. per sq. in. Estimate the final 
pressure when 4 % of the water is evaporated. 



By equation (3) 
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o-7ia 


= 927 ^2 — ^8 lb. per sq. in. 
h at 80 lb. per sq. in. = 282-1 f, = 311-9 
h at 48 lb. per sq. in. = 247-6 = 278-4 

34-5 33-5 


A more exact value of is therefore given by 
902 

Z /2 = [P 712 = 928. /. Pa = 46 lb. per sq. in. 

0-96 iW 

Ex. 2. Determine the storage capacity of an accumulator if, on maximum demand, it 
is to yield 5000 lb. of steam for a pressure drop from 100 to 60 lb. per sq. in. abs. 

h at 100 lb. per sq. in. = 298-6 = 327-9° F. 

h at 60 lb. per sq. in. = 262-2 = 292-6 


w, 

F. 


3G-4 

10.31 


35-3 


^2 /890\o-7ia 1 

"" \9T6/ “ r042’ 

F,-F, = 5000=F,(i-^-;^2)- 


= 125,000 lb. 

Charging process. 

In the charging process the charging steam may be in any condition having 
total heat H. Neglecting radiation and any variation in temperature throughout 
the water, sensible heat gained by the water must equal the heat lost by the 
heating steam 

Wdh = dw[U-h). 

rw.dw p* dh H-\ 

}w. •• F, H-h, 


Ex. Storage capacity of boilers. 

The normal rate of evaporation of boiler plant was 70,000 lb. per hr., but occasionally 
the demand for steam rose to 100,000 lb. per hr. for a period of 15 min. If the equivalent 
water capacity of the boilers was 370,000 lb. at a pressure of 200 lb. per sq. in. abs., 
determine the fall in pressure during the period of maximum demand if the rate of firing 
and the temperature of the feed remained constant. 

How much water would be required in a thermal storage accumulator to hmit the 
pressure drop to 5 lb. per sq. in.l 
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During the period of maximum demand the water content of the boilers is reduced by 

(100,000 - 70,000)^ = 7500 lb. 
bU 

pra = 370,000-7500 = 362,500, 




2 _ 362,500 ^ /B44\o 712 

sTo^ooo" 


ig — 857 B.TH.u. 'P 2 = 171 lb. per eq. in, 
s from 200 lb. per sq. in. to 170 = 1 06. 


1 OG 

W2_ /844\ o 712 


Using four figure logs L 2 is almost the same as the approximate value, and, therefore, 
the pressure drop wiU bo about 30 lb. per sq. in. 

With the pressure drop limited to 5 lb. per sq. in. 

h at 200 lb, per sq. in. = 355-4 = 381-8 
h at 195 lb. per sq. in. = 353-1 = 379-7 

2-3 2-1 

1 094 

TF2_ /844-2\o712_ 1 

~ rB46^j “ FOOi’ 

Tr,-ir, = 75oo = if,[i-j:iJ. 


Water in boilers 


Ifi = 1,884,000 lb. 
= 370,000 


Additional storage capacity = 1,514,000 lb. 

Equation (3), p. 843 is not particularly favourable to accurate computation; so it is 
as well to have an independent check thus: 


ir, = Tri-7500. 
IFJA,- A,] + 7500^2^ 


X 7500. 


^^l+^»x7500. 


7500 


W, 


2 \ 


■845-2-353-1 


^7500 


2-3 


j = 1,606,000 

370,000 


Additional storage capacity ^ 1,236,000 lb. 
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Ex. A variable pressure accumulator contains 30,0001b. of water at 260® F., and into 
this water is discharged the surplus steam from a boiler which operates at 1501b. per 
61 ]. in. Neglecting radiation, calculate the weight of steam which can be accommodated 
in the accumulator, if the pressure is raised to 150 lb. per sq. in. What weight of steam 
will be removed if the pressure is allowed to fall to 30 lb. per sq. in. ? 

Compare the work available from the stored steam, if it passes to a turbine, the 
admission pressure to which is maintained constant at 30 lb. per sq. in., with the power 
available had the steam been used at 150 lb. per sq. in. instead of being stored. 


During charging 




Wa = 30,000 


ril95*2-218-9" 
Ll 195-2 -330-6_ 


33,860. 


Weight stored = 3860 lb. 


Average specific heat from 150 to 30 lb. per sq. in. = 1-029. 


Final weight after regeneration = 33,860 



1-029 

□ ■dl2 


29,730. 


Steam regenerated = 4130 lb. 

Regeneration takes place at variable pressure, but the reducing valve, which throttles 
supply to the l.p. turbine, by reason of the throttling operation, maintains the adiabatic 
beat drop sensibly constant at 182 n.T.u. 

The adiabatic heat drop from 150 lb. per sq. in. to 2 lb. per sq. in. is 284 b.t.u. 

Work available from stored steam = 4130 x 182 


= 752,000 B.T.IT. 

Work available by direct expansion = 3860x284 

= 1 , 096,000 B.T.U. 

The example shows that it is possible to recover only about 70 % of the heat drop 
hy regeneration, but without regeneration some of the steam would have been lost at 
(he .safety valve, and the boiler would have worked at a lower efficiency on the reduced 
linid. 


(Durham, 1953.) 

Ex. Cooling tower. 

A cooling tower is used to cool 65 gallons of water per min. by the open cooling 
1‘v^aporativc method. The water is supplied to the top of the tower at a temperature of 
130°F. and is subsequently cooled to 80° F. Air enters the bottom of the tower in a 
moist condition, having a relative humidity of 50”^, at a temperature of 70° F. and 
leaves the top of the tower at 110° F. in a saturated condition. Assuming that the 
specific heat at constant pressure of the superheated steam is 0-48 and that the pre- 
vailing atmospheric pressure is 14-5 lb. per sq. in., determine the necessary rate of flow 
of moist air and estimate the rate of loss of water from the tower. Both answers should 
be expressed in lb. per min . 
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Properties of steam at low pressures are given by: 


Pressure 

Temp. 

“F. 

H 

F. 

lb. per sq. in. 

B.T.u. per lb. 

ou. ft. per lb. 

01815 

60-5 

1083-9 

1674 0 

0-3630 

70-0 

— 

— 

1-276 

110-0 

1109-5 

265-4 


Relative humidity = 0-5 = . 

^ 0-3(i3 

at dew point=0-1815 lb. per sq. in. and dew point = 50‘5°F. 

Specific volume of bone-dry air at dew point= , = 13 17 cu. ft. 


Specific volume of steam at dew point=1674. 


(14-5-0-1815) 144 


13-17 

Weight of steam entering per lb. of dry air=- ^^j =0-00786 lb. 
Air leaving is saturated at 110° F. 

Specific volume of air leaving = ^ = 15-95 cu. ft. 

^ ^ (14-5-1-276)144 

15-95 

Weight of steam leaving per lb. of dry air=—^--= 0-0601. 

0-00786 


Loss of water per lb. of air 


= 0-05224 lb. 


The weight of dry air supplied per minute should be obtained from a heat balance 
thus; 


Heat entering = heat in dry air + heat in moisture + heat in circulating water. 
Heat leaviiig = heat in dry air + heat in moisture + heat in (circulating water- 
water evaporated). 

Equaling: 


w; X 0-24 (70 -32) ^wx 0-007 80 [1083 9 + 0-48 (70 - 50-5)] + 650 (130 - 32) 

= -g; X 0-24 (1 10 - 32) + -m; X 0-0601 x 1 109-5 + (650 - 0-05224 x w] [80 - 32], 

whence it; = 498 lb. of dry air per minute. 

With every lb. of dry air there are 0-00786 lb. of steam, so the weight of moist air 

= 498x1-00786 


= 502 lb. per min. 


Loss of water = 498 x 0 05224 = 26 lb. per min. 
Ex. Dew point of flue gas. 


(T.Mech.E., 1954.) 


An oil-fired boiler is supplied with 30 lb. air per lb. oil at a temperature of 70° F.; 
pressure 14-5 lb. per sq. in. and relative humidity 60 %. 

The oil hEia a weight analysis of carbon 84 % and hydrogen 16 %, and it may be 
assumed that combustion is complete. 
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Calculate the dew-point temperature of the flue gases if the pressure in the flue is 
14-2 lb. per sq. in. 


t. 

p. 

F, 

“F. 

lb. per sq. in. 

cu. ft. per 

60 

0-178 

1708 

68 

0-336 

931-5 

86 

0-610 

630-7 

104 

1*06 

314-8 

122 

1*78 

193-7 


By interpolation from the table the saturation pressure at 70“ F. is 0-36fi lb. per sq. in. 
Vapour pressure of the steam in the air = 0-6 x 0-366 = 0*22 lb. per sq. in. 

Saturation temperature at this pressure = 54*8° F. Specific volume = 1504. 

Specific volume of bone-dry air at 144~^^ 

.r ■ 11 . rr lU j 13-33x30 ^ 

Vapour m air per lb. of fuel bmmBd= — — =0-266 

Moisture from H 2 = 9 x 0-16 =1-440 

Total w eight of moisture =1-706 

To obtain the vapour pressure, and hence the dew point, of the flue gas, we must 

know the proportion by volume of the steam in the gas, since from p. 26 

... % Volumetric anal vsis X Total pressure 

Partial pressure = — — — . 

Oxygen supplied = 30 x 0*23 = 6-90 

Oxygen burned per lb. of fuel = 5 x 0-84+ 8 x 0*16 = 3-52 

Excess oxygen = 3*38 


Farts by wt. Parts by vol. 


CO2 = 0*84x — 

H20 = 1*706 
02 =. 3-38 
N, = 23*l 


0*84 X 11 
44x3 


0*07 


1*706/18 =0-0.947 
3*38/32 =0*1056 
23-1/28 =0-8240 
1*0943 


U*UU47 

Partial pressure of steam in flue gas = 14-2 x ^ ~ 1'^^ ®1* 

Dewppint=104+(}f2|5j-J®)lB" 

= 108° F. 


(London.) 

Ex. Charging a refrigerator. 

Explain in detail how you would determine whether or not a refrigerator was suffi- 
ciently charged. 

The cylinder of a single-acting refrigerator has a swept volume of 9*9 cu. ft. per min., 
and the m.e.p, is 48 lb. per sq. in. At suction the pressure is 34*3 lb. per sq. in. and at 
discharge 169-2 lb. per sq. in. Superheated to 140° F., undercooling takes place to 
68° F. 


WHB 


54 
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In the Bvaporfttor the brine loses heat at 350 b.t.u. per min. while 463 b.t.u. per mm. 
are removed by the cooling water. 

Taking (7, for superheated NHg as 0*7 find: 

{a) the actual coefficient of performance, 

(&) the rate of circulation of NHg in lb. per min., 

(c) the magnitude and direction of the net radiation of the system in b.t.u. per min. 


p 

Temp. 

h 

L 

lb. sq. in. 

"F. 

heats 

B.T.U. 

169-2 

86 

13S-9 

492-6 

124-3 

68 

llB-3 

510-5 

34-3 

6 

4B‘3 

565-0 


6B"F B6"F 



TOTAL HEAT 
Fig. 422. 


Industrial plants are provided with pressure gauges on each side of the throttk 
valve. These gauges carry a double scale — one for temperature, and one for pressun 
The H.F. gauge should read 15° F. above the inlet temperaiuic of the circulating WciIli 
and the l.p. gauge 10° F. below the outlet temperature of the brine. 

The above conditions can be realised by adjusting the charge pressure and the throttk 
valve. 

If the evaporator is undercharged the vapour will leave with a high degree of supei 
heat. This will produce an unusually high temperature at the compressor discharge 

On the condenser side of the plant undercharging will cause the refrigerant to leavi 
at almost the same temperature as the cooling water enters. 

In contrast with undercharging, overcharging produces high pressures and cool 
running. The pressure-gauge pointers tend to vibrate, and, in the Kmit, there may hi 
“water hammer” in the system. 

Refrigerating effect per minute = 356 b.th.u. 


9-9 

Work done per minute 48 x 144 x '^ = 87-9 b.th.u. 
^ 778 

Actual C.o.P. = - — = 4'05. 

87-9 
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Sup6rh6a»t=0‘7 (140 — B6) — 37'8 
L = 492-6 

1389 

118-3 

Undercooling 20-6 

Heat to condenser =551-0 

453 

Rate of circulation of NH 3 = = 0-822 lb. per inin. 

Heat mput = hBat output + radiation: 356 + 87-9 = 453-0 -I- radiation. 

Radiation= —9-1, i.e. heat flows into the refrigerator. 

(Durham, 1953.) 

Ex. Heat pump. 

The heating of a block of municipal buildings adjacent to a large river is carried out 
l/V means of a heat pump which uses sulphur dioxide as the working medium. Evapora- 
tion takes place at 30° F., the temperature of the water drawn from the rivei mean- 
while falling from 40 to 38° F. After adiabatic compression to 200° F. the SOg vapour 
1 ^ completely condensed without undercooling at 140° F. The water used for heating the 
buildings enters the condenser at 110°F. and leaves at 120'’ F. Assuming that the 
specific heat at constant pressure of superheated 802 = 0-154, compute the reciprocal 
thermal efficiency of the heat pump (u) if adiabatic expansion is performed in a cylinder, 
(?i) if a tlu-ottle valve is used to reduce the pressure. 

In the latter case determine for a heating effect of 12,000 B.Tii.u. per min. the power 
input to the compressor and the rate of flow of river water and condenser cooling w^ater 
in gallons per hour. Properties of SOj, measured from the datum of — 40°F., are gi\ en 
helow: 


'ressuru 
111. ]icr 
^L|. m. 

Temp. 

°F. 

h 

ii.T.y. 

H 

1). r.i . 

Lujiiiil 

L.iteril 

Total 

;>i-7 

30 

22(i4 

18.'»04 


1) xwn 

0 3812 

iris-B 

140 

eo-04 

170 94 

0 1 JS9 

01!1!)9 

0-3] SH 


The cycle is shown in fig. 423 on p 853 


Thermal efficiency = 


Work done by fluid 


Heat supplied to fluid’ 
Reciprocal thermal efficiency 

Heat rejected by fluid 
Work done on fluid 




For the machine fitted with an expansion cylinder 7j^ = 
= 179-94 + superheat (s.u.) 




s.u. = 0-154(200-140)= 9-24 

^ratl40°F. =179-94 


i/, = 1891S 
h^= 60-04 
Heat rejected = 129^+ 
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Increase in ^ due to superheat 


, 660 
“■'“‘"e-coo 

=0-0147 

{4, at 140°F. 

= 0-3189 

relative to — 40°F, 

=0-3335 

0ii 

0-1189 

00-04 

= 0-2146 

Heat rejected 

= 129-14 


(0,-^4^) Ti = 0*2146 X 490 = 105-1 


Work done 


Reciprocal efficiency with compressor = 


129-14 

24-04 


= 2404 

5-3B. 


For the machine, fitted with an expansion valve, the heat rejected is unchanged, 
but the work done is increased to 

(■^c~-^b)0-CDnBtaiit = ‘£^c~ (0l;“ 0a) 

0 j, = 0 ^ = O -3335 ff, = 189-18 

= 0-0496 \= 22-64 


166-54 

( 0 ft- 0 J ^1 = 0-2839 X 490 = 139-0 

Work don 6 = 27-54 

129*14 

Reciprocal efficiency = ^^—^ ==4-69. 

W ork done per minute = = 2560 b.th.u, 

4-69 

. , 2560 x 778 

H.P.required=-33^^,^-= 60-25. 

(56,-0JTi 139-0 
/id = 60-04 
22-64 

37-4 

Net heat extracted = 101-6 b.th.f. per lb. SO^. 

u ^ * j - 4 12000 x 101-6 

Heat extracted per minute = =9420 B.TH.U. 

1 ZU* 14 

9420 60 

River water circulation = x — = 28,260 gallons per hr. 

12000 

Condenser cooling water X 60 = 72,000 gallons per hr. 


Ex. Hero’s turbine. 

Fig. 424 shows the rotor of a pure reaction turbine employed by Sir Charles Parsons 
in his early experiments. 


2F 


Prove that the efficiency of the machine is given by 7 = , and thatfor 

r + r ^ 


a maximum 


work V = T^/2. 
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RECIPROCAL EFFIC’ 
WITH EXPANSION CYLINDER 



He- hd 

(Hc-hd)-(t),- fSdji; 


WITH EXPANSION 
VALVE 



Fig. 423 


He - ha 


He- Hb 


Calculate the horse-power developed hy the rotor, and account for this being so 
much less than that delivered. Ignore the centrifugal head on the steam. 

Torque = rate of change of angular momentum. 

Since steam is supplied axially along the shaft the initial angular momentum is zero. 
Final angular momentum = — [Vf— F)r- 


34-3 






Appendix 


Work done per second — (K— V) V. 


2Ar,p 


(Vr-r)v 


2(K-F)r 


v= 


F+^(F,-F)» 


2(F,-F)F+(F,-F)* 


2F 2 

.i' 

F^ 



\^en 1, i; = 1. To have a reaction at all Fr> F. 

Work W=*:(T^F-F»), 

".r,-2F.o, 

V = VJ2 for maximum work. 
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Fr = 224V255X09 = 3393 


^ 27rx30 3000 


F^-F=2608 


16x70 /2608\ 
3600 


785 


= 36 0. 


855 


H.P. deliverBd=16x l-34 = 21-44. 

Difference due mostly to windage of arms which Etlso prevents rotational velocity 
approaching the ideal. 


Ex. Efficiency of reaction turbine blading. 

Show that the stage efficiency 7}^ of a row of iixed and moving blades is given by 

jj = — — 


where 7j^ is the efficiency of the blade passage, when considered as a nozzle for con- 
verting heat into kinetic energy, and is the efficiency of the blades for conserving 
the kinetic energy in the “ carry-over” and turning the stmm through an angle into the 
contractmg portion of the blade passage: 


D = 2, cosa— 



where and a is the discharge angle of the blades. 

Steam speed 

What docs the expression for become when the absolute velocity of discharge 
from the moving blades is axial ^ 

On p. 445 it was shown that the total energy available per stage is the adiabatic 
heat-drop plus the carry-over. Owing to friction, shock and turning the steam through 
a considerable angle only a portion of this energy is converted into kinetic energy. 



/A.H.D. per pair\ , , _ FJ 
^ 2 


Stage efficiency 


Work done 
Available energy’ 


( 1 ) 


(2) 


Since an axial flow of steam must be maintained from stage to stage the carry-over 
is not available for doing mechanical work; so the avadable energy, on which to base 
the stage efficiency, is the adiabatic heat drop per pair or stage. 


|7z_« Fz 

From equation (1) this is given by — - — - — - ft. -lb. per lb. of steam. 

But work done per lb. of steam = (2F< cosa— iSi) — (see pp. 419 and 445), 
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(2F, cos a — 5 ) 

■ nn — ' OYl — M 

2 cos a — 1 



1 

»— * 

1 

>■ J 


From the velocity triangle on p. 444 

F5=rf + ,S’2-2F,i.Seosa 



By (4) in (3) 

If the discharge is axial 


F?= [!-£•]. 

.^ = co&a. . . i>=C‘()s- 
\—D = .Slll2 


a. 


a. 


In practice rj^ =0-5, =0-9. is always <7j\. 


( 3 ) 


( 4 ) 


Ex. Regenerative feed heating. 

A turbine is supplied with 05,000 lb. of steam per hour, and, after expanding td 
40 lb. per sq. in. aba. and 330° E. steam is bled off for feed heating, the drains from thr 
first heater being cascaded to the .second which receives steam at 10 lb. per sq. in. abs 
and 0-975 dry. 

The combined drains from this heater pass to a drain cooler before being discharged 
into the condenser at a temperature of 120° F. 

The drain cooler, second heater and first heater are arranged in scries on the feed 
line, the two heaters having sufficient surface to raise the temperature of the feed to 
within 10° ¥. of the saturation temperature of the bled steam. 

If the temperature of the condensate is 98° F., obtain the temperature of the feed 
leaving the drain cooler and also, in pounds per hour, the weight of steam which must b( 
bled from each tapping point. 

In large land turbines to what percentage of saturation temperature in the boiler 
is the feed usually raised by regenerative heating? 

H at 40 lb. sq. in. 330° F. = 1202 
h at 40 lb. sq. in. = 236 

Heat given up per lb. of steam condensed in first heater 966 B.T.u. 

For the second heater the heat given up = 0 975 x 982-5 = 957 b.t.u. 

at 10 lb. per sq. in. = 161-3, i = 193-2. 

Heat given up in drain cooler = 'M;i x 236-1 x 161'3 — (120 — 32). 

This is equal to the heat received by the feed per lb. of steam supplied to the turbine 


= fi-98. (1) 

Heat received by feed in second heater 

X 957 = (193-2- 10-y. (2) 
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Heat received by feed in first heater 

= 966 = [267-2 - 10 - (193-2 - 10)], 

= 0-0766 lb. per lb. (3) 


I 65,000 Ib/hT 

700® F 
5151b. ID 



Substituting these values in (1) 

0 0766 X 236-1 + 161-3- [o 0766+ J 88=<i-9B. 

«, = 114-7°F. 

183-2-114-7 ,, 

tCjj= =0-0716 lb. per lb. 

First heater bleed = 65,000 x 0-0766 = 4970 lb. per hr. 

Second heater bleed = 65,000 x 0-0716 = 4650 lb. per hr. 

About 70 %. 


WHI 


ss 
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Ex. Gas turbine diffuser. 

In an industrial gas turbine long diffuser pipes couple the compressor to the heat 
exchanger, the ratio of diameters, at the ends of each diffuser, being 5 to 1. 

At entry to the diffusers the static pressure is 60 lb. sq, in. abs., the total head tem- 
perature 450° C. abs., and velocity 500 f.p.s. 

Determine the static pressure, density and velocity at outlet if each diffuser has an 
efficiency of 80 %. (7p = 0-24. i2 = 96. 

Total head temperature 

Fi = 500. 


/. Ti = 450- 


5002 


= 438-47. 


5002 

644x U66x 0-24 “2 1650 

Ai FiPi= Ag ^2^2- 

Aa a first approximation ignore the change in density, so 

F,=V*"=20. 

Because of the inefficiency of the diffuser this temperature cannot be used to compute 

the static pressure at discharge. 

Tv - rt . . K . E . converted into P . E . 

Diffuser efficiency*^— 


Or in terms of temperature 


VI- VI 
^9 


0-8 = 


Temp, rise produced by rise in pressure 
6002-202 • 
21650 

Temp, rise produced by change in pressure 

= 0-8[ll-53-00185] = 9-21. 

^rW •• ■^ 438 - 47 j 

p, =6o|^l + = 64-5 lb. sq. in. 


But 


Pi _ P2 _ P 

. Pi_ 60 /449-98\ 

p,“64-6 ^38-47^ 


953 . 
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A more accurate velocity is therefore 20 x 0 953 = 19 06 f.p.s. 

The adjustment, however, is too small to make a second calculation necessary. 


Pi — 


P2 


64-5 X 144 


RT. 90 X 449-98 


= 0 2152. 


(Durham, 1952.) 

Ex. Convergent-divergent diffuser. 

At a given temperature a stream of air passes from a parallel duct, 1 sq. in. in cross- 
sectional area, into a convergent-divergent diffuser correctly designed to increase the 
air pressure. 

The air enters the diffuser at 15 lb. per sq. in. and 1 58° F. with a velocity of 1800 f.p.s. 
and is discharged from the diffuser with a velocity of 500 f.p.s. Assuming the process is 
fric'tionless and adiabatic, determine the cross-sectional area of the Jiftuser at the 
throat and at the mouth, and estimate the pressure of the air as it leaves the diffuser. 
What is the mass flow through the diffuser? 

Let subscripts 1, 2, 3 refer, respectively, to inlet, throat and outlet. 

For horizontal frictionlcss flow 




JC^T,+ 



At the throat sonic velocity is established, therefore Fj = 


By (2) in (1) 


and 

Specific volume 


FI = 1'4 X 322 X fiS-Sr, = 24002’,. 

2x32-2x778xO-24[618-2’,] + 1800" = 24002’i„ 
2', = 740“E. 

F, = V2400 X 740 = 1330 f.p.s. 

53'3 X G18 1 f- 0/1 ft- lu 

*'‘1 = 15x144 = P"’' 


( 1 ) 

( 2 ) 


= 15-24 (-) =9.73cu.ft. per lb. 


w „ 1x1800 n DT 11 

Maas flow = -— — = 0-82 lb. per sec. 
144 X 15-24 


Throat area 


9-73x0-82 

= — 1^2^ = 0 006 a. 


= 0-865 sq. in. 

Applying Bernoulli’s equation to sections 1 and 3 

1800!>-5002 = 2 X 32-2 x 778 x 0-24(2',- 618), 

2’a = 866“E, 


T, 




Pa 


.15(; 


866 

618/ 


A 3-5 ^ 


48-7 lb. per sq. in. 


55-2 



860 


App&ndix 


63-3x866 „„ 

v ,3 = 7^-= — TTJ = 6-67 cu. ft. per lb. 
48-7 X 144 ^ 

Oa = ^0^ = 00108 sq.ft. 

= 1*55 sq. in. 


(Durham, 1956.) 

Ex. Effect of varying back pressure on the discharge from a nozzle. 

Briefly discuss the effect of incorrect back pressure (corresponding to a pressure ratio 
other than that for which the nozzle was designed) on the flow of a compressible fluid 
through a convergent-divergent nozzle. 

In a test of a convergent- divergent nozzle of throat diameter 0-22 in. and mouth 
diameter 0-26 in., the maximum mass flow of air is found to be 324 lb. per hr. when the 
inlet pressure is 105 lb. per sq. in. and the inlet temperature is 85° F. The static pressures 
at the throat andmouth are 55-5 and 26-7 lb. per sq. in., respectively. Neglecting-approach 
velocity, estimate the velocity at the throat and hence show that the expansion up to 
the throat is substantially isentropic. Determine also the final discharge velocity and 
the isentropic efficiency of the expansion as a whole. 

Let the back pressure be controlled by means of a butterfly valve as shown in Fig. 426. 



With the valve closed pg = Pi ^'^^d there is no flow. 

Reduction of Pg increases the mass flow until it reaches a maximum when the throat 
pressure / 9 \ y 

Further reduction in pg does not affect the throat pressure, but it produces a lower 
pressure in the diverging cone as indicated by curves 3, 4, 5 and 6. The portion of the 
divergent cone, towards the outlet, can no longer act as a diffuser because supersonic 
flow requires a converging duct. 
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Nature therefore provides the condition necessary for diffusion by initiating a shock 
wave which drops the velocity and raises the pressure as shown (by the kinks) in curves 
4 and 5. 

Asp 3 ia reduced the shock wave moves to the outlet which it reaches at the designed 
value of pg indicated by curve 6. 

A reduction of Pg below the designed value at outlet causes unstable radial flow in 
^iddition to axial. 

/ 2 

Throat pressure ~ I'®- sq. in. 

The pressure given ia 65 and therefore the flow is approximately isentropic. 


_ 5^3 X 454 
55-4x144 


3-03, 


T =^‘^2 
" 2-4 


545“ R. 




32-2xl4x53-3x — x545 = 1046 f.p.s. 


Mass flow for frictionless flow 


TT 0-22^ 1046 

= T X X x 60 = 5-46 lb. per mm. 
4 144 3-03 


324 

\ctual mass flow = — = 5*4 lb. per min. 

60 

5-4 

Actual velocity —ir-rn x 1040 = 1033 f.p.s. 

5'46 

Fur the diffuser part the total head temperature gives 


645 = 


F2 




Nozzle efficiency 


VI (actual) I2gj Cj, _ 545 — 


Mass flow 




Pa “ 


Pa 


Fg = V2^Ja,(545-T3). 


. -4,V2j/(7,(545 - 3’.)&. 





Mass flow 
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' 6-4x 63-3 x 4x144 V Tl 

,60xwx0-26*x26-7xl44/ 12,020 

T3 = 396°R, 


545-396 
^ “ 545-369 


0 847, 


Fj = Vl2.020x 149 = 1340 f.p.s. 


(Durham, 1955.) 

Ex. Variation in expansion index. 

A gas is subjected to a process which obeys a law of the form PV^ = constant. What 
thermodynamic interpretation should be placed on such a process for which itis found 
that: (a) 0 <n<l, (6) y < 7 i< do, (c) ti is negative? Illustrate your answer by reference 
to a practical example of each case. 

A volume of 60 cu. in. of a gas mixture is initially at 225 lb. per sq. in. and 720° F. 
It is then expanded by a non-flow process to a final volume of 99-4 cu. in. at a tempera- 
ture of 2620° F. Determine the polytropic index of expansion. If the mean molecular 
weight of the mixture is 27-5 and its adiabatic exponent is 1*38, calculate the amount 
of heat received or rejected by the mixture during expansion, stating the direction ol 
heat flow. What would be the final temperature and pressure of the mixture if, from the 
same initial conditions, this quantity of heat, flowing in the same direction, were 
transferred instead by a constant volume process? 

On page 49 it was shown that n may vary from 0, which corresponds to a constant 
pressure operation, to oo which corresponds to a constant volume operation. 

In engine cycles it is common to find these operations as well as something inter- 
mediate between an isothermal and an iscntropic expansion for which 1 <rK 7 . 

As n increases the work done decreases and when9i>7 heat is rejected and not supplied. 

When n is negative both the pressure and volume increase simultaneously as in the 
case of a piston compressing a spring. 

For this conduction p = Cv and therefore n = — I the expansion curve passing 
through the origin 

~ W ~ 118ol,99'4 
(n — 1) log 0-603 = log 2-61, 
n = -0*9. 



wR 

~J 



_ 1540 
“ 27-5 


56 ft. lb. per lb. "F. 


w = 


RT^ 


225x144x60 

56xll80xl2'3 


= 0 017 lb. 


Heat added 



Heat added 
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0 017x56 /l-38 + 0-9\ /3080-1180\ 
778 \ 0-38 j\ Tg )• 

7-35 B.TH.P. 


For a constant yolume addition of heat 


7-35 = 


_^ 017 >^ 
778(1-38-1)^ * 

T; = 3460'’R, 


p 2 = 225 X = 660 lb. per sq. in. 
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(Durham, 1956.) 


Ex. Expansion of a perfect gas. 

The expansion of a perfect gas is so controlled that the volume v varies according 
to the law V = ^JA -\-Bp, where A and B are constants and p is the pressure. The initial 
and final volumes are 5 and 15 cu. ft., respectively, the corrrsponding pressures being 
150 and 50 lb. per sq. in. The weight of gas involved is 0-25 lb., for which R (the character- 
istic constant) is 772 ft. lb. per lb. °E., and for which y (the ratio of specific heats) is 
14. Determine (a) the change in entropy of the gas as a result of expansion, (6) the 
maximum value of the internal energy per lb. reckoned from a datum of 32“ F., (c) the 
work done by the gas during expansion, (d) the net heat removed or added during the 
process. 

To determine the constants A and B. 

6 = ^A + 150B, 15 = Vd + 60H. 

^ = 325, B = -2. 

From the end-points of the expansion 5 x 150 and 15 x 50 are equal and therefore the 
temperatures must be equal. 

Change in ^ 6-25 = 0-273. (Ranks.) 


Internal energy per lb. = Cv(T— 492). 

This is a maximum when T is a maximum. 

pv = wRT. (1) 

= A-^-Bp, 

Bp = v^—A. (2) 

By (1) in (2) b'^ = v^-A. (3) 

dT 

BwR^ = 3v^-A. 


Differentiating (3) 




Aa the initial and final temperatures are equal there is no change in internal energy 
during the complete expansion. 

Heat added = 203 b.th.u. 

(Durham, 1951.) 

Ex. Carnot principle, cold multiplier. 

State the second law of thermodynamics and deduce Carnot’s principle from it. 

In a device known as a “ cold multiplier” the evaporation of solid CO 2 at a low tem- 
perature is used to produce a larger amount of cooling at a moderate temperature than 
could be done by direct heat transfer, accompanied by a rejection of heat at a higher 
temperature. 

Solid CO 2 evaporates at atmospheric pressure at — 110°F. and its latent heat 0 ^ 
sublimation is 248 b.th.u. per lb. 

Show that if a compartment at 10° F. is to be cooled and heat can be rejected to Ih 
atmosphere at 70° F. the maximum amount of heat which can be extracted from tlif 
compartment is 1000 b.th.u. per lb. of solid CO 2 evaporated. 

A definition of the second law of thermodynamics is given on page 282, but it can aW 
be expressed in other forms. As distinct from the first law of thermodynamics, whii h 
deals only with the quantity of energy, the second law relates to quality. 

By letting down energy from the high level of temperature to the low level Tg 
engine is able to do mechanical work. 
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T 2 is temperature of the natural sink to which the inconvertible heat is rejected, 
Carnot’s principle states that the efficiency of any reversible engine depends only 
)n the temperature range through which the working fluid is taken and not upon the 
properties of the fluid. 

In the arrangement shown in Fig. 427 heat from the 

compartment drives the forward engine which is 
mechanically coupled to the reversed engine — the 
inconvertible heat is rejected to the soHd COg. 

The reversed engine also takes heat from the 
compartment and this together with the work done 
is rejected to the atmosphere. 


Atmosphere Ti=530"R 



T —T 

Forward engine work = — 

9 


•( 1 ) 


Reversed engine 

Heat extracted 


^2 

Work expendt Tj 


-( 2 ) 


(see page 28D). 
By (1) and (2) 


(T 2 -T,) 




Work expended = — 


10-f no 

70-10' 


Solid CO2 T3 = 350°R 


Fig. 427 


H2 ^ T^^T, 

Hi T^-T, 

Heat leaving compartment = Hj + i/g = SU^. 
For the forward engine 

Heat extracted — heat rejected 

Heat extracted Tg 


T,-T, 


[ T —T ~ 
1 ^ ^ 


= fli-^? = 248. 


_248x^ 

“ 350 

nd heat leaving compartment 

= = 1000 B.TH.u. per lb. of COg. 


EPILOGUE 

“'However high we climb in the pursuit of knowledge we shall still see heights 
i-bove us, and the more we extend our view, the more conscious we shall be of the 
aimensity which lies beyond.” 
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Absolute pTBsaure, 10 

— temperature, 10 
Absorption refrigerator, 2B2 
Accumulator, 726 
Adiabatic efficiency, 110 

— equation, 16H 

— expansion, 51 

— heat drop, 335 

— index, 36, 52 

for air steam mixture, 223 

— temperature efficiency of air compressor, 
116 

Adsorption refrigerator, 284 
After burning, 614 

— cooler, 94 

Air, composition of, 503 

— compressors, 86 

— conditioning, 210 

— consumption, measurement of, 657, 

682 

— cooling of a petrol engine, 637 

— ejectors, 500 

— motor, 657 

— motor, 123 

— preheater, 708 

— pump, 390 

— standard cycle jet propulsion 

756 

efficiency, 75 

— supplied per lb. of fuel, 514 
Aircraft carburettors, 650 
Airless injection, 666 
Akroyd’s atomiser, 665 

— oil engine, 664 
Alcohol, 618, 626 
Ammonia, 288 

— absorption refrigerator, 309 
Andrew and Cameron’s balanced 

valve, 233 

Angle of advance, 230 
Animals, 2 
Arctic regions, 2 
Argon, 4 
Aromatics, 626 
Atoms, 4 

Available calorific value, 535 
Avogadro, 12 

Babcock and Wilcox boiler, 701 
Back-pressure turbine, 475 
Bailey wall, 708 
Base loads, 490 

Bauer-Wach combination, 502, 835 
Baverey compound jet, 646 
Beau de Rochas, 74 
Bell -Coleman cold air machine, 290 
Benson boiler, 710 


Benzol, 626, 627 
Bernoullis’ equation, 319 
Bi-fuel engine, 587 
Binary vapour turbine, 439 
Bitumen, 572 
Blades, 455, 463 
Blast injection, 670 
Bleeder turbine, 472 
Bleeding, 478 
Boiler trials, 554 
Boilers, 698 
Boiling, 127 
Bomb calorimeter, 540 
Bosch fuel pump, 673 

— magneto, 580 

Brake specific fuel consumption, 656 

— thermal efficiency, 657 
Brayton’s engine, 663 
Brier’s automatic regulator, 305 
Bucket calorimeter, 133 
Buchi supercharger, 673 
Burner efficiency, 766 

Calibration of a gas meter, 549 
Calleiidar’s equations, 157 
Calorific intensity, 535 
unit, — value, 532, 539, 546 

of air, 633 

of beiizDiiD, 823 

of and CO, 524 

Calorimeters, bombs, 540 

— gas, 547 

— separating, 133 

— throttling, 134 
Carbon, 4 

— dioxide, 288 

— gland, 470 

slide — valuo of a fuel, 535 
'^Gfi^rburettors, 643 
Carnot cycle for a gas, 66 

for a vapour, 174 

Carry over, 413, 430 
Cascade heating, 478 
Centigrade scale of temperature, 3 
Central flow condenser, 497 

turbine, 430 

Centrifugal compressor, 760, 794 
Cetane number, 677 
Characteristic constant, 10 

— curves, 377 

— diagram, 660 

— equation for gases, 10 

for vapours, 142 

Charge temperature, 824 
Charging refrigerator, 849 
Chart for refrigerants, 826 
Chemical compound, 504 
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lemical contraction, 3S 

- equations, 506 

- reactions, 505 
lapeyron’s equation, 138 

earance in compressors, 101 

- ratio, 103 

’ement and Desormes, 55 
Dsed cycle gas turbine, 789 

- vessel experiment, 136, 137, 817 
^2 recorders, 527 

oal, 3 

ochran boiler, 700 
oefHcient of contraction, 322 

- of discharge, 323 

- of performance of a condenser, 393 
of a refrigerator, 289 

jld air refrigerator, 282, 290 
jld multiplier, 864 

Dinbination of indicator diagrams, 270 
Dmbustion, 504, 532 

- chambers for Diesel engines, 677 
Jinmon rail system of fuel injection, 676 
jmparison between petrol and c.i. engines, 

681 

- between two-stroke and four -stroke 
cycles, 578. 671 

imposition of air, 508 
)Tiipound air compressor, 94 

- gas turbine, 784 

- refrigerator, 306 

- steam engine, 256 
impressed air, 86 
impressibility factor, 324 
impression ignition engine, 065 

- ratio, 48, 680 

impressor rotary, 754, 759, 769 et seq. 

- valves, 110 
jndonsers, 385, 496 

jiiditions for reversibility in heat engines, 
05 

mduction of heat, 363 
jning and quartering, 555 
)nservation of energy, 19 
)nstant dryness lines, 156 

- pressure expansion, 47 
steam accumulator, 728 

- total heat lines, 155 
volume lines, 156 

mtinuous recorders, 536 
mtraction in volume, 35, 614 
mtrol of compressors, 110 
mvBction, 379 

nvergent- divergent nozzle, 337 
mvertibie gas engine, 5B6 
oling petrol engines, 637 

- towers, 406, 847 
)rlias’ valve, 234 
)iTBoted vacuum, 391 
unter-flow heater, 369, 372 
ver of turbine blades, 466 


Creep of metals, 492 
Critical pressure ratio, 327 

— temperature and pressure, 146 
Cross-llow heater, 369 
Crossley gas engine, 684 
Cumulative heat drop, 432 
Cushioning, 230 

Cyclone separator, 724 

Cylinder dimensions of a compound steam 
engine, 258, 260 

— temperature, 698 

Daimler, 663 
Dalton’s law, 25 
Degree Kelvin, 10 

— llankine, 10 

— of undercooling, 351 

— of superheat, 129 

— of supersaturation, 361 
Dohumidification, 213 

Do Laval nozzle, 337 

— turbine, 412 

Delay period, 620, 622, 676 
Density, 12 
Depreciation, 730 
Design of steam turbine, 453 
Detonation, 624 
D(‘w point, 207, 848 
Diagram efiiciency, 419 

— factor, 245 
Diaphragms, 415, 472 
Diatomic substances, 4, 18 
Diesel, Dr, 09 

— cycle, T^j), 76, 199 

referred to Tij) diagram, 802 

— engine, GG6 

— fuel oil analysis, 683 

— knock, i)77 
Diffuser, 868, 869 
Diffusion, 23 

Dimensions of specific heat, 22 

— of temperatuTD, 772 
Dimensionless ratios, 377 
Direct gasification of coal, 574 

— injection of petrol, 651 
Disc friction, 430 

Displacement of air compressor, 102 
Dissociation, 23 
Dope, 626 

Double-acting Diesel engines, 671 

— flow turbine, 430 
Doxford engine, 668 

Drop or double heat valves, 236 
Dry products of combustion, 510, 630 
Dryness fraction of steam, 130 

after cut off, 250 

Dual combustion cycle, 79 
Dulong’s formula, 534 
Dummy piston, 419 
Dynamometer, 656 
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Economic generation of steam, 732 Flame igniter, 677 

— thickness of lagging, 734 Flare of a nozzle, 337 

— velocity in steam pipe, 732 Flash boiler, 699 

Economics of economiser, 738 Flat spot, 649 

— of power transmission by belts, 741 Flow of fluids, 319 

Economiser, 704, 708 — of steam through turbine blading, 424 

Edwards’ air pump, 390 Flying bomb, 774 

Effect of atmospheric conditions on a com- Forced circulation boilers, 709 
pressor, 107 Forward engine, 65, 68 

— of clearance in multi-stage compressors. Free air delivered, 88, 89, 102 

109 — piston engine, 577 

— of throttling L.P. suction on a compressor. Friction in nozzles, 339 


lOB 

Effectiveness of heat exchangers, 787 
Efficiency ratio, 66 
Efficiency reaction blading, 855 
Ejector condenser, 388 
Electric COg recorder, 528 
Electiolux refrigerator, 283 
Electrons, 4 
Elements, 4 

End thrust in turbines, 419 
End-tightened blades, 443 
Endothermic operation, 532 
Entropy diagrams, 800 

— of perfect gases, 186 

— of vapours, 152 
Equation of continuity, 322 
Equipartition of energy, 36 
Ericsson, 2 

— cycle, 787, 790 

Erosion of turbine blading, 494 
Erron engine, 587 
Ethyl chloride, 288 
Evaporation, 126 
Evaporative condenser, 214, 389 

— cooling, 637 

— value of a fuel, 535 
Exhaust gas analysis, 509 

— temperature, 598 

— turbines, 475, 502 
Exothermic operation, 532 
Expansion of gases, 47, 863 

— index, 862 

— ratio, 48 

— valve, “Meyer”, 233 
Expansions in reaction turbines, 441 
Explosion, 532 

External heat of vaporisation, 128 

— work of wet vapour, 130 
Externally fired boilers, 698 
Extraction pump, 386 

— turbine, 472 

Fahrenheit scale of temperature, 8 

Fan loss, 429 

Fanning's equation, 733 

Film coefficient, 377, 379 

First Law of Thermodynamics, 16 

Fixed carbon, 507 


Frigorie, 289 

Fuel consumption loops of petrol engine 
632, 653 

— measurement of petrol engine, 656 
Fullagar Diesel, 669 

Gas calorimeter, 547 

— engine, 677 

— mixtures, 29 

— turbine, 764 
closed cycle, 789 

cycle referred to diagram, 807 

propulsion unit, 779 

Gaseous reactions, 506 
Gauging of turbine blades, 443 
Gay Lusaac, 8 
Gibbs’ function, 168 
Glands, refrigerator, 236 

— turbine, 467 
Glycol, 638 

Governing Diesel engines, 671 

— gas engines, 582 

— turbines, 463 
Gbtavorken turbine, 603, 836 
Grashof, 368 

Gross horse-power, 693 
Groups, 441 

Heat, 15 

- — balance for l.O. engine, 690 

— exchangers for gas turbines, 784, 787 

— loss in flue gas, 530, 555 
to cylinder walls, 252 

— pump, 293, 851 

— loception and rejection, 60 

— transmission, 362 
Helium, 4 

High compression gas engine, 685 
petrol engine, 636 

— level jet condenser, 388 
Higher calorific value, 635 
Highest useful compression ratio, 627 
Hit-and-miss governor, 582 
Hollow blades for turbines, 466 
Horse power, 3 

Hot tube ignition, 680 

— well, 386 
Hot-bulb engine, 664 
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iBttnnr rotary power unit, 719 
imid h0Bit» 211 
vulume, 211 

imidity, abaolute and relative, 206 
changes due to compreBsion, 221 
— on Ttf) diagram, 219 
Limidity curves, 208 
Limphrey gas pump, 81 
V'draulic compressor, 91 
ydrocarbon, 507 

/perbolic expansion, 132, 171, 242 
eal cycles, 64 

- efficiency of a refrigerator, 311 

- refrigerator, 289 
;mtion advance, 660 

- systems of gas engine, 580 
iipulse turbine, 409, 416 

n phase” and “out of phase” indicator 
diagrams, 623 
complete combustion, 636 
dicator diagrams, combination of, 270 

light spring, 682 

directly heated boilers, 712 
duced draught fan, 709 
itial state, 45 
tercooloT, 94 

ternal efficiency of a turbine, 431 

- energy, 16, 57 

- latent heat, 128 
veslmCnt cost, 730 
reversible ex])ansion, 840 
entropic expansion, 166, 798 
othermal efficiency of an air compressor. 

89 

othermal expansion of gases, 47 
of vapours, 163 

icket, steam, 254 

- water, 92 

)t condciiser, 380 

- pipe, 762, 767 

- plane, 775 

- propudsion, 751 et Beq. 
mle, 15 

- cycle, 73, 808 

mle-Thomson cooling effect, 281 
)ul 0 ’s law of internal energy, 16 

- mechanical equivalent of heat, 10 

adenacy two stroke, 672 
elvin’s warming engine, 293 
inematic viscosity, 379, 771 
inotic energy, 319 

- theory of gases, 60 
nock rating, 627 

).byrinth gland, 469 
i Mont boiler, 709 
incashire boiler, 699 
intern ring, 286 


Latent heat, 128 

effect on calorific value, 540 

Laws of thermodynamics, 16, 282 
Lead in reciprocating steam engines, 230 

— in turbines, 430 
Leaving loss, 430 
Leblanc air pump, 391 
Liquid, 36 

Ljungstrom turbine, 439 
Load factor, 730 

Lodge-Cottrell dust separator, 725 
Loeiller boiler, 714 
Logarithmic mean radius, 364 

temperature difference, 368, 372 

Loss of pressure in i.c. engines, 613 
Losses in steam turbines, 429 
Low level jet condenser, 380 

— pressure turbine, 476 
Low tension magneto, 680 
Lower calorific value, 535 

Mach No, 771 
Manifold, 649 

Marine exhaust turbines, 501 

— steam turbine, 455, 458 

492 

Mean effective pressure, 243 

referred to l.p. cylinder, 258, 260 

Mechanical equivalent of heat, 1 6 

— mixtures, 604 

— separation of dust, 723 
Methyl chloride, 288 
Meyer expansion valve, 233 
Missing quantity, 250 
Mixed pressure turbine, 475 
Mixing of gases, 25, 816 

Mixture strength, 622, 626, 629, 680, 761, 
762, 804, 8.05 

Mixtures of air and steam, 202 

— of gases, 25 

Mndave dust separator, 724 
Mol, 14 

Molecular weight, 6 
Molecule, 4, 6 
Mollier diagram, 182 
Monatomic gases, 4, 10 
Monotube boiler, 712 
Morse test, 654 

Multiple effect compressors, 306 

— expansion, 305 

— retort stoker, 708 

Napier’s law, 328 

Negative superheat, 351 

Net efficiency of a turbine, 431 

Newcomen’s engine, 385 

Normal temperature and pressure, IL 

Nozzles, 336, 860 

Octane, 627 

— number, 628 
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Oil-operated valves, 23 B 
Open cycle, 789 
Operation factor, 731 
Orifice tank, 657 
Orsat apparatus, 520 

Otto cycle on pv and Ttji diEigrams, 74, 197 

referred to diagram, 802 

Out of phase indicator diagrams, 623 
Overall coefficient of heat transmission, 380 

— efficiency of a turbine, 431 

— thermal resistance, 366 
Overhead charges, 730 
Oxidation, 532 

Parsons’ coefficient, 467 

— turbine, 439, 854 

Partial admission in a turbine, 420 

— pressures, 25, 202 

and diffusion, 25, 818 

Pass-out turbine, 472 
Passes in a coinlcnser, 369 
Perfect gas, 9 

Performance of an engine, 651 
Permanent gas, 9 
Petrol engine, 606 
Pinking, 624 
Piston Cooling, 686, 667 
Piston speed, 261 

— valve, 234 
Plate nozzle, 339 

— orifice, 325 

Polyatomic substances, 4, 18 
Polytropic compression and cxpiiiision, 97, 
183, 187 

— efficiency, 766 

Popping back in the carburettor, 629 
Potential energy, 319 
Power control by cut off, 270 
by throttling, 269 

- developed by a steam engine, 242 

— station site, 740 
Prandtl number, 379 
I’recooling of refrigerant, 297 
Pre-ignition, 627 
Pressure, 0 

— compounding in turbines, 415 

— energy, 319 

' - gaj3 producer, 671 

- heat chart, 826 
Primary air, 722 
Priming in boilers, 130, 710 

Process of combustion in c.i. engines, 676 

in petrol engines, 620 

Producer gas, 560 
Products of combustion, 510 
Profile of steam nozzle, 336 
Pulverised fuel, 720 
Pimiping horse-power, 593 

Quality governing, 582 

— of steam in an engine cylinder, 249 


Quantity governing, 6B2 
Quantum theory, 5, 40 

R.A.C. rating, 610 
Radial flow of heat, 363 
Radial flow turbine, 439 
Ram efficiency, 765 
Ramming pipe, 673 
Ranarex COj recorder, 529 
Rankine cycle, 175 
Rate of heat reception, 60 
Ratoau, 412, 472 

Reaction turbines, 409, 439, 854-5 
Receiver, 112, 258 
Reciprocating steam engine, 226 
Reducing cylinder condensation, 253 
Refrigeration, 281 
Regenerative condenser, 393 

— feed bleating, 477, 832, 856 
Regenerator, 71 

Reheat cycle in steam engines, 2.14, 485 

— factor, 432, 840 

Rehpated reciprocating engine, 829 
Reheating air, 124 
Relative cfticienry, 65 

— humidity, 206 

— velocity, 417 
Reversed engine, 65, 68 
Reversilde expansion, 51, 66, 166 
Revolving boders, 718 
Reynolds’ number, 319, 379, 771 
Rocket, 706, 763, 764 

Rotary compressors, 114, 754, 7.19 
Rough engine, 621 
Running costs, 730 

Sailing ships, 3 
Satuiati'd vapour, 123 
Saturation line, 155 
tf'injiprafure, 128 
S call's of temperature, 8 
Seav enging in oil engines, 667 
Scliiniilt-Hartmann boiler, 713 
Sea, 2 

Sei'iind T^aw of Thermodynamic'-., 282 

Selenium ecdls, 2 

Senii-T^iesel, 664 

Sensible heat, 123, 141 

Separating ealorimoter, 133 

Severn tidal srheme, 2 

Sharp-edged nrifiei's, 325, 336 

Shell and fire tube boilers, 698 

Shrouded jet, 648 

Shrouding on turbine blade-i, 466 

Silica gel, 282 

Sink, 67 

Sinking fund, 730 

Slide valve, 230 

Small stage efficiency, 765 

Sodium-cooled exhaust valves, 638 

Solid, 36 
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id injection, 666, 673 Thermal storage, 728 

tree, 67 Thermodynamic scale of temperaiurefl, B 


jcos of power, 1 

>ciiic air and fuel consumption, 656, 659 
fuel consumption of a jet engine, 765 
heat, true euid mean, 16, 19 
volume, 7 

'ay injection in compressors, 92 
ponds, 408 
,ge compression, 94 
3 f¥iciency, 431 
of a turbine, 415 

ndard curve of performance for petrol 
engine, 616 

temperature and pressure, 11, 549 
am consumption of an engine, 248 
engine, 226 

How throngli a turbine, 402 
*am storage, 726, 844 et seq. 
turbine, 409 
rling boiler, 703 
L-ycle, 70 

atifiod charge, 617, 629 
‘eamline flow, 319 
J. carburettor, 646 
flimation, 126 
ction gas producer, 570 
temperature i.c.E., 599 
itabdity of a radiator, 637 
j)hur, 4 
dioxide, 28B 
1 

Dercharging l.c. engines, 638, 672 
a petrol engine, 825 
lercooled vapour, 351 
perheated si cam engines, 253 
vapour, 128 
oersaturation, 350 
'face condenser, 389 
ignition engine, 664 

uhometers, 055 
mperature, 7 

at end of exhaust and suction strokes, 
598 

entropy diagram for gas, 189 

tor vapours, 154 

equivalent (of velocity), 758 
'minal loss in a turbine, 430 
'restrial heat, 3 
sting budora, 554 
oil engines, 682 
potrol engines, 651 
‘:ra-ethyl of lead, 626 
ermal conductivity, 362 
elliciency, 65 

— jet propulsion unit, 763, 767 

equilibrium, 350 

ladder, 67 

potential, 7 

reversibility, 65 


Theseus engine, 7S9 
Throttling calorimeter, 134 

— operation, 165, 165, 195 
Thrust block, 443 

— booster, 753, 778 
Tookey factor, 597 
Topping units, 491 
Total heat, 19, 128 

entropy diagram, 182, 301 

— pressure, 25 
Triatoinic substances, 4, 18 
Trip gears, 238 

Triple-expansion engines, 256, 265 
True specific heat, 19 
Turbine blatles, 466, 463, 767 

— glands, 467 

— nozyJes, 339 
Turbo com])rossor, 115 
Tui'bulence in i.c. engines, 620 
Turbulent dow, 319 

Undercooling, 297 351 
Uniflow engine, 239 
Unit of refrigeration, 289 
Universal gas constant, 14 

Vacuum, 391 

— efficiency, 392 

Valves for a steam engine, 229 

air compresHora, 110 

Van der Waals’ equation, 46 
Vaporiser, 664 

Vapour compression refrigerator, 285 
Vapours, 126 

Variable pressure steam accumulator, 727 

— specific heats, 39, 797 
Variation in specific heats, 797, 815 
Vegetation, 3 

Velocity compounding in steam turbines, 
413 

— diagrams for steam turbines, 417, 444 

— oT approach, 338 

— of sound, 332 

— of whirl, 768 

— ])ressure compounding, 415 

— ratio, 425, 445 
Velux boiler, 715 
Volume of air receiver, 813 

Volumetric efliciency of an air compressor, 
102 

of a gas engine, 587 

of an oil engine from a light spring 

indicator diagram, 598, 682 
&om a petrol engine, 618 

— heat, 17 

Voorhees multiple effect refrigerator, 306 
Water, 2 

— cooling of a petrol engine, 637 
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Water equivalent of bomb calorimeter, 545 

— jacket on air compressor, 92 

— sealed air pumpi 390 
turbine gland, 471 

— tube boilers, 699 
Watt, 1, 385, 022, 661 
Werkspoor Diesel engine, 673 
Wet steam, 130 

Willans’ line, 249 
Wilson line, 362 
Wind, 2 


Windage in steam turbines, 429 

Wing blades, 441 

Wire drawing, 230 

Work done by air compressor, 87 

by steam engine, 242 

Working fluid, 65 

Zero of absolute temperature, 10 

— of entropy, 162, 187 

— of internal energy, 46 

Zeuner's equation for dryness fraction, 336 







